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Appendix  B 
Lab  Reports 


DOCUMENTS  DEpT. 

JUL  2  3  2001 

P^^NCSCO 
PUB<-/C  L/BRARy 


3  1223  05346  1779 


AUG.  21.  1997  10:1 8AM  NO.  5049     P.  2/6 

Analytical 


Cpnlini  -A  680  CKcsipcAr  Drive         Redwood  Gry,  CA  94063      (6SO)  364-9600         FAX  (650)  3*4-9133 

JC^UUia  WaetUne  Walm*  Creek.  CA  94598       (510)  988  9600         FAX  (510)  9M-9675 

819  Striker  Avenue,  Suite  B    Sacramento,  CA  95834         (916)  921-9600         fAX  (916)  91)  0100 


E SFUSD 
1 1551  Newcomb  Ave..  Rm.  103 
i  San  Francisco,  CA  94124 


l  Attention: 

IntHmearo.-: — -  '  ■ 


Bruce  Giannini 


Client  Proj.  ID:  21  st  Century  Academy 
LabPrpj.  ID:  9708754 

nrntaiijiiuiiaulSlS^ 


Sampled:  08/13/97 
Received:  08/13/97  1 
Analyzed:  see  below  |i 


LABORATORY  ANALYSIS 

Analyte  Units  Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  No.  9708754-01 
Sample  Desc :  LIQUID,1 

Lead 


mg/L 


08/18/97 


0.0050 


0.024  / 


Lab  No:  9708754-02 
Sample  Desc :  Li  QUID, 2 

Lead 


mg/L 


08/18/97 


0.0050 


0.017  / 


Lab  No:  9708754-03 
Sample  Desc :  UQUID.3 

Lead 


mg/L 


08/18/97 


0.0050 


0.0075 


Lab  No:  9708754-04 
Sample  Desc :  UQUID.4 

Lead 


mg/L 


08/18/97 


0.0050 


0.011 


Lab  No:  9708754-05 
Sample  Desc :  LIQUID.5 

Lead 


mg/L 


06/18/97 


0.0050 


0.015 


Lab  No:  9709754-06 
Sample  Desc :  UQUID,6 

Lead 


mg/L 


08/18/97 


0.015 


0.056  /y 


Lab  NO:  9708754-07 
Sample  Desc :  UQUID,7 


Lead 


mg/L 


08/18/97 


0.0050 


0.0078 


Analytes  reported  as  N.D.  were  not  present  above  the  staled  limit  of  detection. 
SEQUOIA  ANALYTICAL  ELAP#1210 


5  47612  SFPL:  ECONO  JRS 
50  SFPL       04/12/02  96 


08/21/97    11:20         TX/RXN0.9131         P. 002 


AUG.  21.  1957  10:18AM  NO.  504?    P.  3/6 


*\  P  HI  1  n  1 7\  ttQ  Cheaoeake  Drive        Redwood  G  cy  CA  9*06* 

JC4  404  tf  Wget  Lmr  Vilnui  Creek,  CA  94591 

Analytical 


(650)  964-9600  FAX  (650)  364-9233 
(510)  9*8-9600  FAX  (it 0)  9*8-9673 

8i9Smkcr  Avenue,  Sulci    Smutm^M,  CA  95li«         (916)  9J1-96O0         FAX  (916)  931-0100 


i SFUSD 
:  1551  Newcomb  Ave.,  Rm.  103 
B  San  Francisco.  CA  94124 
I 

£  Attention:     Bruce  Giannlni 

fan 


|..f^^m|;imljnnl.iiiBIWilol=la:=  ( 

Client  Proj.  ID:    21  st  Century  Academy 

Lab  Pro).  ID.  9708754 


Sampled:  06/13/97  j 
Received:  06/13/97  | 
Analyzed:  see  below  j? 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708754-08 
Sample  Desc :  UQUID,8 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708754-09 
Sample  Desc .  UQUID.9 

Lead 

mg/L 

08/19/97 

0.0050 

0.037 

/ 

Lab  No:  9708754-10 
Sample  Desc :  LIQUID,  10 

Lead 

mg/L 

08/19/97 

0.0050 

0.043 

y 

Lab  No:  9708754-11 
Sample  Desc :  UQUID.11 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708754-12 
Sample  Desc :  LIQUID,  12 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708754-13 
Sample  Desc :  LIQUID,  13 

Lead 

mg/L 

08/19/97 

0.0050 

0.026  ' 

Lab  No:  9708754-14 
Sample  Desc  :  LIQUID, 14 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

AnalytK  reported  aa  N.D.  were  not  presant  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#i2io 


08/21/97    11:20         TX/RXN0.9131  P. 003 


AUG.  21.  1997  1  0: 1  9AM  NO.  5049    P.  4/6 

Analytical 


Cpn11  Ci\  a  6«0  Ch^ipckc  Dnvc  Redwood  Giy,  CA  94063      (650)  364-9600         FAX  (650)  364-9233 

404  N.  Wiget  Lane  Walnut  Creek,  CA  94598      (510)  9*8-9600         FAX  (510)  9ff-9673 

Bl9  Striker  Avenue.  Suite  S    Sacramento,  CA  95(34  (916)  911-9600  FAX  (916)  9H.QI00 


^KSH^^Hi'JHinniniiiH: 


Tniveiut)«:r>iuinniHiuniinuuiu 


HSFUSD 
S  1551  NewcombAve.,  Rm.  103 
I  San  Francisco,  CA  94124 


i  Attention: 

mnniiiiuimnnuuiaiv 
ennnnniuuiiii  


Bruce  GlannlnJ 


Client  Proj.  ID:  21  st  Century  Academy 
Ub  Proj.  ID:  9708754 


Sampled:  08/13/97  1 
Received:  08/13/97  | 
Analyzed:  see  below  i 

Reported:  08/21/97 

=Swmun 


LABORATORY  ANALYSIS 


A  W\t»  1  Wr>6 

Unit* 

ultra 

t-»a«C 

Analyzed 

not  cw^tiVwi 

Umft 

oouipre 
Results 

Lab  No:  9708754-15 

Lead 

ma/L 

OS /1 9/97 

0  0050 

WiVVvV 

n  099 

Lab  No:  9708754-16 
Sample  Desc :  LIQUID,  16 

Lead 

mg/L 

08/19/97 

0.0050 

0.069 

Lab  No:  9708754-17 
Sample  Desc :  LIQUID,  17 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708754-18 
Sample  Desc :  LIQUID,  18 

Lead 

mg/L 

08/19/97 

0.0050 

0.0084 

Lab  No:  9708754-19 
Sample  Desc :  LIQUID,  19 

Lead 

mg/L 

08/19/97 

0-0050 

0.074 

Lab  No:  9708754-20 
Sample  Desc :  UQUID.20 

C 

Lead 

mg/L 

08/19/97 

0.0050 

0.010 

Lab  No:  9708754-21 
Sample  Desc :  UQUID,21  (Blank) 

Lead 


mg/L 


08/19/97 


0.0050 


N.D. 


8> 


Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


Page:  3 


08/21/97    11:20         TX/RX  NO. 9131         P. 004 


AUG.  21.  1997  10:19AM  NO.  504$    P.  5/6 

f  i^X         ^vpniini^  6*0  Che»peike  Drive  Redwood  Gty,  CA  94063 

f    4j        JC4  404  N.  Wigct  Ui*  W»I«mCi«*,CA  9459t 

j\H(llytiC3l  B19  Striltrr  Avrnuc  Suite  8  Summcnto.  CA  *5834 


(650)  364-9600         FAX  (650)  364-9333 
(510)  988-9600        FAX  (510)  9M>967i 
Bl9Suikrr  Avenue.  Stale  8     Sicramemo,  CA  9SB34  (916)  921-9600  FAX  (916)  931-0100 


S  SFUSD 

i  1551  Newcomb  Ave..  Rm.  103 
£  San  Francisco.  CA  04124 


I  Attention:     Bruce  Giarmlnl 

!SimiasBfias£^M 


aient  Proj.  ID:  21  st  Century  Academy 
Lab  Proj.  ID:  0708754 


Sampled:  06/13/97 
Received:  00/13/97  J| 
Analyzed:  see  below  | 


 ^BKMBHIIB^- 


LABORATORY  ANALYSIS 


Anatyt* 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708754-22 
Sample  Desc :  UQUID.8  pup) 

Lead 

mfl/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708754-23 
Sample  Desc  :  LIQUID,  17  (Dup) 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708754-24 
Sample  Desc :  UQUID,19  (Dup) 

Lead 

mg/L 

08/19/97 

0.0050 

0,074 

Anatytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Page: 


08/21/97    11:20         TX/RX  NO. 9131  P. 005 


SEP.  3.  1997   8:03AM  NO.  5460    P.  6/17 

Analytical 


SfHIllOlR  6,0  Chesapeake  Drive  Redwood  City.  CA  94063      (650)  964-9600         FAX  (650)  364-9333 

°    M  404  N.  Wlgfl  Lane  Walnut  Creek,  CA  94598       (510)  9M -9600         FAX  (510)  981-9673 

1 19  Striker  Avenue,  Suite!    Sacramento,  CA  9S834  (916)921-9600  FAX  (916)  921-0100 


IHUlllHIUiaCIK 


ISRJSD 

s  1551  Newcomb  Ave..  Rm.  103 
£  San  Francisco,  CA  94124 

a 
■ 

i  Attention:      Bruce  Giannini 

liii.ui^ciiniiMuiimmuuiiuiniOiumiimTOMininniiiiiiibiiiMiiiiiitfi! 

 .  ■     —  ■-■tin  nun 'ill—"* 


CiTem  Proj.  ID:  21  si  Century 
Lab  Pro].  ID:  9708F11 


BuiflSHMWwawir 


Sampled:  08/29/97  s 
Received:  08/29/97  % 
Analyzed:  see  below  | 

Reported:  09/03/97  § 


Analyte 


LABORATORY  ANALYSIS 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


M 


Lab  No:  9708F11-01 

Sample  Desc :  UQUID,2lst  Century  2-1 

Lead 


mg/L 


09/02/97 


0.0050 


0.023 


Lab  No:  9708F11-02 

Sample  Desc :  LIQUID, 21st  Century  2-2 


\&_ 


Lead 


mg/L 


09/02/97 


0.0050 


0.0093 


Lab  No:  9708F11-03 

Sample  Desc :  LlQUID,2ist  Century  2-3 


7k. 


Lead 


mg/L 


09/02/97 


0.0050 


0.011 


Lab  No:  9708F11-04 

Sample  Desc :  UQUID,2lst  Century  2-4 


Lead 


mg/L 


09/02/97 


0.0050 


0.0095 


Lab  No:  9708F11-05 

Sample  Desc ;  UQU1D,21st  Century  2-S 


Lead 


mg/L 


09/02/97 


0.0050 


0.0090 


Lab  No:  9708F11-06 

Sample  Desc :  LiQuio,2lst  Century  2-6 


5& 


Lead 


mg/L 


09/02/97 


Lab  No:  9708F11-07 

Sample  Desc :  UQUID,21st  Century  2-7 

Lead 


mg/L 


09/02/97 


0.0050 


0.0050 


0.0061 


0-055 


AnaJytes  reported  as  N.D.  ware  not  present  above  the  stated  limit  erf  detection. 

SEQUOIA  ANALYTICAL     ELAP  #1210 


Sheila  Flynn 

Project  Manager 


Page: 


09/03/97  09:03 


TX/RX  NO. 9367         P. 006 


SEP.  3.  1997  3:03AM 


£k\  Sequoia 
Analytical 


NO.  5460    P.  7/17 


MO  ChcMOOfcC  Drive  Redwood  City,  CA  94063      (650)  164-960©         FAX  (450)  364-9333 

404  N.  W^i  L*ne  Wtlnu  Occk.  CA  94SM      (flO)  981-9600        FAX  (5 10)  9U-9673 

1 1 9  Stnktr  A>rcnue.  Smte  (    SmMMW,  CA  9583*  (9161  921-9600         FAX  (9lti)  921-0100 


,. SFUSD 
s  1551  Newcomb  Ave,  Rm  103 
S  San  Francisco,  CA  94124 


I  Attention: 


Bruce  Giannini 


Client  Prbj.  ID:  21 8t  Century 
LabProj.  ID:  97D8F11 


;sr=ag;tia»iiiw»iiimMltllllK»vf 


Sampled:  08/29/97  j| 
Received:  08/29/97  | 
Analyzed:  see  below  I 
I 

Reported-  09/03^7__i| 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708F11-08 

Sample  Desc :  UQUID,2ist  Century  2-8 

mg/L 

09/02/97 

0.0050 

0.027 

Lab  No:  9708F11-09 

Sample  Desc  :  UQUID,21st  Century  2-9 

q/\  Lead 

mg/L 

09/02/07 

0.0050 

N.D. 

Lab  No;  9708F11-10 

Sample  Desc  :  L!QUID,2ist  Century  2-9  Duplicate 

Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

Lab  No:  9708F11-11 

Sample  Desc :  LIQUID,21st  Century  2-10 

q£)  Lead 

mg/L 

09/02/97 

0.0050 

0.0069 

Lab  NO:  9708F11-12 

Sample  Desc  :  LIOUID,21st  Century  2-11 

/OA-  Lead 

09/02/97 

0.0050 

0.064 

Lab  No:  9708F11-13 

Sample  Desc :  UQUID^Ist  Century  2-12 

10  2>  Lead 

mg/L 

09/02/97 

0.0050 

0.019 

Lab  No:  9708F11-14 

Sample  Desc  :  UQUID,2ist  Century  2-13 

(i>h  Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

Analyiet  reported  as  N.O.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Page: 


09/03/97    09:03         TX/RX  NO. 9367         P. 007 


SEP.  3.  1997   8:03AM                                                               N0-  5460  P.  8/17 

680  Chesapeake  Drive  Redwood  Qty,  CA  94063  (650)  364-9600  FAX  (650)  364-91JJ 

404  N  Wiser  Lane  Walnut  Creek.  CA  94591  (510)  9M-90W  FAX  (5 10)  9JJ-967J 

819  Striker  /Weoue  Suite  ft  Sraamcnta,  CA  95134  (9 1 6)  92 1. 9600  FAX  (916)  911-0100 


fk\  Sequoia 
Analytical 


£ SFUSD 


81 1551  Newcomb  Ave.,  Rm.  103 
|j  San  Francisco,  CA  94124 

IH 

IS  _ 

iii  Anentlon:     Bruce  Gianruni 

illll58B^^^^^^IHIIIIIIIIIIII»liS^^S;SjpilWII'» 


Client  Proj.  ID;  21st  Century 
LabProj.  ID:  9708F11 


iiinT'  win™ 

— .-— .-,  —TniiiifiirTn 

Sampled:  08/29/97  i 

Received:  08/29/97  | 

Analyzed:  see  below  „; 


Reported;  09/03/97  !? 

immaa   


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708F11-15 

Sample  Desc  ;  UQlHD,2lst  Century  2-14 


Lead 


mg/L 


09/02/97 


Lab  No:  9708F11-16 

Sample  Desc :  LIQUID, 2ist  Century  2-15 


Lead 


mg/L 


09/02/97 


Lab  No:  9708F11-17 

Sample  Desc :  LIQUIDp2lst  Century  2-16 


Lead 


mg/L 


09/02/97 


Lab  No:  9708F11-18 

Sample  Desc :  LIQUID,21st  Century  2-17 


lis! 


Lead 


mg/L 


09/02/97 


Lab  NO:  9709F11-19 

Sample  Desc :  LIQUID,21st  Century  2-18 


Lead 


mg/L 


09/02/97 


Lab  No:  9708F11-20 

Sample  Desc :  LIQUID,2lst  Century  2-19 


Y\A 


Lead 


mg/L 


09/02/97 


Lab  No:  9708F11-21 

Sample  Desc :  LIQUID,2lst  Century  2-19  Duplicat 

Lead 


mg/L 


09/02/97 


0  0050 


0.0050 


0.0050 


0.0050 


0.0050 


0.0050 


0.0050 


N.D. 


0.015 


0.011 


0.025 


0.019 


0.013 


0.012 


£3- 
Or 


1%.  \ 


D 


Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page. 


09/03/97  09:03 


TX/RX  NO. 9367         P. 008 


SEP.  3.  1997   8:04AM  NO.  5460    P.  9/17 

f  i  "\        Qpn imia  *»°  Chesapeake  Dnv«  Red-rod Qty,  CA  94063  (650)  364  9600  FAX  (650)  364-9133 

i    4  .1  404  N  Vlpi  Lint  Wilmn  Crtck,  CA  94591  (5l0)  911-9600  FAX  (510)  999.9673 

*T^-<r    AfialytlCfll  •  >»  Striker  Avemie,  Suite  I  Sacramento,  CA  95194  (916)  921-9600  FAX  (916)  931-0100 


•■>-.. 


sSFUSD 
|  1551  Newcomb  Ave.,  Rm.  103 
it  San  Francisco,  CA  94124 

13 

p  Attention:      Bruce  Giannini 


-i  — BBH9999BM99 

-    n-n  nii|i»»iprr»jamW^  — - 


■■■■Mil 


Cliem  Pro).  ID:  21  st  Century 
LabProj.  ID:  9708F11 


Sampled:  08/29/97  i 
Received:  08/29/97  | 
Analyzed:  see  below  2 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 

Detection 

Limit 

Sample 

nii  Minp 

Lab  No:  9708F11-22 

Sample  Desc  :  UQUID,21st  Century  2-20 

V^£>  Lead 

mg/L 

09/02/97 

0.0050 

0.0093 

Lab  No:  9708F11-23 

Sample  Desc :  UOUID,21st  Century  2-21 

O^O  Lead 

mg/L 

09/02/97 

00050 

N.D. 

Lab  No:  9708F11-24 

Sample  Desc  :  UQUID,2ist  Century  2-22 

Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

Lab  No;  .  9708F11-25 

Sample  Desc  :  UQUID,2lst  Century  2-22  Duplicat 

Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

Lab  No:  9708F11-26 
Sample  Desc  :  LIQUID, Blank 

Lead 

mg/L 

09/02/97 

00050 

N.D. 

Analytet  reported  aa  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Pago: 


09/03/97    09:03         TX/RX  NO. 9367         P. 009 


SEP.  19.  1  997.  4:12PM  NO.  6172     P.  2/15 


/T\  Sequoia 
Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  94063      (650)  364-9600         FAX  (650)  364  9233 

404  N.  Wiget  Line  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (510)  988-9673 

819  Striker  Avenue,  Suite*    Sacramento,  CA  95834         (916)  921  -9600         FAX  (916)  921-0100 


Hfiajaniiiiiiuii 

s SFUSD 
■  1551  Newcomb  Ave.,  Rm.  103 
1  San  Francisco.  CA  94124 

jj!  Attention:     Bruce  Giannini 

||||jjjra^M^sps^^r^!!tnii!! — — — 


!SS!!!!<!S!t»!S!!>K;i>l)MHmHIHttnr 


be  .  numauiuimui 


   _.lHlHlnihmrauu 

Client  Proj.  ID:     21st  Century  Academy 


d-iUiiHfftllTlrtf 


Lab  Proj.  ID:  9709818 


iu;nui[Biimniwiiiiiniiitf 

£.-..:!!  "..iliJIUillBU 


Sampled:  09/16/97  1 

Received:  09/16/97  | 

Analyzed:  see  below  jjj 

Reported:  09/19/97  S 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 

Limit 

Sample 
Results 

Lab  No:  9709818-01 

Sample  Dose  :  UQUID,21st  Century  3-1 

Lead 

mg/L 

09/19/97 

0.0050 

n.d. 

Lab  No:  9709818-02 

Sample  Desc  :  UQUID,2ist  Century  3-2 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709818-03 

Sample  Deso :  LlOUID,21st  Century  3-3 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709818-04 

Sample  Desc :  UQUlD,2lst  Century  3-4 

Lead 

mg/L 

09/19/97 

O.OO50 

0.038 

Lab  NO:  9709818-05 

Sample  Desc :  LlQUID,21st  Century  3-5 

Lead 

mg/L 

09/19/97 

0.0050 

0.022 

Lab  No:  9709818-06 

Sample  Desc :  UQU)D,21st  Century  3-6 

Lead 

mg/L 

09/19/97 

0.0050 

0.040 

Lab  No:  9709818-07 

Sample  Desc :  UQUID,2ist  Century  3-7 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Pyrin 
Project  Manager 


Page; 


09/19/97    17:14         TX/RX  NO. 9808         P. 002 


"SEP.  19.  1997   4:13PM  Na  617o     p  3/15 

Sequoia 
Analytical 


^^^\        ^pn  11  Hi  a  680  Chertpokt  Drive         R#d wood  Gry,  CA  MM!      (650)  3(4-9600        FAX  (650)  364-92)3 

/A    A  404  N  Wkgci  L»ac  Wain*  Owk,  CA  94598      (510)  988-9600         FAX  (510)  981-9673 

*!^— a  "I — »  !  1  119  Sirlkrr  Avx<hx.  Su.le  8    Saaw«mo,  CA  95834         (916)931-9600         FAX  (916)  921-0100 


3  SFUSD 
s  1551  Newcomb  Ave ,  Rm.  103 
s  San  Francisco,  CA  94124 

I 


Client  Proj.  ID.  21st  Century  Academy 
LabProj.  ID:  9709818 


Sampled;  09/16/97 
Received:  09/16/97 
Analyzed:  see  below 


.USMIHIUIIU  Ifl'! 


Glannini 


jH*«M^sssr£:=^!  


LABORATORY  ANALYSIS 


Artalyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9709818-08 

Sample  Desc  :  LIQUID, 21  st  Century  3-8 

Lead 

mg/L 

09/19/97 

00050 

N.D. 

Lab  No:  9709818-09 

Sample  Desc  :  LIQUID,2lst  Century  3-9 

Lead 

mg/L 

09/19/97 

0.0050 

0.057 

Lab  No:  9709818-10 

Sample  Desc  :  LIQUID, 21st  Century  3-10 

Lead 

mg/L 

09/19/97 

0.0050 

0.024 

Lab  No:  9709818-11 

Sample  Desc :  UQUID,21sl  Century  3-10  dup 

Lead 

mg/L 

09/19/97 

0.0050 

0.023 

Anaiytss  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL     ELAP  #1210 


Sheila  Flynn 
Project  Manager 


Pag* 


09/19/97    17:14         TX/RX  NO. 9808         P. 003 


"SEP.  19.  1  997   4:1  3PM  NO  6172    P  4/15 

-  ~  Analytical 


Rpniini^  680  Chesapcjke  Dnve         Redwood  Gty,  CA  94063      (650)  364-9600         FAX  (650)  364-9333 

Jt^UUia  404  N.  Wiget  Lane  Walnut  Creek.  CA  94598       (510)  9*8-9600         FAX  (510)  988-9673 

819  Striker  Avenue,  Suiee  8    Sacramento,  CA  95B34         (916)  931-9600         FAX  (916)  931 -0)00 


 ii.'iHIIIItlhnuii* 


i  SFUSD 
1 1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 

i 

1  Attention:     Bruce  Giaimlnl 


innninilDUiiiiiPiiflU 


Client  ProJ.  ID:  21  st  Century  Academy 
LabProJ.  ID:  9709018 


Sampled:  i 
Received:  09/16/97  I 
Analyzed:  see  below  e 

Hi 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9709818-12 
Sample  Desc  :  LIQUID, Blank 


Lead 


mg/L 


09/19/97 


0.0050 


NO. 


AnaJytes  reported  ad  N.D.  were  not  present  above  the  stated  llmrl  of  detection. 

SEQUOIA  ANALYTICAL    ELAP  #1210 


Page: 


09/19/97    17:14         TX/RX  NO. 9808         P. 004 


DEC.  5.1997  5 : 09FU                                                            N0- 9373  f-  4 

^^^^          Q<amir»ia  6t0  CheHpe»k«  D**  Redwood  Cty.  CA  94063       (650)  J64-96O0  MX  (630)  364-9393 

AAA       DCCJUUIa  404  N.  Wigct  Line  WiJnut  Creek.  CA  94S9I      (510)911-9600  FAX  (510)  9M.9673 

l^^^f      «          ,    ^.        i  8 19  Striker  Avtnue.  Suite  «  Sicramemo.  CA  95M4         (916)  921-9600  FAX  (9!6)  921-0100 

Analytical 


j SFUSD 

E  1551  Newcomb  Ave..  Rm.  103 
|  San  Francisco,  CA  941 24 

I 

I  Attention:      Bruce  Giannini 


Client  Proj  ID:  21  st  Century  Academy 
Lab  Pro).  ID:  9710E45 


,.,.mvr.  Hit  SamplSd:  10/23/97  1 

Received;  10/24/97  | 
Analyzed:  see  below  § 


Reported:  10/30/97  il 


LABORATORY  ANALYSIS 


Anaryte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710E45-15 
Sample  Desc  :  LIQUID,  16-C 

Lead 

mg/L 

10/29/97 

0.0050 

0.044 

Lab  No:  9710E45-16 
Sample  Desc :  LIQUID,19-C 

Lead 

mg/L 

10/29/97 

0.0050 

0.010 

UbNo:  9710E45-17 

Sample  Desc  :  LIQUID,  19-C  Duplicate 

Lead 

mg/L 

10/29/97 

0.0050 

0.010 

Lab  No:  9710E45-18 
Sample  Desc :  LlQUID.BIank 

Lead 

mg/L 

10/29/97 

0.0050 

N.D. 

Analyteft  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Pagr 


12/05/97    17:09         TX/RX  NO. 1282         P. 004 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
ALAMO  ES 


Micro  Log  In    4  8  023 
Total  Samples  25 
Date  Sampled  8/27/97 
Date  Received  8/30/97 
Date  Analyzed  8/30/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


Micro  48023-01 

SINK  DRINKING  FOUNTAIN 
ROOM  202 
FIRST  DRAW 


2.8 


1.0 


Client 


Micro  48023-02 

SINK  DRINKING  FOUNTAIN 

ROOM204A 

FIRST  DRAW 


2.3 


1.0 


Client 


Micro  48023-03 

SINK  DRINKING  FOUNTAIN 
ROOM  206 
FIRST  DRAW 


2.5 


1.0 


Client 


Micro  48023-04 

SINK  DRINKING  FOUNTAIN 
ROOM  212 
FIRST  DRAW 


1.9 


1.0 


Client 


Micro  48023-05 

SINK  DRINKING  FOUNTAIN 
ROOM  214 
FIRST  DRAW 


1.5 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea€L^natysisJrt)drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Pag*  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    48  023 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  25 

1551  Newcomb  Avenue,  Rm.  103  ALAMO  ES  Date  sampled  8/27/97 

San  Francisco,  CA  94124  n  ,  _,    .  . 

'  Date  Received  8/30/97 

Date  Analyzed  8/30/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

Micro 

SINK  or 
ROOM  2 
FIRST  C 

6 

48023-06 

UNKING  FOUNTAIN 
16 

)RAW 

2.9 

1.0 

Client 
Micro 

SINK  01 
ROOMS 
FIRST  E 

7 

48023-07 

LINKING  FOUNTAIN 
18 

)RAW 

3.4 

1.0 

Client 
Micro 

SINK  Dl 
ROOM  2 
FIRST  C 

8 

48023-08 

LINKING  FOUNTAIN 

17 

)RAW 

3.2 

1.0 

Client 
Micro 

SINK  Dl 
ROOMS 
FIRST  [ 

9 

48023-09 

RINKING  FOUNTAIN 

(16 

)RAW 

3.1 

1.0 

Client 
Micro 

SINKD 

room: 

FIRST  1 

1  0 

48023-10 

RINKING  FOUNTAIN 

t13 

>RAW 

2.4 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  tea4-ani!ystsjn  ikinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association.  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
ALAMO  ES 


Micro  Log  In    4  8  02  3 
Total  Samples  2  5 
Date  Sampled  8/27/9  7 
Date  Received  8/30/9  7 
Date  Analyzed  8/3  0/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
ROOM  2 
FIRST  C 

1  1 

48023-1 1 

UNKING  FOUNTAIN 
11 

(RAW 

1.9 

1.0 

Client 
Micro 

SINK  Dl 
ROOM  2 
FIRST  C 

1  2 

48023-12 

UNKING  FOUNTAIN 

07 

I  RAW 

3.3 

1.0 

Client 
Micro 

SINK  Dl 
ROOM1 
FIRST  t 

1  9 

48023-13 

LINKING  FOUNTAIN 
02 

>RAW 

2.6 

1.0 

Client 
Micro 

SINK  Dl 
ROOM1 
FIRST  [ 

20 

48023-14 

LINKING  FOUNTAIN 
OS 

)RAW 

4.9 

1.0 

Client 
Micro 

SINKD 
OFFICE 
FIRST  [ 

21 

48023-15 

RINKING  FOUNTAIN 
(WORK  AREA) 
JRAW 

2.5 

1.0 

Technical  Supervisor: 


-7  £krrg^Z3^g  -3/6/97         Analyst:   ™  

Farid  RameztiqzaderrH^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foVtead-araly^isSn-drinfeing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    48  02  3 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  5 

1551  Newcomb  Avenue,  Rm.  103  ALAMO  ES  Date  sampled  8/27/97 
San  Francisco,  CA  94124 


Date  Received  8/30/97 
Date  Analyzed  8/30/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
ROOM  1 
FIRST  C 

22 

48023-16 

UNKING  FOUNTAIN 
10 

(RAW 

7.6 

1.0 

Client 
Micro 

SINK  Dl 
ROOM1 
FIRST  C 

24 

48023-17 

UNKING  FOUNTAIN 

13A 

>RAW 

7.7 

1.0 

Client 
Micro 

SINK  Dl 
ROOM1 
FIRST  C 

26 

48023-18 

LINKING  FOUNTAIN 
11 

>RAW 

6.0 

1.0 

Client 
Micro 

SINK  Dl 
ROOM  1 
FIRST  I 

27 

48023-19 

LINKING  FOUNTAIN 
07 

)RAW 

3.5 

1.0 

Client 
Micro 

SINKD 
ROOM 
FIRST  1 

28 

48023-20 

FUNKING  FOUNTAIN 
103  LIBRARY 
3  RAW 

1.5 

1.0 

FR 


Technical  Supervisor:    %  £jf^z^^2^jfc^-j2r — Analyst: 

Farid  Ramezai^adeTtT-MjS. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-ana*yslsJn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
ALAMO  ES 


Micro  Log  In    48  0  2  3 
Total  Samples  2  5 
Date  Sampled  8/27/97 
Date  Received  8/30/9  7 
Date  Analyzed  8/30/97 


Detection 


Client  Sample  ID 

Lcau  vonccnirauun 

(PPb) 

Limit 

(PPb) 

Comments 

Client 

30 

Micro  48023-21 

DRINKING  FOUNTAIN 
1ST  FLOOR  HALL 
FIRST  DRAW 

34.0 

1.0 

Client 

31 

Micro 

48023-22 

2.8 

1.0 

MULTIPLE  DRINKING  FOUNTAIN  (3) 
PLAYGROUND  SOUTH  END  (CENTER 
FIXTURE) 
FIRST  DRAW 

Client 

32 

Micro 

48023-23 

1.0 

MULTIPLE  DRINKING  FOUNTAIN  (4) 
PLAYGROUND  NORTH  END  (FIXTURE  #2 
FROM  LEFT) 
FIRST  DRAW 

6.3 

Client 

33 

Micro 

48023-24 

2.1 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  101 D  (EXT.  STORAGE) 
FIRST  DRAW 

Client 

34 

Micro  48023-25 

FIELD  BLANK 

<  1.0 

1.0 

Technical  Supervisor:    ?/  ^       * 9/6/97  Analyst:  

Farid  Rai^ez^m2^adeh>M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foMe^d-wialysiSift -drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pans  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8  043 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  5 

1551  Newcomb  Avenue,  Rm.  103  ALAMO  ES  Date  Sampled  8/26/97 

San  Francisco,  CA  94124  _  .  _  , 

Date  Received  9/4/97 
Date  Analyzed  9/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  ft 
ROOM  2 
FIRST  C 

1  4 

40U4J-U 1 

MJCET 
OS 

•RAW 

6.1 

1.0 

Client 
Micro 

SINK  Dl 
ROOMS 
FIRST  C 

1  5 

48043-02 
INKING  FOUNTAIN 

)RAW 

1.6 

1.0 

Client 
Micro 

SINK  Dl 
ROOMS 
FIRST  E 

1  6 

48043-03 

LINKING  FOUNTAIN 
01 

)RAW 

2.2 

1.0 

Client 
Micro 

SINK  F> 
SR-2;  K 
FIRST  I 

1  7 

48043-04 
VUCET 

ITCH  EN  OFF  AUDITORIUM 
)RAW 

11.4 

1.0 

Client 
Micro 

DRINKI 
AUDITC 
FIRST  1 

1  8 

48043-05 

NG  FOUNTAIN 

IRIUM 

3  RAW 

2.4 

1.0 

Technical  Supervisor:       '   fei t  ^   9/8/97   Analyst:   £L 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinWng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
APTOS  M.S. 


Micro  Log  in    4  8  8  2  6 
Total  Samples  1  5 
Date  Sampled  9/20/97 
Date  Received  9/2  4/9  7 
Date  Analyzed  9/24/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


Micro  48826-01 

DRINKING  FOUNTAIN 
1ST  DRAW  C-91 
INITIAL  SCREENING 


Client 


Micro  48826-02 

DRINKING  FOUNTAIN 
1ST  FLOOR  C-90  (CENTER) 
INITIAL  SCREENING 


1 .0 


1  .0 


1.0 


1.0 


Client 


Micro  48826-03 

DRINKING  FOUNTAIN 
BASEMENT  LEVEL  C-90 
INITIAL  SCREENING 


2.1 


1.0 


Client 


Micro  48826-04 

DRINKING  FOUNTAIN 

EXT.  YARD  1ST  FLOOR  LEVEL  (N) 

INITIAL  SCREENING 


1.0 


1.0 


Client 


Micro  48826-05 

DRINKING  FOUNTAIN 

1ST  FLOOR  C-92  CORRIDOR 

INITIAL  SCREENING 


1.0 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foKjead  aMlysisTPT' drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificat§~-*K)87.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


2 


1063  PROJECT:  Micro  Log  In    48  8  26 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  APTOS  M.S.  Date  Sampled  9/20/97 

San  Francisco,  CA   94124  0  .  _, 

Date  Received  9/24/97 

Date  Analyzed  9/24/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

DRINKII 
239  BO^ 
INITIAL 

6 

48826-06 

MG  FOUNTAIN 

rS  LOCKER  ROOM  (WEST) 

SCREENING 

<  1.0 

1.0 

Client 
Micro 

DRINKII 
239  BO^ 
INITIAL 

7 

48826-07 

*G  FOUNTAIN 

f  'S  LOCKER  ROOM  (EAST) 

SCREENING 

<  1.0 

1.0 

Client 
Micro 

ORINKI 
2ND  FL 
INITIAL 

8 

48826-08 

NG  FOUNTAIN 

DOR  CORRIDOR  C-91 

SCREENING 

<  1.0 

1.0 

Client 
Micro 

DRINKI 
2ND  FL 
INITIAL 

9 

48826-09 
NG  FLOOR 

DOR  CORRIDOR  C-90  (N) 
SCREENING 

1.3 

1.0 

Client 
Micro 

DRINKI 
2ND  FL 
INITIAL 

1  0 

48826-10 
NG  FOUNTAIN 

OOR  CORRIDOR  C-90  (SOUTH) 
SCREENING 

<  1.0 

1.0 

Analyst:  

Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  leaa*\ana!y«isin\Jrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate-^11037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


Technical  Supervisor: 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 

MICRO  ANALYTICAL  LABORATORIES,  INC. 


GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    488  2  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  APTOS  M.S.  Date  Sampled  9/20/97 

San  FranciSCO,  CA    94124  Date  Received  9/24/97 

Date  Analyzed  9/2  4/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKil 
2ND  FL< 
INITIAL 

1  1 

48826-1 1 

MG  FOUNTAIN 

30RC-95 

SCREENING 

1  9.9 

1.0 

Client 
Micro 

DRINKI 
3RD  FU 
INITIAL 

1  2 

48826-12 

KG  FOUNTAIN 

30RC-91 

SCREENING 

<  1.0 

1.0 

Client 
Micro 

DRINKI 
3RD  FL 
INITIAL 

1  3 

48826-13 

MG  FOUNTAIN 
DOR  C-90,  NORTH 
SCREENING 

1  .0 

1.0 

Client 
Micro 

DRINKI 
3RD  FL 
INITIAL 

1  4 

48826-14 

NG  FOUNTAIN 
DOR  C-90,  SOUTH 
SCREENING 

<  1.0 

1.0 

Client 
Micro 

BLANK 

1  5 

48826-15 

<  1.0 

1.0 

Technical  Supervisor: 


/25/97 


Analyst: 


FR 


M.S. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for Mead^analys^irtsdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #l6^7T-Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


SEP.  I  1997  12: 22FM 

fT\  Sequoia 
-   ~  Analytical 


610  Chcapokc  Drive  Redwood  City,  CA  9*06i 

404  M  VI  get  Line  Wilrtm  Owk,  CA  94591 

tt9  Striker  Axruc.  Suite  t    S*cr»mcmo.  CA  958S4 


NO.  5427    P.  2/26 


(650)  364.9600 
(510)  9M-960O 
(916)  931-9600 


FAX  (650)  364-9233 
FAX  (510)  918-9673 
FAX  (916)  931-0100 


'  H^a;  mi  i  muti  mum  miun  mm  mwumi  k*^-^ 

|  SFUSD 
1 1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 


lUaiiiiMuuuB^ 


 :-.  ■»g»WH«nUinilHmHC:?^^=  

Client  Proj.  10:  Alvarado 
Lab  Prpj.  ID:  9708C97 


-  — ,  PIUDUHflH        _  _  

Sampled:  08/24/97  g 
Received:  06/25/97  1 
Analyzed:  see  below  I 


=  Attention: 


Bruce  Glannlni 


■inuiiiS 


Reported:  06/29/97 


Reported: 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708C97-01 
Sample  Desc :  UQUID^Ivarado  1 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708C97-02 

Sample  Desc :  UQUlD,Alvarado  1  Duplicate 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  Na  9708C97-03 
Sample  Desc :  UQUID^Vrvarado  2 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708C97-04 
Sample  Desc  :  LIQUID,Alvarado  3 

Lead 

mg/L 

08/28/97 

00050 

N.D. 

Lab  No:  9708C97-05 
Sample  Desc :  LIQUID, AJvarado  4 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708C97-06 
Sample  Desc  :  UQUID^AIvarado  5 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708C97-07 
Sample  Desc :  UOUID^AIvarado  6 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Analyte »  reported  as  N.D.  wim  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


09/02/97  13:23 


TX/RX  NO. 9346         P. 002 


SEP.  2.  1997  1  2 : 22FM  NO.  542? 

fk\  Sequoia 
~  ~  Analytical 


680  Chcupcakr  Drive  Redwood  City,  CA  9*06)      (650)  364-9600         FAX  (650)  364-9333 

404  N.  Wlget  Lam  Walnut  Geek.  CA  9459ft      (510)  9S8-9600         FAX  (SlO)  988-9673 

819  Striker  Avenue.  Suite  8    Stcrtmcnto,  CA  95834  (916)  921-9600  FAX  (9'6)  921-OtOO 


SFUSDn 
1 1551  NewcombAve.,  Rm.  103 
IS  San  Francisco,  CA  94124 

IN 

in 

I  Attention:     Bruce  Glannini 

tintliiMH 


Client  Proj.  ID:  Alvarado 
LabProj  lD:  9708C97 


Sampled:  08/24/97 
Received:  08/25/97  g 
Analyzed:  see  below  | 

Reported:  Ofl/29/97  _J 


Anatyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708C97-O8 
Sample  Desc :  LIQUID,Alvarado  7 

Lead 


mg/L 


08/28/97 


0.0050 


N.D. 


Lab  No:  9708C97-09 
Sample  Desc :  UQUlD,Atvarado  8 


Lead 


mg/L 


OB/28/97 


0.0050 


0.044 


Analytee  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


09/02/97  13:23 


TX/RX  NO. 9346         P. 003 


Pag*  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47497 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  5 

1551  Newcomb  Avenue,  Rm.  103  ARGONNE  CC  Date  Sampled  8/16/97 
San  Francisco,  CA  94124 


Date  Received  8/18/97 
Date  Analyzed  8/22/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

#  1 

Micro 

47497-01 

1.0 

DRINKING  FOUNTAIN  / 

FRONT  CLASSROOM  BY  FRONT  ENTRANCE 
DOOR 

FIRST  DRAW 

2.1 

Client 

#2 

Micro 

47497-02 

1.7 

1.0 

DRINKING  FOUNTAIN  / 
OUTSIDE  SOUTH  SIDE 
OF  THE  PATIO  AREA 
FIRST  DRAW 

Client 

#3 

Micro  47497-03 

SINK  FAUCET 
KITCHEN  AREA  SINK 
FIRST  DRAW 

1.2 

1.0 

Client 

#4 

Micro  47497-04 

SINK  FAUCET 
CORRIDOR  C-90 
FIRST  DRAW 

21.3 

1.0 

Client 

*5 

Micro 

BLANK 

47497-05 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis Ib-dririking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


AUG.  25.  1997   3:14PM  NO.  5170     P.  21/23 


(T\  Sequoia 
~  ~  Analytical 


680  Gvrt*cx-jte  Drive  Redwood  City,  CA  94063      (£50)  364-9600         FAX  (650)  364-9133 

404  N.  Wigei  Lane  Vfilnut  Creek,  CA  94591       (510)988.9600         FAX  (510)  9J8-9673 

819  Striker  Avenue.  SuJtt  9    Siciwei*©,  CA  95»34        (916)  911-9600        FAX  (9l6)  »I-Ol0o 


|  SFUSD" 
1 1551  Newcomb  Ave.,  Hm.  103 
I  San  Francisco,  CA  94124 

i  Attention:     Bruce  Gianninl 


Client  Proj.  ID:  Argonne  E.S. 
LabProj.lD:  9708A91 


nmuiWHHWWMHiHmniMililllliiiiiimiy 

08/15/97 


Sampled 
Received 
Analyzed 


08/21/97 
see  below 


Reported:  08/25/97 


LABORATORY  ANALYSIS 


Anaiyte 

Units 

Date 
Analyzed 

Detection 
Until 

Sample 
Results 

Lab  No:  9708A91-01 
Sample  Desc :  LIQUID.Argonne  1 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A91-02 

Sample  Desc :  UQUID^Argonne  1  duplicate 

Lead 

mg/L 

06/22/97 

0.0050 

N.D. 

Lab  No:  9708A91-O3 
Sample  Desc :  UQUID,Argonne  2 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A91-04 
Sample  Desc :  UQUID,Argonne  3 

Lead 

mg/L 

08/22/97 

0.0050 

0.0065 

Lab  No:  9708A91-05 
Sample  Desc :  UQUID,Argonne  4 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A91-O6 
Sample  Desc :  LlQUlD,Argonne  5 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  970BA91-07 
Sample  Deec :  UOUID,Argonne  6 

Lead 

mg/L 

08/22/97 

0.0O5O 

N.D. 

Analytee  reported  as  N.D.  wore  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


08/25/97  16:08 


TX/RX  NO. 9188         P. 021 


AUG.  25.  1997   3: 14FM  NO.  5170    P.  22/23 

/T\  Sequoia 
'  ~  Analytical 


UO  CVupcakc  Dm*  Redwood  Cry,  CA  94063  (650)  364-9600  FAX  (650)  364-9333 
404  M.  W|«t  Lnc  Wilnui  Cmi  CA  94591       (5 10)  989-9600         FAX  (510)  911-9673 

•  19  Striker  **nue.  Suite*    SacMcmo.  CA  95194         (916)  951-9600         FAX  (916)  921-0100 


I  SRJSD 
1 1551  Newcomb  Ave.,  Rm  103 
E  San  Francisco,  CA  94124 


I  Attention: 


Bruce  GiannlnJ 

iKiKiaawiii'- — 


Client  Proj.  ID:  Argonne  E.S. 
Lab  Proj.  ID:  9708A91 


-   I  ■■  I     l  HI  ■Will RM M Wmm BJKC-C! 

Sampled:  08/15/97 
Received:  08/21/97  i 
Analyzed:  see  below  5 


LABORATORY  ANALYSIS 


Analyte 


Unto 


Date 
Analyzed 


Detection 
Limit 


Sample 

Results 


Lab  No:  9706A9148 
Sample  Desc  :  UQUID,Afgonne  7 


Lead 


mg/L 


06/22/97 


0.0050 


N.D. 


Anaiytes  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


08/25/97  16:08 


TX/RX  NO. 9188         P. 022 


SEP.  22.  1997   2:24PM  NO.  6215     P.  2 

£JN  Sequoia 
~  Analytical 


<5«0  Chesapeake  Drive  Redwood  City,  CA  94063  (  650)  36*-9600  FAX  (650)  M*  92i) 
404  N.  Wiget  Lane  Walnut  Creek,  CA  9459B       (510)988-9600         FAX  (510)  988-9673 

819  Striker  Avenue.  Suite  8    Sacramento,  CA  95834  (9 1 6)  911.9600         FAX  (9l6)  921-0100 


iiiifiiHiihm 


SFUSD 

_  1551  NewcombAve.,  Rm.  103 
|  San  Franoisco,  CA  94124 

I  Attention:     Bruce  Gjannini 


Client  Proj.  ID:  Argonne  ES 
Lab  Proj.  ID:  9709987 


-^ETOilUHlnl-^-irL  --^iiiuiiiuticll.Mr:;^:-.— ^ 


"jnimtmii»=x  ----"■niiuiiiallllu^^  ~=~  rniMtt 


Sampled:  09/17/97 

Received:  09/17/97  | 

Analyzed:  see  below  | 

Reported:  09^2/97  | 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9709987-01 
Sample  Desc :  LIQUID,  i-i 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No-  9709987-02 
Sample  Desc  :  LIQUID,  1-2 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709987-03 
Sample  Desc :  LIQUID,  1-3 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  NO:  9709987-04 
Sample  Desc :  LIQUID,  1-4 

Lead 

mg/L 

09/22/97 

0.OO50 

0.0052 

Ub  No:  9709987-05 
Sample  Desc :  LIQUID,  1-5 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709987-06 
Sample  Desc :  UQUlD.1-6 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709987-07 
Sample  Desc :  LIQUID,  1-7 

Lead 

mg/L 

09/22/97 

0,0050 

N.D. 

Analytes  reported  a3  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


09/22/97  15:26 


TX/RX  NO. 9848         P. 002 


SEP.  22.  199"   2:24PM  NO.  6215     P.  3 

Sequoia 
~   ~  Analytical 


6SQ  Chcs»pe»ke  Dri**  Redwood  City.  CA  94063  (650)  364-9600  FAX  (6S0)  364-92)3 
404  N.         Line  Walnui  Cretk.  CA  94591      (510)988-9600        FAX  (SlO)  911-9673 

8)9  Sinker  AvcnocSoMt  8    Shmmw,  CA  95114         (916)  911-9600         FAX  (916)  911*0100 


S  SFUSD 

1 1551  Newcomb  Ave.,  Rm.  103 
■  San  Francisco,  CA  94124 

|  Attention:      Bruce  Gianninl 


'."Hi'Hinitiwiiiniiiiiii 


Client  Proj.  ID:  Argonne  ES 
Lab  Proj.  ID:  9709987 


Sampled:  09/17/97  | 
Received:  09/17/97  § 
Analyzed:  see  below  % 


Reported:  09/22/97  9 

Hi  u  hmii  iir-  ™?~rr: :::  r=u£5S  i*  ^0  UfTTini  I  (flTTST— : 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No*  9709087-08 

Sample  Desc  .  LIQUID,  1-a 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No-  9709987-09 
Sample  Desc  :  LIQUID,  1-9 

Lead 

mg/L 

09/22/97 

0.0050 

0.0060 

Lab  No:  9709987-10 

Sample  Desc :  LIQUID,  1-9  Duplicate 

Lead 

mg/L 

09/22/97 

0.0050 

0.0063 

Lab  No:  9709987-11 
Sample  Desc :  LIQUID,  1-10 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709987-12 
Sample  Desc :  LIQUID,  1-1 1 

Lead 

mg/L 

09/22/97 

0.0050 

0.0057 

Lab  No:  9709987-13 
Sample  Desc  :  LIQUID,  1-12 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709987-14 
Sample  Desc  :  LIQUID,  1-1 3 

Lead 

mg/L 

09/22/97 

0.0050 

0.044 

Anelytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


09/22/97  15:26 


TX/RX  NO. 9848         P. 003 


SEP.  22.  1997  2:25PM  N0>  6215     p-  4 

/*T*\  Coniini  Q  680  Che»(>«ke  Dm*  Redwood  Gty.  CA  94063  (650)  3 M -9600         FAX  (650)  364-9133 

t    A    A  JC^UUia  404  N.  MCl«ti  Lane  WalmK  Crrrk,  CA  94398  (310)  9M -9600         FAX  (510)  9f  8-9673 

I ■1,3,^*  -  .  .  J  Striker  Avenue.  Suite  8  Sacramento.  CA  95834  (9 1 6)  921-9600         FAX  (916)  911-0100 


Analytical 


I SFUSD 

!!!  1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco.  CA  04124 

I  Attention:     Bruce  Glannlni 

n|lllll|ij|iii!i»muaij.uH.- 


;:sr::s-:;nimifiiiiniHraniiimiu. 


Client  Proj.  ID:  Argonne  ES 
Lab  Proj.  ID:  9709987 


i,,,_j;i!:!iii!!"!!l!!IBIIiHnnif 

s^^lllUlllltfllllMlllli' 


Sampled:  09/17/97  1 

Received:  09/17/97  I 

Analyzed:  see  below  | 

Reported:  09/22/97  1 


353B 


LABORATORY  ANALYSIS 


Analyto 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9709987-15 
Sample  Desc :  LIQUID,1-14 

Lead 

mg/L 

09/22/97 

0.0050 

0.014 

Lab  No:  9709987-16 
Sample  Desc  :  LIQUID,  1-1 5 

Lead 

mg/L 

09/22/97 

0.0050 

0.0054 

Lab  No:  9709987-17 
Sample  Desc .  UQUID,i-i6 

Lead 

mg/L 

09/22/97 

0.0050 

0.0088 

Lab  No:  9709987-18 
Sample  Desc  .  LIQUID,  1-1 7 

Lead 

mg/L 

09/22/97 

00050 

N.D. 

Lab  No:  9709987-19 
Sample  Desc :  UQUID,1-18 

Lead 

mg/L 

09/22/97 

0.0050 

0.010 

Lab  No:  9709987-20 
Sample  Desc :  LlQUID,i-i9 

Lead 

mg/L 

09/22/97 

0.0050 

0.0085 

Lab  No:  9709987-21 

Sample  Desc :  LIQUID,  1-19  Duplicate 

Lead 

mg/L 

09/22/97 

0.0050 

0.0070 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


09/22/97  15:26 


TX/RX  NO. 9848         P. 004 


\. 

SEP.  22.  1997   2:25PM  NO.  6215    P.  5 

^PniiniA  6t0  O^upctkt  Drtve  Redwood  Oty,  C*  9*063  (650)  364-ttOO        FAX  (650)  J«.«iJ 

OCVJUVia  404  N.  W,gti  L»M  WJmM  Crttk.  CA  945M  (510)  9M-MD0         fWX  (510) 

AllSlytiCSl  i>»9ll*atA»Wl,  SeJM  I  Sienmemo,  CA  95134  (916)921-9600         FAX  (916)  931-0100 


S  SFUSD 
|  1551  Newcomb  Ave,  Rm.  103 
£  San  Francisco.  CA  941 24 
I 

j  Attention:      Bruce  Giannini 

E~N'iim,iMMMpi|U|iimuwiMiimiMi:.Ms^i 

inMiiiNiMKiMliMlMillMliiiamii'xiaii:»^!?^!rr. 


«>in»bWWIMNMIMMKHKr. 


Client  Proj.  ID:  Argonne  ES 
Lab  Proj.  ID:  9708067 


LABORATORY  ANALYSIS 


Sampled:  09/17/97 

Received:  09/17/97  1 

Analyzed:  see  below  t 

Reported:  09/22/97  I 


Analyto 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9709987-22 
Sample  Desc  :  LIQUID,  1  -20 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709987-23 
Sample  Deec  :  LIQUID,  1-21 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709987-24 

Sample  Desc :  LIQUID,  1-22 

Lead 

mg/L 

09/22/97 

0.0050 

0,0057 

Lab  NO:  9709987-25 
Sample  Desc  .  LIQUID,  1-23 

Lead 

mg/L 

09/22/97 

0.025 

0.25 

Lab  No:  9709987-26 
Sample  Desc :  UQUID.1-24 

Lead 

mg/L 

09/22/97 

0.0050 

0.0080 

Lab  NO:  9709987-27 
Sample  Desc :  LIQUID.1-25 

Lead 

mg/L 

09/22/97 

0.0050 

0.0058 

Lab  No:  9709987-28 
Sample  Desc  :  LIQUID,  1-26 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Analytes  reported  at  N.D.  wore  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flyrin 
Project  Manager 


09/22/97  15:26 


TX/RX  NO. 9848         P. 005 


SEP.  22.  1997   2:25PM  NO.  6215 

/jJN  Sequoia 
~  ~  Analytical 


6BO  Chwapcake  Drive  Redwood  City,  CA  34061      (650)  364-9600         FAX  (650)  364-9233 

404  N.  Vigct  Lane  Walnut  Creek,  CA  94598       (510)988-9600         FAX  (510)  988-9673 

819  Striker  Avenue.  Suite  8    Sacramento.  CA  95834         (916)  911-9600         FAX  (916)  931.0100 


IHSFUSD 

||  1551  Newcomb  Ave.,  Rm.  103 
1  San  Francisco,  CA  94124 

HI 

I  Attention:     8ruce  Glannlnl 

lthiuiunMjiiDtflmHiimiimmiraauMu;H-»UH. 

tlHUHuj^Htt^utinir"""  :  -  : ;  :  


"^TPl  iHllli  ur  JISSPSSsI 


Client  Proj.  ID:  Argonne  ES 
Lab  Proj.  ID:  9709987 


Sampled:  09/17/97  * 
Received:  09/17/97  | 
Analyzed:  see  below  I 


aailWBMHIIIWtHtBWlHJ»:!Ki^;!. 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Recti  Its 

Lab  No:  9709987-29 
Sample  Desc :  LIQUID,  1-27 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709987-30 
Sample  Desc :  UQUID,1-28 

Lead 

mg/L 

09/22/97 

0.0050 

0.0O94 

Lab  No:  9709987-31 
Sample  Desc :  LIQUID,  1-29 

Lead 

mg/L 

09/22/97 

0-0050 

0.0073 

Lab  No:  9709987-32 

Sample  Desc :  LIQUID,  i -29  Duplicate 

Lead 

mg/L 

09/22/97 

0.0050 

0.0068 

Ub  No:  9709987-33 
Sample  Desc :  LIQUID,  1-30 

Lead 

mg/L 

09/22/97 

00050 

N.D. 

Lab  No:  9709987-34 
Sample  Desc :  LIQUID,  1-31 

Lead 

mg/L 

09/22/97 

0.0050 

0.0055 

Lab  No:  9709987-35 
Sample  Desc :  LIQUID,  1  32 

Lead 

mg/L 

09/22/97 

0.0050 

0.0075 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


09/22/97  15:26 


TX/RX  NO. 9848         P. 006 


SEP.  22.  1997   2:26PM  NO.  6215    P.  ? 

Sequoia 
~    ~  Analytical 


6tO  CHewpokt  Dnve  Redwood  City,  CA  94063      (650)  364-9600         FAX  (650)  364-9333 

404  H.  Unc  Wdmrt  Creek,  CA  9459B       (510)  98»- 9600  FAX  (310)  98S.967) 

119  Striker  Avenue,  Suite  8    Sacramento,  CA  95 834         (916)921-9600         FAX  (916)  921-0 1 00 


^snjso 

j  1551  Newcomb  Ave..  Rm.  103 

|  San  f  rancMCO,  CA  94124 

I 


Client  Proj.  ID:  Argonne  ES 
Lab  Proj.  ID:  9709967 


i  Attention:     Bruce  Giannini 

Mm—  ■  ^^z^^i^iiiDiiiiiiiiitgggij 


Sampled:  09/17/97  e 
Received:  09/17/97  1 
Analyzed:  see  below  5 

c.-_R^PjtgdrL09Z^g_j 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9709987-36 
Sample  Desc  :  LIQUID,  1-33 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709987^37 
Sample  Desc :  UQUID,1-34 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709987-36 
Sample  Desc :  LIQUID,  1-35 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709987-39 
Sample  Desc :  LIQUID,  i -36 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Ub  No:  9709967-40 
Sample  Desc :  LIQUID.1-37 

Lead 

mg/L 

09/22/97 

0.0050 

0.021 

Lab  No:  9709987-41 

sample  Desc :  LIQUID,  1-37  Duplicate 

Lead 

mg/L 

09/22/97 

0.0050 

0.021 

Lab  No:  9709987-42 
Sample  Desc :  LIQUID.BIank 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Analyte  J  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


P«ge: 


09/22/97  15:26 


TX/RX  NO. 9848         P. 007 


FEB-05-98  THU  07:49  AM 


FAX  NO. 


P.  12/22 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    525  3  7 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  9 

1551  Newcomb  Avenue,  Rm.  103  ARGONNE  CC  Date  sampled  1/31/98 

San  FranCiSCO,  CA    94124  Date  Received  2/2/9  8 

Date  Analyzed  2/3/9  8 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

ARGONNE  13A 

Mfcro  52537-01 

SINK  FAUCET 
KIT- RES  AMPLE 

1.8 

1.0 

Client 

ARGONNE  13B 

Micro 

52537-02 

1.4 

1.0 

SINK  FAUCET 
KIT  -  RESAMPt-E 

Client 

ARGONNE  13C 

Micro 

52537-03 

1.2 

1.0 

SINK  FAUCET 
KIT-  RESAMPLE 

Client 

ARGONNE  14A 

Micro  52537-04 

SINK  FAUCET 
KIT -RESAMPLE 

1 .8 

1.0 

Client 

ARGONNE  14B 

Micro  52537-05 

SINK  FAUCET 
KIT  -  RESAMPLE 

2.7 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboralories,  inc.  is  accredited  tor  feBd^alyslsTrTdrinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  9113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  16th  edition,  1992,  American  Public  Health 
Association,  American  Wator  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  bo  reproduced  except  in  full,  with  tho 
approval  of  Micro  Analytical  Laboralories,  Inc.  and  pertains  only  to  the  samples  analyzod.  Unit  explanation:  ppb  =  ports  per  billion. 

5800  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


FEB-05-98  THU  07:49  AM 


FAX  NO. 


P.  13/; 


Page  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  52537 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  ARGONNE  CC  Data  Sampled  1/31/93 

San  Francisco,  CA  94124  Dale Racoivad  2/2/98 

Date  Analyzed  2/3/9  8 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

ARGONNE  14C 

Micro 

52537-06 

<1.0 

1.0 

SINK  FAUCET 
KfT  •  RCSAMPLC 

Client 

ARGONNE  23A 

Micro 

52537-07 

9.9 

1.0 

SINK  FAUCET 

wr  am 

Client 

ARGONNE  23B 

Micro  52537-08 

SftMC  FAUCET 
KfT -£08 

4.8 

1.0 

Client 

ARGONNE  23C 

Micro  52537-09 

SINK  FAUCET 
KIT- 203 

73.0 

2.5 

Technical  Riip«rx/icnr-  5Lj^ — ^^^^—^  2/i/9B         Analyst:   ra 

FaridRc 


Micro  Analytical  Laboratories,  inc.  Is  accreditod  for  leaovWa>aiiJr^r1nklng  water  by  the  California  Departmont  ol  Health  Services,  Environmontai 
Laboratory  Accreditation  Program  (ELAP),  Conlflcate  #1037.  Samples  era  analyzed  by  Graphite  Furnaco  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  lor  the  Examination  of  Water  and  Wastewater,  16th  edition,  1992,  American  Public  Health 
Association,  American  Wntor  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  excopt  In  lull,  with  Ihe 
approval  ol  Micro  Analytical  Laboraloriea,  inc.,  and  pertains  only  to  Ihe  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


MAR-31-99  WED  10:38  AM 


FAX  NO. 


P.  05/16 


Pag*  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  fn  66564 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  sample*  36 

1551  Newcomb  Avenue,  Rm.  103  ARGONNE  Date  Sailed  3/24/99 

San  Francisco,  CA  94124  Date  Received  3/25/99 

Oalo  Analyzed  3/30/99 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client  |          ARGONNE  1A 

Micro  66564-01 

Id  draw,  hallway  (1st  floor) 
drinking  fountain 

<  1 

1 

Client 
Micro 

2nd  dm 
drink tn{ 

ARGONNE  1B 

66564-02 

w,  hallway  flat  Boar) 
1  fountain 

1 

1 

Client 

Micro 
1st  on 

SINK  Fi 

ARGONNE  2A 

66564-03 

AW.  CAFETERIA 
UICET 

<  1 

1 

Client 
Micro 

2ND  DF 
SINK  Fi 

ARAGONNE  2B 

66564-04 

AW,  CAFETERIA 
UICET 

<  1 

1 

Client 
Micro 

1ST  PR 
MULTIF 

ARGONNE  3A 

66564-05 

AW,  HALLWAY  (1ST  FLOOR) 
•LE  DRINKING  FOUNTAIN 

<  1 

1 

Technical  Supervisor: 


3/30/99, .  Analyst: 


HC 


Farid  Rameiinzadeh,  M.S.        Date  Reported 

Micro  Analytical  Laboratories,  inc.  Is  accredited  lor  lead  analysts  In  drlnldng  water  by  Ihe  California  Department  of  Hoahh  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  lor  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Hoalih 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation),  This  report  must  not  be  reproduced  oxcopt  in  full,  with  Ihe 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  Ihe  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 

5900  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


V 

MAR-31-99  MED  10:38  AM 


FAX  NO. 


P.  06/  3 


Pag*  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  in  66564 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  36 

1551  Newcomb  Avenue,  Rm.  103  ARGONNE  Date  Sampled  3/24/99 

San  Francisco,  CA   94124  Date  Received  3/25/99 

Dale  Analyzed  3/30/99 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

ARGONNE  3B 

<  1 

Micro  66564-06 

2ND  DRAW,  HALLWAY  (1ST  FLOOR) 
MULTIPLE  DRINKING  FOUNTAIN 

1 

CUont 
Micro 

1ST  DA 
MULTIP 

ARGONNE  4A 

<  1 

1 

66564-07 

&W.  HALLWAY  (1ST  FLOOR) 
LE  DRINKING  FOUNTAIN 

Client 

ARGONNE  4B 

<  1 

1 

Micro  68564-08 

2ND  DRAW,  HALLWAY  (1ST  FLOOR) 
MULTIPLE  DRINKING  FOUNTAIN 

Client 
Micro 

18TDR 
MULTIP 

ARGONNE  5A 

<  1 

1 

66564-09 

AW,  HALLWAY  (2ND  FLOOR) 
LE  DRINKING  FOUNTAIN 

Client 

ARGONNE  5B 

<  1 

1 

Micro  68564-10 

2ND  DRAW.  HALLWAY  {2ND  FLOOR) 
MULTIPLE  DRINKING  FOUNTAIN 

Technical  Supervisor: 


.  a  acc 


Farid  Ramezaraadeh,  M.S. 


<L  3/30/99  Analyst: 


HC 


Dalo  Reported 


Micro  Analytical  Laboratories,  inc.  fa  accredited  (or  lead  analysis  In  drinking  water  by  trio  CalltomJa  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  CortWleatn  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  31138  (Standard  Mothods  tor  ihe  Examination  ol  Waler  and  Wastewater.  16th  edition,  1992,  American  Public  Health 
Association.  American  Wator  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  bo  reproduced  except  in  full,  with  ihe 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  m  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  04606  -  (510)  653-0824 


MAR-31-99  MED  10:39  AH 


FAX  NO. 


P.  07/16 


Pag* 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

« • — - •  *ateb  •  standabd  METH0D  31,38 

PROJECT:  Micro  Login   6  6564 

1063  SFUSD  Toial  Samplaa  36 

SFUSD  -  Asbestos  Control  P^o^mm  ARGONNE  Date  Sampled  3/24/9  9 

1551  Newcomb  Avenue  Rm.  103  ^  3/25/g9 
San  Francisco,  CA  94124  ^  3/3Q/g9 


Client  Sample  ID 


ARGONNE  6A 


Client ! 

Micro  66564-11 

tcTMiW  HALLWAY  (2ND  FLOOR) 

Multiple  dhinkimq  fountain 


Client  | 


Micro  66564-12 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


T*  \T    .  i  h,  Hnnwmn  water  bv  lha  Calilomla  Department  of  Health  Service*,  Environmental 

Micro  Ana.yt.ca.  Laboratories,  toe!  to  accrediled  for  ^J^^SXSi  to  Ratfon^  Graphita  Fumac.  Atomic  Absorption  Spactrome^ Hn 
Ltfo«*P/Aow^^  ism  edition,  19S2,  American  Public  Health 

LcSSce  w.ih  Metood  31133  E^^**^  SSTSrS  £2SSnMwS mUt  not  be  reproduced  except  to  ful,  with  the 

5900  HOLLIS  STREET.  SUITE  M.  EMERYVILLE,  CALIFORNIA  94608  -  (510)  633-0624 


MAR-31-99  WED  10:39  AM 


FAX  NO. 


P.  08/ 


Page  4 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  S11SB 

1063  PROJECT:  Micro  Log  In    66  564 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Sample*  36 

1551  Newcomb  Avenue,  Rm.  103  ARGONNE  Date  Sampled  3/24/99 

San  Francisco,  CA  94124  Date  Received  3/25/99 

Data  Analyzed  3/30/99 


Detection 

Lead  Concentration  Limit  Comment* 

Client  Sample  ID  (ppb)  (ppb) 


Client 

2ND  OH 
MULTIP 

ARGONNE  SB 
66564-16 

AW,  HALLWAY  (3RD  FLOOR) 
LE  DRINKING  FOUNTAIN 

<  1 

1 

Client 
Micro 

1ST  OR 
SINK  F> 

ARGONNE  9A 

66564-17 

»W,  FACULTY  LOUNGE 
MIOtT 

<  1 

1 

Client 
Micro 

2ND  OR 
SINK  Fi 

ARGONNE  9B 

66564-18 

aw.  faculty  lounge 
iucet 

6 

1 

Client 

Micro 

1ST  OR 
MULTIP 

ARGONNE  IDA 

66564-19 

AW,  EXTERIOR  COURTYARD 
IE  DRINKING  FOUNTAIN 

<  1 

1 

Client 
Micro 

2ND  DA 
MULTIP 

ARGONNE  10B 

66564-20 

LAW,  EXTERIOR  COURTYARD 
LE  DRINKING  FOUNTAIN 

<  1 

1 

Technical  Supervisor:  _   M^C^UU9/C)    3/3Q/99       Analyst:  HC  

\jj  Farid  RamezAfeadah,  M.S.        Date  Reported 

Micro  Analytical  Laboraiorlat,  Inc.  Is  accredited  for  lead  analysis  In  drinking  water  by  (he  California  Department  ot  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorpilon  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  1Sth  edition,  1992,  American  Public  Hoallh 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  musl  noi  be  reproduced  except  in  lull,  with  tho 
approval  of  Micro  Analytical  Laboratories.  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


$•00  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  9460B  -  (510)  653-0824 


MAR-31-99  WED  10:40  AM 


FAX  NO. 


P.  09/16 


Pag*  5 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    665  64 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  sample*  36 

1551  Newcomb  Avenue,  Rm.  103  ARGONNE  Date  Sampled  3/24/99 

San  Francisco,  OA    94124  Dau.  Received  3^25/99 

Dale  Analyzed  3/30/9  9 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

Moo 

1ST  DR( 
MULTIP 

ARGONNE  11 A 

66564-21 

*W,  EXTERIOR  COURTYARD 
LE  PRINKING  FOUNTAIN 

<  1 

1 

Client 
Micro 

2ND  OR 
MULTIP 

ARGONNE  11B 

66564-22 

AW,  EXTERIOR  COURTYARD 
LE  OBINKWQ  FOUNTAIN 

<  1 

1 

Client 
Micro 

1ST  OR 
MULTIP 

ARGONNE  12A 

66564-23 

AW,  EXTERIOR  COURTYARD 
UE  DRINKING  FOUNTAIN 

<  1 

1 

Client 
Micro 

2ND  DP 
MULTIP 

ARGONNE  12B 
66564-24 

IAW,  EXTERIOR  COURTYARD 
•LE  DRINKINQ  FOUNTAIN 

<  1 

1 

Client 
Moo 

1ST  OR 
MUfHF 

ARGONNE  ISA 

66564-25 

AW,  EXTERIOR  COURTYARD 
>UE  DRINKING  FOUNTAIN 

<  1 

1 

Technical  Supervisor: 


3/30/99  Analyst: 


HC 


Data  Reported 

Micro  Analytical  laboratories,  Incl  Is  accredited  lor  lead  analysis  in  drinking  walar  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Plalform  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  311  SB  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  public  Health 
Association,  American  Water  Works  Association,  Waler  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed-  Unit  explanation:  ppb  e  parts  per  billion. 


5900  MOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  6 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  31 UB 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
ARGONNE 


Micro  Log  In    665  6  4 
Total  Samples  3  6 
Data Samplod  3/24/99 
Dale  Received  9/25/99 
Date  Analyzed  3/30/99 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 
Micro 

2ND  OR 
MULTIP 

ARGONNE  13B 

66564-26 

AW.  EXTERIOR  COURTYARD 
LE  DRINKING  FOUNTAIN 

<  1 

1 

Client 
Micro 

1ST  DR. 
UUUTP 

ARGONNE  14A 

66564-27 

A W,  EXTERIOR  COURTYARD 
U  DRMfcMG  FOUNTAIN 

<  1 

1 

Client 

Micro 
2ND  on 
MULTIP 

ARGONNE  148 

66564-26 

AW,  EXTERIOR  COURTYARD 
LE  DRINKING  FOUNTAIN 

<  1 

1 

Client 
Micro 

1ST  DR 
MULTIP 

ARGONNE  15A 

66564-29 

AW,  EXTERIOR  COURTYARD 
LE  DRINKING  FOUNTAIN 

<  1 

1 

Client 
Micro 

2ND  OP 
MUUTIF 

ARGONNE  15B 

66564-30 

AW,  EXTERIOR  COURTYARD 
•LE  PRINKING  FOUNTAIN 

<  1 

1 

Technical  Supervisor:  _ 


Analyst: 


HC 


Data  Reported 


Micro  Analytical  Laboratories,  inc.  is  accredited  for  lead  analysis  in  drinking  waler  by  (he  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  311SB  (Standard  Methods  tor  the  Examination  of  Waler  and  Wastewater.  16th  edition,  1992.  American  Public  Health 
Association,  American  Waler  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  lull,  with  the 
approval  ol  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  lo  the  samples  analyzed.  Unit  explanation;  ppb  «  parts  per  billion. 


5900  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0624 


MAR-31-99  WED  10:40  AM 


FAX  NO. 


P.  11/16 


Page  7 

MICRO  ANALYTICAL  LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  66564 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  3  6 

1551  Newcomb  Avenue,  Rm.  103  ARGONNE  Dan  sampled  3/24/99 

San  Francisco,  CA  04124  Date  Received  3/25/99 

Dale  Analyzed  3/30/99 


Detection 

Lead  Concentration  Limit  Comments 


Client  Sample  ID   (ppb)  (ppb) 


Client 
Micro 

1STDRJ 
MULTIP 

ARGONNE  16A 
66564-31 

Vil,  EXTERIOR  COURTYARD 
LE  DRINKING  FOUNTAIN 

<  1 

1 

Client 

Micro 

2ND  on 
MULTIP 

ARGONNE  16B 

66564-32 

AW.  EXTERIOR  COURTYARD 
LE  DRINKING  FOUNTAIN 

<  1 

1 

Client 
Micro 

1ST  DO 
MULTIP 

ARGONNE  17A 

66564-33 

AW,  EXTERIOR  COURTYARD 
LE  DRINKING  FOUNTAIN 

<  1 

1 

Client 
Micro 

2ND  DP 
MULTIP 

ARGONNE  17D 

66564-34 

IAW,  EXTERIOR  COURTYARD 
LE  DRINKING  FOUNTAIN 

<  1 

1 

Client 
Micro 

BLANK 

ARGONNE  BL  1 

66564-3S 

<  1 

1 

Technical  ft..p»™.snr        dO^^JfCLliJjl    3/30/99       Analyst:   «C  

FarW  RamezarUadeh,  M.S. w    Date  Reported 

Micro  Analytical  Laboratories,  Inc.  Is  accredited  lor  lead  analysis  In  drinking  water  by  the  California  Department  ol  Heallh  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1 037.  Samples  aro  analyzed  by  Platform  Graphite  Furnace  Alomlc  Absorption  Spectrometry  In 
accordance  with  Method  31138  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  1Bth  odltlon,  1992,  American  Public  Health 
Association,  American  Waiar  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  lo  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLL1S  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  9460B  -  (510)  653-0824 


MAR-31-99  WED  10:41  AM 


FAX  NO. 


p.  12/te 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
ARGONNE 


Micro  Log  In  66564 
Total  Samples  36 
Data  Sampled  3/24/99 
Date  Received  3/25/99 
Dot*  Analyzed  3/30/99 


Detection 


Client  Sample  ID 

Lead  Concentration 

Limit 

Comments 

(ppb) 

(PPb) 

Client 

ARGONNE  BL2 

Micro 

68564-36 

BLANK 

<  1 

1 

! 


Q    3/30/99  Analyst: 


TT 


Technical  Supervisor: 

Dare  Reported 

Micro  Analytical  Laboratories,  Inc.  Is  accredited  for  lead  anerysis  In  drinking  waler  by  the  California  Department  of  Health  Service*,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  31138  (Standard  Methodi  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1B92,  American  Public  Health 
Association,  American  Waler  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  iho 
approval  of  Micro  Analytical  Leboratoriat,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  «  pans  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  ($10)  653-0824 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8  578 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2 1 

1551  Newcomb  Avenue,  Rm.  103  BALBOA  HS  Date  Sampled  9/17/97 

San  FranciSCO,  CA    94124  Date  Received  9/1  7/9  7 


Date  Analyzed  9/17/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

439-1 

Micro  48578-01 

DRINKING  FOUNTAIN 
BUNGALOW  21 
FIRST  DRAW 

20.3 

1.0 

Client 

439-2 

Micro 

48578-02 

1.0 

DRINKING  FOUNTAIN 

GYM  BLDG  •  1ST  FLOOR  RM  704 

FIRST  DRAW 

1.7 

Client 

439-3 

Micro 

48578-03 

1.0 

DRINKING  FOUNTAIN 

GYM  BLDG  •  1ST  FLOOR  •  RM  702 

FIRST  DRAW 

<  1.0 

Client 

439-4 

Micro 

48578-04 

1.6 

1.0 

DRINKING  FOUNTAIN 

1ST  FLOOR  -  C90B  ACROSS  FROM  RM  108 

FIRST  DRAW 

Client 

439-5 

Micro 

48578-05 

1.0 

DRINKING  FOUNTAIN 

1  ST  FLOOR  •  C90C  ACROSS  FROM  RM  100 

FIRST  DRAW 

3.3 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fdrJead  apBlysisJa-dnnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


2 


1063  PROJECT:  Micro  Log  In  48578 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  21 

1551  Newcomb  Avenue,  Rm.  103  BALBOA  HS  Date  Sampled  9/17/97 

San  Francisco,  CA  94124  nt  Q  . 

1  Date  Received  9/17/97 

Date  Analyzed  9/17/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

CommpntQ 

W  w  1  M  1 1 1  V  1 1  19 

Client 

439-6 

Micro 

48578-06 

1.7 

1.0 

DRINKING  FOUNTAIN 

EXT.  WALKWAY  -  C90  OUTSIDE  T58A 

FIRST  DRAW 

Client 

439-7 

Micro 

48578-07 

1.0 

MULT1  DRINKING  FOUNTAIN 

EXT.  WALKWAY  •  C90  OUTSIDE  154C 

FIRST  DRAW 

2.5 

Client 

439-8 

Micro 

48578-08 

1.0 

MULTI  DRINKING  FOUNTAIN 
EXT.  WALKWAY  -  C90  OUTSIDE  156 
FIRST  DRAW 

5.3 

Client 

439-9 

Micro 

48578-09 

1.0 

DRINKING  FOUNTAIN 

2ND  FLOOR  -  C90A  OUTSIDE  RM  200 

FIRST  DRAW 

3.3 

Client 

439-10 

Micro 

48578-10 

1.0 

DRINKING  FOUNTAIN 

3RD  FLOOR  -  C90A  OUTSIDE  RM  300 

FIRST  DRAW 

1 .4 

Technical  Supervisor:  —   Analyst:   !5  

Farid  Rame2^zadehTM>^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  Wjaad-akalysls-irrdfinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    485  78 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  21 

1551  Newcomb  Avenue,  Rm.  103  BALBOA  HS  Date  Sampled  9/17/97 

San  FranciSCO,  CA    94124  Date  Received  9/17/97 

Date  Analyzed  9/17/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

439-11 

2.3 

1.0 

Micro  48578-11 

DRINKING  FOUNTAIN 

3RD  FLOOR  -  C90  OUTSIDE  RM  309 

FIRST  DRAW 

Client 

439-12 

1.7 

1.0 

Micro  48578-12 

DRINKING  FOUNTAIN 

3RD  FLOOR  -C92  OUTSIDE  RM  318 

FIRST  DRAW 

Client 

439-13 

7.5 

1.0 

Micro  48578-13 

DRINKING  FOUNTAIN 

3RD  LFOOR  •  C92  OUTSIDE  RM  329 

FIRST  DRAW 

Client 

439-14 

3.7 

1.0 

Micro  48578-14 

DRINKING  FOUNTAIN 

2ND  FLOOR  -  C92  OUTSIDE  RM  229 

FIRST  DRAW 

Client 

439-15 

1.5 

1.0 

Micro  48578-15 

DRINKING  FOUNTAIN 

2ND  FLOOR  •  C92  OUTSIDE  RM  218 

FIRST  DRAW 

Technical  Supervisor: 


,9/26/97 


Farid  RamezahzadelvM.S. 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  (or  lead~anatysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Pag* 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


4 


1063  PROJECT:  Micro  Log  In    485  78 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2 1 

1551  Newcomb  Avenue,  Rm.  103  BALBOA  HS  Date  Sampled  9/17/97 

San  Francisco,  CA    94124  Date  Received  9/17/97 

Date  Analyzed  9/17/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 

439-16 

<  1.0 

1.0 

Micro  48578-16 

DRINKING  FOUNTAIN 

1ST  FLOOR  •  C91  OUTSIDE  RM  116 

FIRST  DRAW 

Client 

439-17 

1.1 

1.0 

Micro  48578-17 

DRINKING  FOUNTAIN 

1ST  FLOOR  -  C92  OUTSIDE  RM  T62 

FIRST  DRAW 

Client 

439-18 

11.0 

1.0 

Micro  48578-18 

DRINKING  FOUNTAIN 

BASEMENT  FLOOR  •  C91  OUTSIDE  RM  023 

FIRST  DRAW 

Client 

439-19 

<     1 .0 

1.0 

Micro  48578-19 

DRINKING  FOUNTAIN 

BASEMENT  FLOOR  •  C91  OUTSIDE  RM  022 

FIRST  DRAW 

Client 

439-20 

<  1.0 

1.0 

Micro 

BLANK 

48578-20 

Technical  Supervisor: 


Farid  Ramezanzadeh/,  Iv1> 


9726/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analyses  Sq  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples-are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  5 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4857  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  2 1 

1551  Newcomb  Avenue,  Rm.  103  BALBOA  HS  Date  Sampled  9/17/97 

San  FranciSCO,  CA    94124  Date  Received  9/1  7/97 

Date  Analyzed  9/17/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

439-21 

Micro  48578-21 

SINK  FAUCET 
KITCHEN  FAUCET  158D 
FIRST  DRAW 

1  .4 

1.0 

Technical  Supervisor 


Farid  Rame 


9/26/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-adalyslsJn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47941 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  8 

1551  Newcomb  Avenue,  Rm.  103  BAY  HS  Date  Sampled  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  8/29/97 

Date  Analyzed  9/2/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

wwiii  men  is 

Client 

*  1 

Micro 

47941-01 

1.2 

1.0 

DRINKING  FOUNTAIN 
RESTROOM  AREA  BY  MAIN  OFFICE 
INITIAL  DRAW 

Client 

#  2 

Micro 

47941-02 

1.0 

a 

DRINKING  FOUNTAIN 
HOME  STUDY  OFFICE 
INITIAL  DRAW 

3.0 

Client 

*  3 

Micro  47941-03 

SINK  FAUCET 

MAIN  OFFICE  SINK  FAUCET 

INITIAL  DRAW 

1.9 

1.0 

Client 

#  4 

Micro 

47941-04 

<  1.0 

1.0 

DRINKING  FOUNTAIN 
SPECIAL  EDUCATION  ROOM 
INITIAL  DRAW 

Client 

*  5 

Micro 

47941-05 

1.0 

DRINKING  FOUNTAIN 

RESTROOM  BY  SPECIAL  ED.  OFFICE 

INITIAL  DRAW 

5.2 

Technical  Supervisor 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysra-irLdftnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47941 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  8 

1551  Newcomb  Avenue,  Rm.  103  BAY  HS  Date  Sampled  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  8/29/97 

Date  Analyzed  9/2/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

DRINKII 
REGUL 
INITIAL 

#  6 

47941-06 

AG  FOUNTAIN 

4R  EDUCATION  OFFICE 

DRAW 

3.5 

1.0 

Client 
Micro 

BLANK 

#  7 

47941-07 

<      1 .0 

1.0 

Client 
Micro 

#  8 

47941-08 

1.8 

1.0 

Technical  Supervisor:      L  9 / 6 / 97  Analyst:   Q  

Farid  RamezajTz^hTM^L 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Pag.  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4748  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  1 

1551  Newcomb  Avenue,  Rm.  103  BRYANT  ES  Date  Sampled  8/17/97 

San  Francisco,  CA   94124  _  .  _ 

Date  Received  8  / 1  8  /  9  7 

Date  Analyzed  8/22/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
RM  12  2 
FIRST  C 

1 

47482-01 

UNKING  FOUNTAIN 
ND FLOOR 
IRAW 

8.1 

1.0 

Client 
Micro 

SINK  Dl 
RM11 
FIRST  C 

2 

47482-02 
LINKING  FOUNTAIN 

>RAW 

5.6 

1.0 

Client 
Micro 

SINK  Dl 
RM  10 
FIRST  t 

3 

47482-03 
UNKING  FOUNTAIN 

>RAW 

<  1.0 

1.0 

Client 
Micro 

SINKD 
RM  9 
FIRST  I 

4 

47482-04 
RINKING  FOUNTAIN 

MAW 

6.1 

1.0 

Client 
Micro 

SINK  D 
RM  8 
FIRST  I 

5 

47482-05 
RINKING  FOUNTAIN 

IRAW 

5.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  (or  ieaQ  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  MOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7482 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2 1 

1551  Newcomb  Avenue,  Rm.  103  BRYANT  ES  Date  Sampled  8/17/97 

San  FranciSCO,  CA    94124  Date  Received  8/ 1  8/97 

Date  Analyzed  8/22/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

6 

Micro 

47482-06 

4.8 

1 .0 

SINK  DRINKING  FOUNTAIN 
RM  7 

FIRST  DRAW 

Client 

7 

Micro 

47482-07 

1.0 

SINK  DRINKING  FOUNTAIN 
RM  6 

FIRST  DRAW 

3.5 

Client 

8 

Micro 

47482-08 

2.8 

10 

DRINKING  FOUNTAIN 
2ND  FLOOR  CENTER  /  LIBRARY 
RESTRICTED  SPACE  /  FILL  1 "  SHORT 
FIRST  DRAW 

Client 

9 

Micro 

47482-09 

1.0 

SINK  DRINKING  FOUNTAIN 
RM  5 

FIRST  DRAW 

6.1 

Client 

1  0 

Micro 

47482-10 

<      1 .0 

1.0 

SINK  DRINKING  FOUNTAIN 
RM  4 

FIRST  DRAW 

Technical  Supervisor:    -/  r^—-^?"      ^  9/7/97  Analyst:   !ZL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7482 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2 1 

1551  Newcomb  Avenue,  Rm.  103  BRYANT  ES  Date  Sampled  8/17/97 

San  Francisco,  CA  94124  _  .  _    .  J  , 

Date  Received  8/18/97 
Date  Analyzed  8/22/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 
Micro 

SINK  Dl 
RM  2 
FIRST  C 

1  1 

8.0 

1.0 

47482-1 1 
LINKING  FOUNTAIN 

)RAW 

Client 

1  2 

4.1 

1.0 

Micro  47482-12 

SINK  DRINKING  FOUNTAIN 
RM3 

FIRST  DRAW 

Client 

1  3 

2.8 

1.0 

Micro  47482-13 

SINK  DRINKING  FOUNTAIN 
RM  1 

2ND  FLOOR 
FIRST  DRAW 

Client 

1  4 

9.3 

1.0 

Micro  47482-14 

DRINKING  FOUNTAIN 
MULTI-PURPOSE  RM 
1ST  FLOOR 
FIRST  DRAW 

Client 

1  5 

<      1 .0 

1.0 

Micro  47482-15 
SINK  FAUCET 

FOOD  SERVICE  OFFMULTVPURPOSE  RM 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  leaaanalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    474  8  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  2 1 

1551  Newcomb  Avenue,  Rm.  103  BRYANT  ES  Date  Sampled  8/17/97 

San  FranciSCO,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/22/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKII 
CHILD  ( 
FIRST  C 

1  7 

1  .5 

1.0 

47482-16 

■jg  fountain 
:are 

(RAW 

Client 

1  8 

<  1.0 

1.0 

Micro  47482-17 

SINK  DRINKING  FOUNTAIN 
GIRLS'  RR  NW 
1ST  FLOOR 
FIRST  DRAW 

Client 

1  9 

<     1 .0 

1.0 

Micro  47482-18 

SINK  DRINKING  FOUNTAIN 
BOYS'  RR  NW 
1ST  FLOOR 
FIRST  DRAW 

Client 

20 

<      1 .0 

1.0 

Micro  47482-19 

SINK  FAUCET 
FACULTY  LOUNGE 
FIRST  DRAW 

Client 

21 

2.4 

1.0 

Micro  47482-20 

SINK  FAUCET 
NURSES'  OFFICE 
TEAPOT  NOTED 
FIRST  DRAW 

Technical  Supervisor:    "7  p=^*a — s> jf^—^  *  yiZ-^H^T         Analyst:   EL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinRtng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  5 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47482 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2 1 

1551  Newcomb  Avenue,  Rm.  103  BRYANT  ES  Date  Sampled  8/17/97 

San  FranciSCO,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/22/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

22 

Micro  47482-21 

FIELD  BLANK 

<  1.0 

1.0 

Technical  Supprvisnr:        t    ^—^—^^  <Jc(L — UAlsi   Analyst:   !!L 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drfitlang  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8  022 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  3 

1551  Newcomb  Avenue,  Rm.  103  BRYANT  ES  Date  Sampled  8/23/97 

San  FranciSCO,  CA    94124  Date  Received  8/30/97 

Date  Analyzed  8/30/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

23 

Micro 

48022-01 

1.0 

SINK  DRINKING  FOUNTAIN 
KINDERGARTEN  A 
FIRST  DRAW 

5.6 

Client 

24 

Micro 

48022-02 

1.0 

SINK  DRINKING  FOUNTAIN 
KINDERGARTEN  B 
FIRST  DRAW 

6.7 

Client 

25 

Micro 

48022-03 

7.8 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  -  ENTRY  HALL 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  afratysis  irfttmk&g  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7484 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  24 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  DateSampied  8/17/97 

San  Francisco,  CA   94124  n  ,  D  . 

Date  Received  8/18/97 

Date  Analyzed  8/23/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

1 

Micro  47484-01 

SINK  FAUCET 
KITCHEN 
FIRST  DRAW 

21.5 

1.0 

Client 

2 

Micro  47484-02 

SINK  FAUCET 
TEACHERS  LOUNGE 
FIRST  DRAW 

44.4 

1.0 

Client 

3 

Micro 

47484-03 

16.3 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  3  •  1ST  FLOOR 
FIRST  DRAW 

Client 

4 

Micro 

47484-04 

35.6 

1.0 

SINK  DRINKING  FOUNTAIN 

noom 

FIRST  DRAW 

Client 

5 

Micro  47484-05 

DRINKING  FOUNTAIN 

HALL -1ST  FLOOR  OUTSIDE  ROOM  3 

FIRST  DRAW 

NOTE:  DF  FLOW  RATE  VERY  LOW 
RESTRICTED  SPACE  -  FILL  1/2  IN.  LOW 

28.4 

1.0 

Technical  Supervisor: 


/8/! 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7484 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  24 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Date  Sampled  8/17/97 

San  FranciSCO,  CA    94124  Date  Received  8/1  8/97 

Date  Analyzed  8/2  3/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

6 

Micro 

47484-06 

16.5 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  5 
FIRST  DRAW 

Client 

7 

Micro 

47484-07 

27.4 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  4 
FIRST  DRAW 

Client 

8 

Micro 

47484-08 

85.8 

2.9 

SINK  DRINKING  FOUNTAIN 
NURSES'  OFFICE  NEXT  TO  ADMIN. 
FIRST  DRAW 

Client 

9 

Micro  47484-09 

DRINKING  FOUNTAIN 

HALL  1ST  FLOOR  LOWER  LEVEL  OUTSIDE 

RESTROOMS 

FIRST  DRAW 

37.4 

1.0 

Client 

1  0 

Micro 

47484-10 

40.8 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  2 
FIRST  DRAW 

Technical  Supervisor:    3_  — ^^kL--  9/8/97  Analyst:   £L  

Farid  Rame^^z^ehTWKS. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In  47484 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  24 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Date  Sampled  8/17/97 

San  FranciSCO,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/2  3/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 1 

Micro 

47484-11 

75.9 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR  -  ROOM  14 
FIRST  DRAW 

2.9 

Client 

1  2 

Micro 

47484-12 

45.8 

SINK  DRINKING  FOUNTAIN 
ROOM  16 
FIRST  DRAW 

1.0 

Client 

1  3 

Micro 

47484-13 

35.0 

SINK  DRINKING  FOUNTAIN 
ROOM  18 
FIRST  DRAW 

1.0 

Client 

1  4 

Micro 

47484-14 

101 

SINK  DRINKING  FOUNTAIN 
ROOM  20 
FIRST  DRAW 

3.3 

Client 

1  5 

Micro  47484-15 

DRINKING  FOUNTAIN 
HALL  2ND  FLOOR  EAST  END 
FIRST  DRAW 

42.4 

1.0 

Technical  Supervisor:     2L  psfi2Z=3^^^^-  9/8/97  Analyst:  

Farid  Ra^eza>rza«(e^M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BUENA  VISTA  ES 


Micro  Log  In    4  7  4  8  4 
Total  Samples  24 
Date  Sampled  8/17/97 
Date  Received  8/18/97 
Date  Analyzed  8/2  3/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


1  6 


Micro  47484-16 

SINK  DRINKING  FOUNTAIN 
ROOM  22 
FIRST  DRAW 


21.9 


1.0 


Client 


1  7 


Micro  47484-17 

SINK  DRINKING  FOUNTAIN 
ROOM  21 
FIRST  DRAW 


22.9 


1.0 


Client 


1  8 


Micro  47484-18 

SINK  DRINKING  FOUNTAIN 
ROOM  19 
FIRST  DRAW 


62.6 


2.5 


Client 


1  9 


Micro  47484-19 

SINK  DRINKING  FOUNTAIN 
ROOM  15 
FIRST  DRAW 


9.9 


1.0 


Client 


20 


Micro  47484-20 

SINK  DRINKING  FOUNTAIN 
ROOM  17 
FIRST  DRAW 


15.1 


1.0 


Technical  Supervisor: 


Farid  R^me^n^adehTfoS 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In  47484 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  24 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Date  Sampled  8/17/97 

San  Francisco,  CA   94124  ^  .  _,    .  . 

1  Date  Received  8/18/97 

Date  Analyzed  8/2  3/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
ROOM  1 
FIRST  C 

2  1 

47484-21 

LINKING  FOUNTAIN 
3 

>RAW 

71.5 

2.5 

Client 

Micro 

SINK  Dl 
ROOM  1 
FIRST  C 

22 

47484-22 

LINKING  FOUNTAIN 
1 

)RAW 

29.6 

1.0 

Client 
Micro 

SINK  Dl 
ROOM  1 
FIRST  I 

23 

47484-23 

LINKING  FOUNTAIN 
2 

>RAW 

14.1 

1.0 

Client 
Micro 

FIELD  E 

24 

47484-24 
ILANK 

<1.0 

1.0 

Technical  Supervisor: 


*  57B7 


97 


Farid  Rameza^nzac^f 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BUENA  VISTA  ES 


Micro  Log  In    4  9  2  81 
Total  Samples  5  8 
Date  Sampled   10/4/9  7 
Date  Received  10/7/97 
Date  Analyzed  10/7/97 


Detection 


Client 

Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1  A 

Micro  49281-01 

SINK  FAUCET 
KITCHEN 

8.2 

1.0 

Client 

1  B 

Micro  49281-02 

SINK  FAUCET 
KITCHEN 

4.3 

1,0 

Client 

1C 

Micro  49281-03 

SINK  FAUCET 
KITCHEN 
FIRST  DRAW 

7.6 

1.0 

Client 

2A 

Micro  49281-04 

SINK  FAUCET 
TEACHER'S  LOUNGE 

3.5 

1.0 

Client 

2B 

Micro  49281-05 

SINK  FAUCET 
TEACHER'S  LOUNGE 

3.4 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadanaiysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


2 


1063  PROJECT:  Micro  Log  In    492  81 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  58 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Date  Sampled  10/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/7/97 

Date  Analyzed  10/7/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

2C 

Micro  49281-06 

SINK  FAUCET 
TEACHER'S  LOUNGE 
FIRST  DRAW 

13.8 

1 .0 

Client 

3A 

Micro 

49281-07 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  3 

4.3 

Client 

3B 

Micro 

49281-08 

2.8 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  3 

Client 

3C 

Micro 

49281-09 

6.9 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  3 
FIRST  DRAW 

Client 

4A 

Micro 

49281-10 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM1 

2.4 

Technical  Supervisor: 


Farid  R; 


10/10/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in 'drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Cedificatevl033  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  31 13B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BUENA  VISTA  ES 


Micro  Log  In    492  81 
Total  Samples  58 
Date  Sampled  10/4/97 
Date  Received  10/7/97 
Date  Analyzed  10/7/97 


Detection 


Client  Sample  ID 

1  Aorl  PonrontfatiAn 
Lcau  wuiiwdiiiciiiuii 

(PPb) 

Limit 
(PPb) 

Comments 

Client 

4B 

Micro 

49281-11 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  1 

2.5 

Client 

4C 

Micro 

49281-12 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM1 

FIRST  DRAW 

9.3 

Client 

6A 

Micro 

49281-13 

12.6 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  5 

Client 

6B 

Micro 

49281-14 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  5 

2.5 

Client 

6C 

Micro 

49281-15 

9.9 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  5 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead\anaiysisl  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #tQ37\  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the^amiqatipn  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  81 

SFUSD  -  Asbestos  Control  Program                   S.F.U.S.D.                           Total  Samples  58 
1551  Newcomb  Avenue,  Rm.  103                 BUENA  VISTA  ES                     DateSampied  10/4/97 
San  Francisco,  CA   94124    .  . 

'  Date  Received  10/7/97 

Date  Analyzed  10/7/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

7A 

Micro 

49281-16 

7.8 

1 .0 

SINK  DRINKING  FOUNTAIN 
ROOM  4 

Client 

7B 

Micro 

49281-17 

3.1 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  4 

Client 

7C 

Micro 

49281-18 

9.8 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  4 
FIRST  DRAW 

Client 

8A 

Micro 

49281-19 

9.9 

1.0 

SINK  DRINKING  FOUNTAIN 
NURSE 

Client 

8B 

Micro 

49281-20 

10.5 

1.0 

SINK  DRINKING  FOUNTAIN 
NURSE 

Technical  finpftrvisnr       j-jUa^^^^J^  10/10/97  Analyst:  

Farid  Ramezanaraeh,  M.Sx 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  arnlysisNrrdaolohg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #103\^Sart)ples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  81 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  58 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Date  Sampled  1 0/4/97 

San  Francisco,  CA    94124  Date  Received  1  0/7/97 

Date  Analyzed  10/7/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

8C 

Micro 

49281-21 

1  8.2 

1.0 

SINK  DRINKING  FOUNTAIN 

NURSE 

FIRST  DRAW 

Client 

9A 

Micro  49281-22 

DRINKING  FOUNTAIN 
HALL  1ST  WEST 

17.8 

1.0 

Client 

9B 

Micro 

49281-23 

1.0 

DRINKING  FOUNTAIN 
HALL  1ST  WEST 

3.7 

Client 

9C 

Micro  49281-24 

DRINKING  FOUNTAIN 
HALL  1ST  WEST 
FIRST  DRAW 

12.5 

1.0 

Client 

10A 

Micro 

49281-25 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  2 

4.7 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaa^natyirs-4a-dnnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #r037^  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


6 


1063  PROJECT:  Micro  Log  In     4  9281 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  58 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Date  Sampled  1 0/4/97 

San  Francisco,  CA   94124  n  .  0    .  . 

'  Date  Received  10/7/97 

Date  Analyzed  10/7/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

10B 

Micro 

49281-26 

1 .0 

SINK  DRINKING  FOUNTAIN 
ROOMS 

D .  5 

Client 

10C 

Micro 

49281-27 

11.4 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  2 
FIRST  DRAW 

Client 

1 1  A 

Micro 

49281-28 

1.7 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  14 

Client 

11B 

Micro 

49281-29 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  14 

1.2 

Client 

11C 

Micro 

49281-30 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  14 
FIRST  DRAW 

2.2 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadvana)ysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #103tO>  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BUENA  VISTA  ES 


Micro  Log  In    4  9  2  81 
Total  Samples  58 
Date  Sampled   10/4/9  7 
Date  Received  10/7/97 
Date  Analyzed  10/7/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

12A 

Micro 

49281-31 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  16 

3.1 

Client 

12B 

Micro 

49281-32 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  16 

2.7 

Client 

12C 

Micro 

49281-33 

12.1 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  16 
FIRST  DRAW 

Client 

13A 

Micro 

49281-34 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  18 

3.6 

Client 

13B 

Micro 

49281-35 

2.8 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  18 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lefed  an%sisNn  drihking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificata#103/.  SafttpW are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  fOMrfe  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49281 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  58 

1551  Newcomb  Avenue.  Rm.  103  BUENA  VISTA  ES  Date  Sampled  1 0/4/97 

San  Francisco,  CA   94124  _  ,  _    .  , 

Date  Received  10/7/97 

Date  Analyzed  10/7/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1  3C 

Micro 

49281-36 

l  ?.o 

I  .u 

SINK  DRINKING  FOUNTAIN 
ROOM  18 
FIRST  DRAW 

Client 

14A 

Micro 

49281-37 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  20 

7.6 

Client 

14B 

Micro 

49281-38 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  20 

4.6 

Client 

14C 

Micro 

49281-39 

26.3 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  20 
FIRST  DRAW 

Client 

15A 

Micro 

49281-40 

8.8 

1.0 

DRINKING  FOUNTAIN 
HALL  2ND  EAST 

Technical  Supervisor: 


Analyst: 


FR 


Farid  Rami 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lee^JjnalysisNadrjrjking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  9281 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  5  8 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Date  Sampled  1  0/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/7/97 

Date  Analyzed  10/7/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

15B 

Micro 

49281-41 

4.1 

1.0 

DRINKING  FOUNTAIN 
HALL  2ND  EAST 

Client 

15C 

Micro 

49281-42 

10.9 

1.0 

DRINKING  FOUNTAIN 
HALL  2ND  EAST 
FIRST  DRAW 

Client 

16A 

Micro 

49281-43 

7.8 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  22 

Client 

16B 

Micro 

49281-44 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  22 

4.3 

Client 

16C 

Micro 

49281-45 

11.1 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  22 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaa^n^lysdsjn  d)inking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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Page 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49281 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  58 

1551  Newcomb  Avenue.  Rm.  103  BUENA  VISTA  ES  Date  Sampled  1 0/4/97 

San  Francisco,  CA   94124  ,  Q    .  . 

•  Date  Received  10/7/97 

Date  Analyzed  10/7/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

17A 

Micro 

49281-46 

1  4.6 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  21 

Client 

17B 

Micro 

49281-47 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  21 

4.2 

Client 

17C 

Micro 

49281-48 

11.9 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  21 
FIRST  DRAW 

Client 

18A 

Micro 

49281-49 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  19 

6.2 

Client 

18B 

Micro 

49281-50 

6.0 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  19 

Technical  Supervisor: 


Farid  Ramezanzadeh 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead\analys^icLfliiDKing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #10377  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BUENA  VISTA  ES 


Micro  Log  In    4  9  2  81 
Total  Samples  58 
Date  Sampled   10/4/9  7 
Date  Received  10/7/97 
Date  Analyzed  10/7/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

18C 

Micro 

49281-51 

25.5 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  19 
FIRST  DRAW 

Client 

21  A 

Micro 

49281-52 

8.5 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  13 

Client 

21  B 

Micro 

49281-53 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  13 

5.0 

Client 

21C 

Micro 

49281-54 

21.7 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  13 
FIRST  DRAW 

Client 

22A 

Micro 

49281-55 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  11 

3.7 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^an&^sifr-in-torinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  81 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  58 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Date  Sampled  10/4/97 

San  Francisco,  CA    94124  Date  Received  1  0/7/97 

Date  Analyzed  10/7/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

22B 

Micro 

49281-56 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  11 

3.4 

Client 

22C 

Micro 

49281-57 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  11 
FIRST  DRAW 

7.6 

Client 

24A 

Micro  49281-58 

FIELD  BLANK 

<  1.0 

1.0 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacranalyiis  inxdrinking.  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samptesjire)analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  31 13B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  51995 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3 

1551  Newcomb  Avenue,  Rm.  103  BUENA  VISTA  ES  Date  Sampled  1/10/98 

San  FranciSCO,  CA    94124  Date  Received  1 /1  2/9  8 

Date  Analyzed  1/13/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
ROOM1 

Alt  ■  loA 

51995-01 

LINKING  FAUCET 
7 

2.9 

1.0 

Client 
Micro 

SINK  Dl 
ROOM1 

51995-02 

LINKING  FAUCET 
7 

2.3 

1.0 

Client 
Micro 

SINK  Dl 
ROOM1 

51995-03 

LINKING  FAUCET 

7 

6.4 

1.0 

Technical  Supervisor:     L  ^ — 7^ —     1/14/98         Analyst:   EL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaaanalysisTTrdmkifig  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5  0946 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  1 

1551  Newcomb  Avenue,  Rm.  103  LURTHER  BURBANK  MS  DateSampied  11/22/97 

San  Francisco,  CA   94124  .  D    .  . 

'  Date  Received  11/25/97 

Date  Analyzed  1  1/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1 

Micro 

50946-01 

1  n 

DRINKING  FOUNTAIN 

SOUTH  END  OF  1ST  FLOOR  CORRIDOR  C92 
MT1AL 

1  A 

Client 

2 

Micro 

50946-02 

1.9 

1.0 

DRINKING  FOUNTAIN 

OUTSIDE  OF  T61  IN  CORRIDOR  1ST  FLOOR 

COO 

INITIAL 

Client 

3 

Micro 

50946-03 

2.1 

1.0 

DRINKING  FOUNTAIN 

OUTSIDE  IF  T63  IN  CORRIDOR  2ND  FLOOR  C92 
INITIAL 

Client 

4 

Micro 

50946-04 

1.0 

DRINKING  FOUNTAIN 
WEST  END  OF  CAFETERIA 
■HTML 

3.3 

Client 

5 

Micro 

50946-05 

17.6 

1.0 

DRINKING  FOUNTAIN 
EAST  END  OF  CAFETERIA 
INITIAL 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analyeisjnjjhnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    5  0946 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  1 

1551  Newcomb  Avenue,  Rm.  103  LURTHER  BURBANK  MS  Date  Sampled  1 1/22/97 

San  Francisco,  CA    94124  Date  Received  1 1 /2 5/9 7 

Date  Analyzed  11/25/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

6 

3.9 

1.0 

■■ 

Micro  50946-06 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  IN  YARD  BY  CAFERTERIA 
INITIAL 

Client 

7 

71.5 

2.5 

Micro  50946-07 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  IN  YARD  BY  GYMNASIUM  337 
INITIAL 

Client 

8 

1.5 

1.0 

Micro  50946-08 

DRINKING  FOUNTAIN 

BOYS'  LOCKER  ROOM  ROOM  BY  ROOM  T66B 
INITIAL 

Client 

9 

1.3 

1.0 

Micro  50946-09 

DRINKING  FOUNTAIN 

3RD  FLOOR  IN  CORRIDOR  C94 

OUTSIDE  OF  ROOM  329 

INITIAL 

Client 

1  0 

3.5 

1.0 

Micro  50946-10 

DRINKING  FOUNTAIN 

3RD  FLOOR  IN  CORRIDOR  C94 

OUTSIDE  OF  ROOM  T58 

INITIAL 

Technical  Supervisor: 


11/26/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadanaJysis^ndrinMng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #To"37.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5  0946 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  1 

1551  Newcomb  Avenue,  Rm.  103  LURTHER  BURBANK  MS  DateSampied  11/22/97 

San  Francisco,  CA   94124  ~  ,  _      _ . 

'  Date  Received  11/25/97 

Date  Analyzed  1  1/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1 1 

Micro  50946-11 
DRINKING  FOUNTAIN 

3RD  FLOOR  IN  CORRIDOR  C90  BY  ROOM  311 
MTIAL 

31 .4 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leafr-analysis  inSUjoyng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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r.  U4/ cc 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  31138 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BURBANK  MS 


Detectic  n 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

BURBANK  5A 

Micro  52534-01 

DRINKING  FOUNTAIN 
CAF 

RESAMPLE 

9.9 

1.0 

Client 

BURBANK  SB 

Micro 

52534-02 

3.1 

1.0 

DRINKING  FOUNTAIN 
CAF 

RESAMPLE 

Client 

BURBANK  5C 

Micro 

52534-03 

2.7 

1,0 

DRINKING  FOUNTAIN 
CAF 

RESAMPLE 

CDant 

BURBANK  7A 

Micro 

52534-04 

<  1.0 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
YARD  OUTSIDE  GYM  39 
RESAMPLE 

Client 

BURBANK  7B 

Micro 

52534-05 

<1.0 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
RESAMPLE 

Micro  Log  in    5  2  5  3  4 
Tolal  Samples  6 
Dale  Sampled  1/31/98 
Date  Received  2/2/9  8 
Date  Analyzed  2/3/9  6 


Technical  Supervisor: 


Analyst 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadar&lysis  InNldX^ng  water  by  Ihe  California  Department 
Laboratory  Accreditation  Program  (ELAP),  Certificate  IT037.  Samples  are  analyzed  by  Graphite  Furnace 
accordance  with  Method  3113B  (Standard  Methods  lor  tho  Examination  or  Water  and  Wastewater,  18th  < 
Association.  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  musl  noi 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppt 


of  Health  Services,  Environmental 
Atomic  Absorption  Spectrometry  In 
1992.  American  Public  Health 
reproduced  except  in  lull,  with  Ihe 
=  parts  per  billion. 


edition, 
te 


5000  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  84606 


(510)  653-0824 


r-HA  NU. 


Pege  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  52534 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  BURBANK  MS  DateSamplod  1/31/98 

San  Francisco.  CA   94124  Dale  Received  2/2/98 

Date  Analyzed  2/3/98 


Detection 


Client  Sample  ID 

Lead  Concentration 

Limit 

Comments 

(ppb) 

(ppb) 

Client             BURBANK  7C 

Micro  52534-06 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 

1.1 

RESAMPtE 

Technical  Supervisor; 


Analyst: 


FR 


Micro  Analytical  Laboretorias,  inc.  is  accredited  lor  Wl  artaly&sin  drinVng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certifies  te»ttJ97.  stmele**ro  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
ecoordence  with  Method  3113B  (Standard  Molhods  for  the  Examination  of  Water  and  Wastewater.  16th  edition,  1992,  American  Public  Hoalth 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  ol  Micro  Analytical  Laboratories,  Inc..  and  pertains  only  to  tho  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BURNETT  CC 


Micro  Log  In    4  8  0  0  7 
Total  Samples  1  0 
Date  Sampled  8/2  9/9  7 
Date  Received  8/30/97 
Date  Analyzed  8/3  0/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

910-7A 

Micro 

48807-01 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM  118  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

7.4 

Client 

910-7B 

Micro 

48807-02 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM  118  SINK  DRINKING  FOUNTAIN 

SECOND  DRAW 

7.3 

Client 

910-7C 

Micro 

48807-03 

31.5 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM  118  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

Client 

910-1A 

Micro 

48807-04 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM  222  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

7.0 

Client 

910-1B 

Micro 

48807-05 

8.2 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM  222  SINK  DRINKING  FOUNTAIN 

SECOND  DRAW 

Technical  Supervisor: 

Faridflaffit 

Micro  Analytical  Laboratories,  Inc.  is  accredited  forTSacr  analy: 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037. 


Analyst: 


AL 


in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BURNETT  CC 


Micro  Log  In    4  80  07 
Total  Samples  1  0 
Date  Sampled  8/29/97 
Date  Received  8/30/97 
Date  Analyzed  8/30/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

910-1C 

Micro 

48807-06 

19.6 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM  222  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

Client 

910-2A 

Micro 

48807-07 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM  219  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

3.4 

Client 

910-2B 

Micro 

48807-08 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM  219  SINK  DRINKING  FOUNTAIN 

SECOND  DRAW 

2.6 

Client 

910-2C 

Micro 

48807-09 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM  219  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

7.5 

Client 

BLANK 

Micro 

BLANK 

48807-10 

<  1.0 

1.0 

Technical  Supervisor:  -y^^^ — -v^~-v  —   973/97  Analyst:   ^  

Farid  ^mezaiT^adjrTrM^. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  ol  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


AUG.  27.  1997  10:26AM 


NO.  526>     h  U/Zti 


ST\  Sequoia 
Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  94063       (650)  364-9600 

404  N  Wget  Lane  Walnut  Creek,  CA  94598  (510)988-9600 

8 1 9  Striker  Avcmie,  Suite  B     S*cr»memo.  CA  95834  (91 6)  93 1 -9600 


FAX  (650)  364-9233 
FAX  (510)  98B-9673 
TAX  (916)  921-0100 


C 


gj  SFUSD 

jii  1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco.  CA  94124 

a 

%  Attention;     Bruce  Glannini 

ssamwiHitHiiir-"--"— -jswitiiiiiitmr " 
mmtmas  ~  ' 


Client  Prbj.  ID:  Burnett,  Site  #91 0 
Lab  Proj.  ID:  9708B57 


1 
Sampled:  08/17/97  1 
Received:  08/22/97  £ 
Analyzed:  see  below  i 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B57-01 
Sample  Desc :  UQUID,910-1 

mn  /I 

0  055 

Lab  No:  9708B57-02 

Sample  Desc  :  UQUID, 910-1  Duplicate 

USflQ 

0  057 

Lah  No-  9708F357-03 

Sample  Desc :  UQUlD,9io-2 

Lead 

mg/L 

08/25/97 

0.0050 

0.015 

Ub  No:  9708B57-04 

Sample  Desc :  UQUID,9iO-2  Duplicate 

Lead 

mg/L 

08/25/97 

0.OO50 

0.015 

Lab  No:  9708B57-05 
Sample  Desc :  UQUID,9lO-3 

Lead 

mg/L 

OB/25/97 

0.0050 

0.0090 

Lab  No:  9708B57-06 
Sample  Desc :  UQUID,910-4 

Lead 

mg/L 

08/25/97 

0.0050 

0.0073 

Lab  No:  9708B57-07 
Sample  Desc :  UQUID,9io-5 

Lead 

mg/L 

08/25/97 

0.0050 

0.012 

AnaJytBS  reported  as  N.D.  wws  oot  present  above  the  Mated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Frynn 
Project  Manager 


Pag«: 


08/27/97    11:23         TX/RX  NO. 9237         P. 017 


AUG.  27.  1997  !0:27AM 

/T\  Sequoia 
-  ~  Analytical 


6W  Oewpcke  Oitvc  R«U-ood  City.  CA  94063 

404  M  tt  V  Line  Walnul  0<k.  CA  9*591 

819  Sxnkn  Arrtrrauc,  Sulir  I     Wmcmy,  CA  95IM 


NO.  b^b. 


(650)  364.9600 
(510)  999  9600 
(91*)  921-9600 


t.    10/ £0 

FAX  (650)  364-92)} 
FAX  (510)  9M-9673 
FAX  (916)  921-0100 


— Mm— — — ^— — — i 


SRJSD 

S  1551  Newcomb  Ave.,  Rm.  103 
i  San  Francisco.  CA  94124 

P  Attention:     Bruce  Glannini 


Oient  Proj.  ID:     Burnett.  Site  #910 


Lab  Pro).  ID:  9708B57 


■■SEE 

Sampled:  00/17/97 
Received:  08/22/97  i 
Analyzed:  see  below  I 


LABORATORY  ANALYSIS 


Anaryle 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No-  9708B67-08 
Sample  Desc :  UQUID,9io-6 

mg/L 

Ml  /9C /07 

ft  nACA 

U.UVDU 

A  A41 
0.01  J 

Lab  No  9708B57-09 
Sample  Desc :  LIQUID  ,91 0-7 

1  atari 

mih  It 

mg/L 

as /9E /o? 

A  AACA 

A  A  44 

i  t<u  iiu.             y  / woo'  *u 

Sample  Desc :  UQUID.910-8 

Lead 

mfl/L 

08/25/97 

0.0050 

0.0054 

Lab  No:  9708B57-11 
Sample  Desc :  UQUID.910-9 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B57-12 
Sample  Desc :  UQUID.910-10 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B57-13 
Sample  Desc :  UOUID,910-11 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B57-14 
Sample  Desc :  UQUID.910-12 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Analyte*  rtpofWd  M  N.D.  were  not  present  above  the  stated  Wmrt  of  detection. 


Page:  2 


08/27/97    11:23         TX/RX  NO. 9237         P. 018 


AUG.  21  1997  10:27AM 


NO.  b^b£     t\  ia/£D 


^J'V         Cpniinia  «°  Chesapeake  Drive         Redwood  Qiy,  CA  94063      (650)  364-9600         FAX  (650)  3*4-923} 

#    A    A        JClj[UW10  404  N.  Wlget  Une  W»lm.t  Creek.  CA  94598       (510)  988-9600         FAX  (510)  988-9673 

Analytical  »l»S«rikw  Avenue,  Suite  8    S*cfwn*mo,  CA  95834  (916)931-9600  FAX  (916)  931-0100 


1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  04124 


I  Attention:     Bnjce  Giannini 

 IWHWUKSg 


Client  Proj.  ID;  Bumett,  Site  #910 
Lab  Proj.  ID:  9700857 


Sampled:  08/17/97  s 
Received:  08/22/97  \ 
Analyzed:  see  below  | 
E 

Reported;  08/27/97 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Umit 


Sample 
Results 


Lab  No:  9708B57-15 
Sample  Desc :  UQUID,910-13 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  970BB57-16 
Sample  Desc :  UQUID,910-14 

Lead 

mg/L 

08/25/97 

0.0050 

0.022 

Lab  No:  9708B57-17 
Sample  Desc :  UQUID.910-15 

Lead 

mg/L 

08/25/97 

0.0050 

0.0080 

Lab  No:  9708B57-18 
Sample  Desc :  UQUID.910-16 

Lead 

mg/L 

OB/25/97 

0.0050 

0.0070 

Lab  No:  9708B57-19 
Sample  Desc :  UQUID,910-17 

Lead 

mg/L 

08/25/97 

0.0050 

0.010 

Lab  No:  9708B57-20 
Sample  Desc :  UQUID,9io-l8 

Lead 

mg/L 

08/26/97 

0.0050 

N.D.  ^ 

Analytas  reported  as  N.D.  were  not  present  above  the  Mated  Hmh  of  detection. 


Page:  3 


08/27/97    11:23         TX/RX  NO. 9237         P. 019 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  52167 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  BURNETT  CC  Date  Sampled  1/17/98 

San  FranciSCO,  CA    94124  Date  Received  1 /2 0/9 8 

Date  Analyzed  1/20/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
1ST  FL( 

BURNETT  14A 

52167-01 

HG  FOUNTAIN 
XDR  HALL 

5.1 

1.0 

Client 
Micro 

DRINKI 

1st  n_c 

BURNETT  14B 

52167-02 

46  FOUNTAIN 
MR  HAUL 

4.4 

1.0 

Client 
Micro 

DRINKI 
1ST  FL( 

BURNETT  14C 

52167-03 

HG  FOUNTAIN 
X)R  HALL 

12.0 

1.0 

Client 
Micro 

DRINKI 
119 

BURNETT  5A 

52167-04 
MG  FOUNTAIN 

11.8 

1.0 

Client 
Micro 

DRINKI 
118 

BURNETT  5B 

52167-05 
HG  FOUNTAIN 

10.5 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fo>4ead  anatys^sjiijfriqking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  31 13B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In  52167 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  BURNETT  CC  DateSampied  1/17/98 

San  Francisco,  CA    94124  Date  Received  1 /2 0/9 8 

Date  Analyzed  1/20/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

BURNETT  5C 

31.7 

1.0 

Micro  52167-06 

DRINKING  FOUNTAIN 
119 

Client 

BURNETT  6A 

5.9 

1.0 

Micro  52167-07 

DRINKING  FOUNTAIN 
117 

Client 

BURNETT  6B 

7.9 

1.0 

Micro  52167-08 
DRINKING  FOUNTAIN 

117 

Client 

BURNETT  6C 

1  1.3 

1.0 

Micro  52167-09 

DRINKING  FOUNTAIN 
117 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fdiUead 
Laboratory  Accreditation  Program  (ELAP),  Certifies 


Analyst: 


FR 


nking  water  by  the  California  Department  of  Health  Services,  Environmental 
Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 


accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


AUG.  2?.  199"   4 : 38FM  NO.  5294     P.  37/44 

Sequoia 
'   ~  Analytical 


MO  Owsapnkc  Drive  Redwood  Qty,  CA  9*063       (650)  364  9600         FAX  (650)  U*  91is 

404  M  Vigfi  Lm«  V»lnut  Creek.  CA  94591       (510)  911.9600         FAX  (510)  988-967} 

H9  Striker  Avenue,  Suite  t     Sacramento.  CA  958)4  (916)  931.9600         FAX  (916)  921-0100 


niiMiai»«i>iu« 


*i  SFUSD 
|  1561  Newcomb  Ave.,  Rm  103 
H  San  Francisco,  CA  94124 

|  Attention:      Bruce  Giarmini 
293 


Client  Pro).  ID:  F  &  S  Burton 
Lab  Proj.  ID:  9708B65 


iiiuiimiHiiiwMiiimirMBniiOiP'^^^s 


naiimmnwirol 


Sampled:  08/20/97  S 
Received:  06/22/97  j 
Analyzed:  see  below  | 


Reported:  08/27/97 


HE 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708B65-01 
Sample  Desc  :  LIQUID, Burt  on  1 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B65-02 
Sample  Desc :  UQUID.Burton  2 

Lead 

mg/L 

08/26/97 

0.0050 

ND 

Lab  No:  9708B65-03 

Sample  Desc :  UQUID.Burton  2  Duplicate 

Lead 

mg/L 

08/26/97 

0.0050 

ND 

Lab  No:  9708B65-04 
Sample  Desc :  UQUID.Burton  3 

Lead 

mg/L 

08/26/97 

0.0050 

0.013 

Lab  No:  9708B65-05 

Sample  Desc :  UQUID.Burton  3  Duplicate 

Lead 

mg/L 

08/26/97 

0.0050 

0.013 

Lab  No:  9708B65-06 
Sample  Desc  :  UQUID.Burton  4 

Lead 

mg/L 

08/27/97 

0.0050 

0.0055 

Lab  No:  9708B65-07 

Sample  Desc :  UQUID.Burton  4  Duplicate 

Lead 

mg/L 

08/27/97 

0.0050 

0.0051 

t> 


AnaJytM  reported  M  N.D.  were  not  present  ebove  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  flynn 
Project  Manager 


Page: 


08/27/97  17:27 


TX/RX  NO. 9248         P. 037 


AUG.  21.  1997  4: 38PM 

fk\  Sequoia 
"   ~  Analytical 


NO.  5294     F.  36/44 


680  Ch«*p€4ke  Drive  Redwood  City,  CA  94063      (650)  364-9600         FAX  (650)  364-9133 

404  N.  Wiget  Lane  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (510)  988-9673 

8l95triker  Avenue,  Suite  8    Sacramento,  CA  95834         (9ltf)  9il-9600         FAX  (916)  931-0100 


BSFUSD 

g  1551  Newcomb  Ave.,  Rm.  103 


|  San  Francisco,  CA  94124 


mm 


innimiDHiiiiiniinni 


Dlent  Proj.  ID:  F  &  S  Burton 
Lab  Proj.  ID:  9708B65 


 wmmmmmmBSm  i  ■  i 

Sampled:  08/20/97  3 

Received:  08/22/97  1 

Analyzed:  see  below  | 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B65-O8 
Sample  Desc :  UQUlD.Burton  6 

Lead 

mg/L 

08/26/97 

0.0050 

0.0077 

Lab  No:  9708B6S-09 
Sample  Desc :  UQUID,Burton  7 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B6S-1Q 
Sample  Desc :  UQUID.Burton  8 

Lead 

mg/L 

08/26/97 

0.0050 

0.0056 

Lab  No:  9708B65-11 
Sample  Desc :  LIQUID, Burton  11 

Lead 

mg/L 

08/26/97 

0.0050 

0-0079 

Lab  NO:  9708B65-12 
Sample  Desc :  LIQUID, Burton  13 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B65-13 
Sample  Desc :  UQUID.Burlon  14 

Lead 

mg/L 

08/26/97 

0.0050 

0.011 

Lab  NO:  970BB65-14 
Sample  Desc :  UQUID.Burton  IS 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Anatytos  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  •  ELAP#1210 


Sheila  Rynn 
Project  Manager 


Page; 


08/27/97  17:27 


TX/RX  NO. 9248         P. 038 


AUG.  21.  199"   4:39FM                               .  NO.  5294     P.  3*1/44 

J                   SCQUOiS  MO  OK«pealtc  Drtvt  Redwood  Gty,  CA  94063  (650)  364-9600         FAX  (650)  364.9333 

f#^J               T  404  NW<«Lirte  Walnut  Creek.  CA  94591  (510)  988-9600         FAX  (5 10)  911.9673 

AllfllytiC^l  8'9  Snixr  Avenue,  Suicr  I  Sacramento,  O  95M4  (9t«)  9319600         FAX  (916)  931-0100 


|  SFUSD 

i  1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco.  CA  94124 


^Attention 


Bruce  Glannlrvl 


Client  Proj.  167  F  &  S  Burton 
Lab  Proj.  ID:  9706B65 


Sampled:  08/20/97  1 
Received:  08/22/97  1 
Analyzed:  see  below  Z 


LABORATORY  ANALYSIS 


Anatyte 

Units 

Date 
Analyzed 

Detection 
Umft 

Sample 
Results 

Lab  No:  9708665-15 
Sample  Desc  :  UOUIDrBurton  16 

mg/L 

no /oc jot 

A  AAKA 

A  At  4 

UiVl  1 

Lab  No:  9708B65-16 
Sample  Desc :  LIQUID, Burton  17 

rrin  /I 

mg/L 

U  WW 

m  n 

Lab  No'  9708B65-17 
Sample  Desc :  UQUtD.Burton  16 

Lead 

mg/L 

08/26/97 

0.0050 

0.0065 

Lab  No:  97oeB65-ie 
Sample  Desc  :  UQUID.Burton  19 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B65-19 
Sample  Desc :  UQUID.Burton  20 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B65-20 
Sample  Desc :  LIQUID, Burton  21 

Lead 

mg/L 

08/26/97 

00050 

N.D. 

Lab  No:  9706B65-21 
Sample  Desc :  UQUID.Burton  22 

Lead 

mg/L 

08/26/97 

0.0050 

0.014 

Analytos  reported  as  N  O.  were  not  present  above  the  t feted  limit  of 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Shela  Flynn 
Project" 


Page. 


08/27/97    17:27         TX/RX  NO. 9248         P. 039 


AUG.  27.  199?   4:39PM  NO.  5294     F.  40/44 

Sequoia 
•"   ~  Analytical 


6$0  O*******  Drive  Redwood  City,  CA  94063      (650)  564-9600         FAX  (650)  364-9333 

404  N.  Wgei  Lane  Walnut  Creek,  CA  9459B       (5J0)  9M-9600         FAX  (510)  908-9673 

8 1$  Striker  Avenue,  Suite  8    Sacramento,  CA  95834  (916)  921-9600         FAX  (916)  92 1 .0100 


:.n.!nnnunw 


ISFUSD 
1 1551  Newcomb  Ave ,  Rm.  103 
|  San  Francisco,  CA  94124 

B 

§  Attention:     Bruce  Giannini 

l~i  i  in  inn    'i  i  1 1  nn  nun 

MinutkMiMumHiHHiiiniMniiniitiu 


Client  Prpj.  ID:  F  &  S  Bunon 
Lab  Proj.  ID:  9706B65 


 -HMMMMffl  

Sampled:  08/20/97 
Received:  08/22/97  1 
Analyzed:  see  below  1 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

LdO  NO-  vfUoavo-dZ 

Sample  Desc .  UQUID,Burton  23 

Lead 

mg/L 

08/26/97 

0.0050 

N  D 

1  «h  Mn               O7A0QCC  0*4 
LSD  IMO.             a  /  UBtJDO-z? J 

Sample  Desc :  LIQUID, Burton  24 

Lead 

mg/L 

08/28/97 

0.0050 

0.020 

Lab  No:  9708B65-24 
Sample  Desc :  LIQUID, Burton  25 

Lead 

mg/L 

08/26/97 

0.0050 

0.013 

Lab  No:  9708B65-25 
Sample  Desc :  UQUID,Burton  26 

Lead 

mg/L 

08/26/97 

0.0080 

0.0063 

Lab  No:  9706B65-26 
Sample  Desc :  LIQUID, Burton  27 

Lead 

mg/L 

08/26/97 

0.0050 

0.0050 

Lab  No:  9708B65-27 
Sample  Desc :  LIQUID, Burton  28 

Lead 

mg/L 

08/26/97 

0.0050 

0.0076 

Lab  No:  9708B65-28 
Sample  Desc :  UQUID,Burton  29 

Lead 

mg/L 

08/27/97 

0.0050 

0.035 

y 

Analytea  reported  as  N  D  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  .  ELAP#1210 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  F  &  S  BURTON  HS 

San  Francisco,  CA  94124 


Micro  Log  In  48316 
Total  Samples  3 
Date  Sampled  9/9/97 
Date  Received  9/9/97 
Date  Analyzed  9/10/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

30 

Micro  48316-01 

SINK  FOUNTAIN 
SECOND  FLOOR 
ROOM  238  (7) 
FIRST  DRAW 

1.6 

1.0 

Client 

3  1 

Micro  48316-02 

SINK  FOUNTAIN 
SECOND  FLOOR 
ROOM  238  (7) 
FIRST  DRAW 

2.5 

1.0 

Client 

32 

Micro  48316-03 

SINK  FOUNTAIN 
SECOND  FLOOR 
ROOM  238  (7) 
FIRST  DRAW 

2.7 

1.0 

Technical  Supervisor  ZUbsg^r?^ — *>-^r        9/14/97          Analyst:  FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadanalysis  irTdrmKing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  31 13B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
FAIRMOUNT  ES 


Micro  Log  In  47846 
Total  Samples  45 
Date  Sampled  8/26/97 
Date  Received  8/26/9  7 
Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

35 

Micro  47846-36 

SINK  DRINKING  FOUNTAIN 
BLDG  D  NEAR  ENTRANCE 
BELOW  MID  LEVEL  "D" 

<1.0 

1.0 

Client 

36 

Micro  47846-37 

SINK  FAUCET 
TEACHERS'  ROOM 
BELOW  MID  LEVEL  *D" 

2.4 

1.0 

Client 

37 

Micro  47846-38 

SINK  FAUCET 
TEACHERS'  RR 
BELOW  MID  LEVEL 'D* 

2.1 

1.0 

Client 

38 

Micro  47846-39 

SINK  FAUCET 

BOYS'  ROOM 

BELOW  MID  LEVEL  'D* 

1 .7 

1.0 

Client 

39 

Micro  47846-40 

SINK  FAUCET 
GIRLS'  ROOM 
BELOW  MID  LEVEL  "D" 

<1.0 

1.0 

Technical  Supervisor:    1L  X^*—^<^ — —  9/8/97         Analyst:  FR 

Farid  Ramezai^aoerjTti4,S. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  iead-ef^lvsis~tivd^bki rtg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Pag*  7 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  84  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  45 

1551  Newcomb  Avenue,  Rm.  103  FAIRMOUNT  ES  Date  Sampled  8/26/97 

San  Francisco,  CA  94124  n  ,  B    .  . 

'  Date  Received  8/26/97 

Date  Analyzed  9/1/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

30 

Micro 

BLANK 

47846-31 

<1.0 

1.0 

Client 

31 

Micro  47846-32 

SINK  FAUCET 

BLOG  C  RIGHT  RR  RIGHT 

MID  LEVEL 

1.1 

1.0 

Client 

32 

Micro  47846-33 

SINK  FAUCET 

BLOG.  A  FACULTY  ROOM 

MID  LEVEL 

1  .2 

1.0 

Client 

33 

Micro  47846-34 

SINK  FAUCET 

BLOG  D  SINK  NEAR  STOVE 

BELOW  MID  LEVEL  "D" 

6.6 

1.0 

Client 

34 

Micro  47846-35 

SINK  FAUCET 

BLDG  D  NEAR  ENTRANCE 

BELOW  MID  LEVEL  "D" 

2.7 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Iea3~analysb4ad ringing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47846 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  45 

1551  Newcomb  Avenue,  Rm.  103  FAIRMOUNT  ES  Date  Sampled  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  8/2 6/9 7 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
BLDGC 

MID  Lfc1 

25 

47846-26 
tUCET 

•  TEACHERS'  COMPUTER  ROOM 
fcL 

6.1 

1.0 

Client 
Micro 

SINK  ft 
BLDGC 
MIDLB 

26 

47846-27 
IUCET 

TEACHERS'  RR  SINK 
fEL 

2.1 

1.0 

Client 
Micro 

SINK  Ft 
BLDGC 
MID  LB 

27 

47846-28 
UICET 

LEFT  RR  LEFT 
PEL 

4.0 

1.0 

Client 
Micro 

SINK  Ft 
BLDGC 
MID  LB 

28 

47846-29 
KICET 

LEFT  RR  RIGHT 
fEL 

2.4 

1.0 

Client 
Micro 

SINK  Ft 
BLDGC 
MID  LB 

29 

47846-30 
UICET 

RIGHT  RR  LEFT 
fEL 

4.0 

1.0 

:  2j^==»g=2=szs^^r — 9/8/; 


Technical  Supervisor:  L  fC^—-^ — — -     a/8/97         Analyst:   !2L 

adetiTM^ 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fdrTead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  FAIRMOUNT  ES 
San  Francisco,  CA  94124 


Micro  Log  In    47  846 
Total  Samples  4  5 
Date  Sampled  8/26/97 
Date  Received  8/26/9  7 
Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

BLANK 

20 

47846-21 

<1.0 

1.0 

Client 
Micro 

SINK  F/ 
OFFICE 

21 

47846-22 
MJCET 

AREA  SINK  BLDG  A 

3.1 

1.0 

Client 
Micro 

SINK  Ft 
BLDGC 
MID  LEV 

22 

47846-23 
MJCET 

NEAR  STOVE 
FEL 

2.5 

1.0 

Client 
Micro 

SINK  Ft 
BLDGC 
MID  LEV 

23 

47846-24 
MICET 

SINK  NEAR  ENTRY 
PEL 

6.6 

1.0 

Client 
Micro 

SINK  Dl 
BLDGC 
MID  LEV 

24 

47846-25 

LINKING  FOUNTAIN 
NEAR  ENTRY 
PEL 

<1.0 

1.0 

Technical  Supervisor;    31  £l — ^s^C — —-9/8/97          Analyst:   2L 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  Trr-ddnnng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  WT037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
FAIRMOUNT  ES 


Micro  Log  In  47846 
Total  Samples  45 
Date  Sampled  8/26/97 
Date  Received  8/26/97 
Date  Analyzed  9/1/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1  5 

Micro  47846-16 

SINK  FAUCET 
BLOG  0  LEFT  RR 

23.0 

1.0 

Client 

1  6 

Micro 

47846-17 

8.7 

1.0 

DRINKING  FOUNTAIN 
BLDG  C  MID  LEVEL 
LEFT  DRINKING  FOUNTAIN 
MID  LEVEL 

Client 

1  7 

Micro 

47846-18 

1.0 

1.0 

DRINKING  FOUNTAIN 
BLDG  C  MID  LEVEL 
RIGHT  DRINKING  FOUNTAIN 
MID  LEVEL 

Client 

1  8 

Micro 

47846-19 

1.8 

1.0 

DRINKING  FOUNTAIN 

BLDG  C  LEFT  DRINKING  FOUNTAIN 

UPPER  FLOOR  LEVEL 

Client 

1  9 

Micro 

47846-20 

1.6 

1.0 

DRINKING  FOUNTAIN 

BLDG  C  RIGHT  DRINKING  FOUNTAIN 

UPPER  FLOOR  LEVEL 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  focJead>nalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47846 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4  5 

1551  Newcomb  Avenue,  Rm.  103  FAIRMOUNT  ES  Date  Sampled  8/26/97 

San  Francisco,  CA  94124  ~,  D  . 

'  Date  Received  8/26/97 

Date  Analyzed  9/1/97 


Client  Sample  ID 


Lead  Concentration 
(PRb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


1  1 


Micro  47846-11 

SINK  DRINKING  FOUNTAIN 
BLOG  D  NEAR  ENTRANCE 


2.4 


1.0 


Client 


97-W00760-4 


Micro  47846-12 
SPIKED  SAMPLE 


21.0 


1.0 


Client 


1  2 


Micro  47846-13 
DRINKING  FOUNTAIN 

BLDG  D  OUTSIDE  DRINKING  FOUNTAIN  LEFT 


1.4 


1.0 


Client 


1  3 


Micro  47846-14 

DRINKING  FOUNTAIN 

BLDG  D  OUTSIDE  DRINKING  FOUNTAIN 

RIGHT 


<1.0 


1.0 


Client 


1  4 


Micro  47846-15 

SINK  FAUCET 
BLDG  D  RIGHT  RR 

LEFT  SINK  FAUCET  DISCONNECTED 


31.2 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foTiead^analysIs~irrdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  »  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  84  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  45 

1551  Newcomb  Avenue,  Rm.  103  FAIRMOUNT  ES  Date  Sampled  8/26/97 

San  Francisco,  CA    94124  Date  Received  8/26/97 

Date  Analyzed  9/1/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  F> 
BLDGC 

1 IDDCO 

6 

47846-06 
WICET 

:  RR  LEFT  FAUCET 

LtVtL  dLOu  w 

5.8 

1.0 

Client 
Micro 

SINK  Ft 
BLDGC 
UPPER 

7 

47846-07 
IUCET 

!  RR  RIGHT  FAUCET 
LEVEL  BLDGC 

4.8 

1.0 

Client 
Micro 

SINK  Ft 
BLDGD 

8 

47846-08 
ttlCET 

NEXT  TO  STOVE 

5.6 

1.0 

Client 
Micro 

SINK  Ft 
BLDGD 

9 

47846-09 
VUCET 

SINK  NEAR  ENTRY 

3.5 

1.0 

Client 
Micro 

BLANK 

1  0 

47846-10 

<1.0 

1.0 

Technical  Supervisor  ^-y^ —  -^9/8/97          Analyst:  !2L 

Farid  Ramez^nzad^hv  M . S . 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for-Jeaa  analysism  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  84  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  45 

1551  Newcomb  Avenue,  Rm.  103  FAIRMOUNT  ES  DateSampied  8/26/97 

San  Francisco,  CA   94124  _  . 

'  Date  Received  8/26/97 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  F> 
BLOGC 
UPPER 

1 

47846-01 
MICET 

NEXT  TO  STOVE 
LEVEL  BLDG.  C 

1.6 

1.0 

Client 

Micro 

SINK  f; 
BLDGC 
UPPER 

2 

47846-02 
VUCET 

SINK  NEAR  ENTRY 
LEVEL  BLDG  C 

14.2 

1.0 

Client 
Micro 

SINK  Dl 
BLDGC 
UPPER 

3 

47846-03 

UNKING  FOUNTAIN 
NEAR  ENTRY 
LEVEL  BLDG  C 

1.5 

1.0 

Client 
Micro 

SINK  ft 
RIGHT  i 
UPPER 

4 

47846-04 
UICET 

SIDE  RR  BLDG  C 
LEVEL  BLDG  C 

35.2 

1.0 

Client 
Micro 

SINK  Ft 
LEFT  SI 
UPPER 

5 

47846-05 
MJCET 

DE  RR  BLDG  C 
LEVEL  BLDG  C 

1  1  6 

4.0 

Technical  Superviso 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foTteed-aftalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
EXCELSIOR  CC  #925 


Micro  Log  In    4  7  5  61 
Total  Samples  1  5 
Date  Sampled  8/18/97 
Date  Received  8/20/9  7 
Date  Analyzed  8/2  0/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1 1 

Micro  47561-11 

DRINKING  FOUNTAIN 
CM 

3.7 

1.0 

Client 

1  2 

Micro  47561-12 

MULTIPLE  DRINKING  FOUNTAIN 
PLAY  YARD 

2.9 

1.0 

Client 

1  3 

Micro  47561-13 

WATER  FAUCET 
TSO 

2.8 

1.0 

Client 

1  4 

Micro  47561-14 

WATER  FAUCET 
TSO 

4.2 

1.0 

Client 

97-W00752-2 

Micro 

BLANK 

47561-15 

12.2 

1.0 

Technical  Superviso 


8/27/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  TeaUanalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Pag*  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  EXCELSIOR  CC  #925 
San  Francisco,  CA  94124 


Micro  Log  In  47561 
Total  Samples  1  5 
Date  Sampled  8/18/97 
Date  Received  8/20/97 
Date  Analyzed  8/20/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

WATER 

002 

6 

47561-06 
FAUCET 

1.4 

1.0 

Client 
Micro 

WATER 
TG0 

7 

47561-07 
FAUCET 

2.6 

1.0 

Client 
Micro 

SINK  Dl 
004 

8 

47561-08 
UNKING  FOUNTAIN 

<  1.0 

1.0 

Client 
Micro 

SINK  Dl 
004 

9 

47561-09 

UNKING  FOUNTAIN 

2.5 

1.0 

Client 
Micro 

BLANK 

1  0 

47561-10 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leatfwrafysis^rrdnnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
EXCELSIOR  CC  #925 


Micro  Log  In    4  7  5  61 
Total  Samples  1  5 
Date  Sampled  8/18/97 
Date  Received  8/20/97 
Date  Analyzed  8/20/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

WATER 
001 

1 

47561-01 
FAUCET 

1.6 

1.0 

Client 
Micro 

WATER 
001 

2 

47561-02 
FAUCET 

1.1 

1.0 

Client 
Micro 

WATER 
001 

3 

47561-03 

FAUCET 

1.4 

1.0 

Client 
Micro 

WATER 
002 

4 

47561-04 
FAUCET 

2.3 

1.0 

Client 
Micro 

WATER 
002 

5 

47561-05 
FAUCET 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-enalysislrrdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8519 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  7 

1551  Newcomb  Avenue,  Rm.  103  EVERETT  MS  Date  Sampled  9/15/97 

San  FranciSCO,  CA    94124  Date  Received  9/15/97 

Date  Analyzed  9/16/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SPIKE  t 
SPIKED 

529-6 

48519-06 
97-W00771-5 

1 1 .3 

1.0 

Client 
Micro 

BLANK 

529-7 

48519-07 

<  1.0 

1.0 

Analyst:   £_£!  

Micro  Analytical  Laboratories,  Inc.  is  accredited  (o>SeadJanalys1»-wuhinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


Technical  Supervisor: 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
EVERETT  MS 


Micro  Log  In    48  519 
Total  Samples  7 
Date  Sampled  9/15/97 
Date  Received  9/15/97 
Date  Analyzed  9/16/9  7 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


529-1 


Micro  48519-01 

DRINKING  FOUNTAIN 
DRINKINF  FOUNTAIN  IN  CORRIDOR  C95 
ADJACENT  TO  BATHROOM  T52 
FIRST  DRAW 


1.0 


1.0 


Client 


529-2 


Micro  48519-02 

DRINKING  FOUNTAIN 
DRINKINF  FOUNTAIN  IN  CORRIDOR  C96 
ADJACENT  TO  BATHROOM  T60 
FIRST  DRAW 


1.9 


1.0 


Client 


529-3 


Micro  48519-03 

DRINKING  FOUNTAIN 
DRINKINF  FOUNTAIN  IN  CORRIDOR  C96 
ADJACENT  TO  BATHROOM  T60 
FIRST  DRAW 


1.6 


1.0 


Client 


529-4 


Micro  48519-04 

DRINKING  FOUNTAIN 
DRINKINF  FOUNTAIN  IN  CORRIDOR 
ADJACENT  TO  BATHROOM  750 
FIRST  DRAW 


1.0 


1.0 


Client 


529-5 


Micro  48519-05 

DRINKING  FOUNTAIN 

DRINKINF  FOUNTAIN  IN  CORRIDOR  C93A 

NEAR  LOCKER  ROOM 

FIRST  DRAW 


1 .7 


1.0 


Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leachanalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc..  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Pag*  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  in  52162 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  EL  DORADO  ES  Date  Sampled  1/17/98 

San  FranciSCO,  CA    94124  Date  Received  1 /2 0/9 8 

Date  Analyzed  1/20/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  D 
207 

EL  DORADO  9A 

52162-01 

LINKING  FOUNTAIN 

1.2 

1.0 

Client 
Micro 

SINK  Dl 
207 

EL  DORADO  9B 

52162-02 
LINKING  FOUNTAIN 

1.3 

1.0 

Client 
Micro 

SINK  Dl 
207 

EL  DORADO  9C 

52162-03 
LINKING  FOUNTAIN 

2.4 

1.0 

Client 
Micro 

BLANK 

EL  DORADO  BLANK 

52162-04 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  irToTinfcIng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


SEP.  1  9.  1  997   4:1  6PM  NO.  6172     P.  13/15 

A      1*,  , 

~  Analytical 


SPminiPl  680  Chesapeake  Drivt         Redwood Gty.  CA  94063      (650)  364-9600        FAX  (650)  364.9333 

->C"'T.  404  N.  Wlget  Lane  Walnut  Creek,  CA  9459*      (JiO)  W8-9600        FAX  (510)  988-967S 

« 19  Striker  Avenue,  Suite  8    Sacramento.  CA  95834  (9 1 6)  931-9600         FAX  (916)  931-0100 


SFUSD 

i  1551  Newcomb  Ave.,  Rm.  103 
g  San  Francisco.  CA  94124 
e 

I  Attention:     Bruce  Giarmlni 

Z— i  —  r;sH:;s4ssamnuiinMniimTmp;-"  i;:  -  i ■ —--  - 
utw>«\m"  ==~a-JK!luiiiHHiifliiifliiiii 


Client  ProJ.  ID:  Ei  Dorado  ES 
Lab  Pro].  ID:  9709819 


nnrniHi*;;;;-  

MlllUUUUIMUKtt 


nutitiurr 


i~.!iiiiii!iHuiiiiiJ  rnunu 

Sampled:  | 
Received:  09/16/97  iJ 
Analyzed:  see  below  1 

ted:  09/19/97  I 

sarj::  "WjfbHwimliiri  iiiuih  mmd  H 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Reftutta 


Lab  No:  9709819-11 
Sample  Desc :  UQUID,Blank 


Lead 


mg/L 


09/19/97 


0.0050 


N.D. 


Anarytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ■  ELAP#1210 


Page: 


09/19/97    17:14         TX/RX  NO. 9808         P. 013 


SEP.  19.  1997  4:16FM  HQ,  6172    F.  12/15 

Analytical 


SpnilOlA  6W  CheHpeake  Drive  Redwood  City,  CA  9+065      (630)  164-9600         FAX  (6 SO)  364-92)3 

vTt-J  LH-JAO.  404  N  Wiget  Line  Walnui  Creek.  CA  9459*       (510)  9M -9600         FAX  (510)  98  6-9673 

a  19  Striker  Avenue.  Suite  t    Stemmenco.  CA  95114         (916)  921-9600         FAX  (916)  921-0100 


I  SFUSD 

1 1551  Newcomb  Ave.,  Rm.  103 
g  San  Francisco,  CA  94124 


Oient  Proj!  ID.  El  Dorado  ES 
Lab  Proj.  ID:  97D9819 


■■WHMwra^-:":-- 


Sampled:  09/16/97 
Received:  09/16/97  £ 
Analyzed:  see  below  | 
I 

Reported:  09/19/97  | 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9709819-06 

Sample  Desc  :  LIQUID.EI  Dorado  3-8 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709619-09 

Sample  Desc :  UQUID,EI  Dorado  3-9 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709619-10 

Sample  Desc  :  UQUID,EI  Dorado  3-0  Dup 

Lead 

mg/L 

09/19/97 

0  0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Page: 


09/19/97    17:14        TX/RX  NO. 9808         P. 012 


SEP.  19.  1997   4:15PM  NO.  6172     F.  11/15 


£7N  Sequoia 
Analytical 


610  Ches»p«kc  Dri«  Redwood  Gty.  CA  9*063      (650)  364-9600         FAX  (6SD)  364-9253 

404  M.  mget  Lane  Wntt  Creek,  CA  94J98       (510)  98  »•  9600         FAX  (510)  988.9673 

1 )  9  Striker  Avenue,  Suite  *    S«CMme«uo.  CA  95834         (916)  921.9600         FAX  (916)  921.0100 


:h  SFUSi 

1 1551  NewcombAve.,  Rm.  103 
jjj  San  Francisco,  CA  94124 

I 

{J  Attention:     Bruce  Giannlnl 

BHUkr  ™!* 


Client  Proj.  ID:    El  Dorado  ES 


Lab  Pro).  ID:  9709819 


mliH)iiHiiwiiiiiHiu)Himi^i 


Sampled:  09/16/97  i 
Received:  09/16/97  1 
Analyzed:  see  below  £ 

Reported:  09/19/97  Jj 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 

Results 

Lab  No:         970961 901 

Sample  Desc :  UQUID.EI  Dorado  3-1 

Lead 

mg/L 

09/19/97 

0.0050 

0.017 

Lab  No:  9709819-02 

Sample  Desc :  UQUID.EI  Dorado  3-2 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lap  NO:  9709819-03 

Sample  Desc :  UQUID.EI  Dorado  3-3 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709819-04 

Sample  Desc :  UQUID.EI  Dorado  3-4 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  970981945 

Sample  Desc  :  UQUID.EI  Dorado  3-6 

Lead 

mg/L 

09/19/97 

0.0050 

N,D. 

Lab  No:  9709819-06 

Sample  Desc :  UQUID.EI  Dorado  3-6 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No;  9709819-07 

Sample  Desc .  UQUID.EI  Dorado  3-7 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Analyas  reported  is  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  6LAP#1210 


Page: 


09/19/97    17:14         TX/RX  NO. 9808         P. 011 


SEP.  3,  1997   8:  G2AM  BO.  5460     F.  4/17 

ST\  Sequoia 
Analytical 


610  Ownonke  Ditvt  Redwood  Qty.  CA  94063  (650)  *t-9600  W  1650)  S64-92U 
404  N.  Wi««  Ua«  Walivt  Crack.  CA  94T9*       (510)  9J«-9<S00         FAX  (310)  94*- 9*7  3 

119  Stiver  Avcnut  W  I     SUMWW,  CA  95IJ4  (916)9119*00  FAX  (916)  91I-OI00 


I SFUSD 


MM— 


t  1561  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 
I 

S  Attention:      Bruce  Giannini 


Client  Proj.  ID:  a  Dorado  ES 
Lab  Proj.  ID:  9708F 15 


isBBR 


■BBS 


Sampled:  08/29/97  | 
Received:  08/29/97  I 
Analyzed:  see  below  | 


LABORATORY  ANALYSIS 


Anaryte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708F15-15 

Sample  Desc :  UQUID.EI  Dorado  ES  2-14 

2,1$  Lead 

mg/L 

09/02/97 

0.0050 

*"  N.D. 

Lab  No:  97D8F15-16 

Sample  Desc  ;  UQUID.EI  Dorado  ES  2-15 

N.D.  F* 

/Ji  A  Lead 

mg/L 

09/02/97 

0.0050 

Lab  No:  970BF15-17 

Sample  Desc :  UQUtD,EI  Dorado  ES  2-16 

iftb  Lead 

mg/L 

09/02/97 

0.0050 

|Lz  n.d. 

UbNo:  9708F15-18 

Sample  Desc ;  UQUID.EI  Dorado  ES  2-17 

Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

Lab  No:  9708F15-19 

Sample  Desc  :  LIQUID.EI  Dorado  ES  2-18 

f^\jD  Lead 

mg/L 

09/02/97 

0  0050 

N.D. 

Lab  No:  9708F15-20 

Sample  Desc :  UQUID.EI  Dorado  ES  2-18  Dupllcat 

r^\S  Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

Lab  No:  9708F15-21 
Sample  Desc :  UQUID,Blank 

g  Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

E 


Analytes  reponed  as  N.D.  were  not  preeent  above  ttM  staled  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


09/03/97  09:03 


TX/RX  NO. 9367         P. 004 


SEP.  3.  1  997   8:02AM  NO.  5460     F.  3/1 ' 


/jTN  Sequoia 
******  Analytical 


680  Cheupeake  Drive  Redwood  Oty,  CA  94063      (650)  964-9600         FAX  (650)  364-9211 

40*  N.  Wlget  Lmr  Walnut  Crtek.  CA  94598       (510)  98B-9600         FAX  (510)  9*8-967! 

819  Strike  Avenue,  Suite  8    Sacramento,  CA  95434  (916)931-9600         FAX  (916)  911-0100 


Mu.iiimoiiaii5E»WiH^H^uiuimjta 

PSFUSD 

g  1651  Newcomb  Ave.,  Rm.  103 
1  San  Francisco,  CA  94124  Lab  Proj.  ID:  9708F15 


Client  Proj!  ib:    El  Dorado  ES"~ 


Sampled:  08/29/97 
Received:  08/29/97  | 
Analyzed:  see  below  | 


1  Attention:     Bruce  Giannini     

^i^i^^gmgicmi^niHiHMiiMiiiiMiTiimHi^iy^"^  


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708F15-08 

Sample  Desc :  LIQUID,EJ  Dorado  ES  2-8 


Lead 


mg/L 


09/02/97 


0.0050 


1%  N.D. 


Lab  No:         9708 F1 5-09 

Sample  Desc :  LIQUID, El  Dorado  ES  2-9 


Lead 


mg/L 


09/02/97 


0.0050 


N.D. 


Lab  No:  9708F15-10 

Sample  Desc :  LIQUID, El  Dorado  ES  2-9  Duplicate 


if  A 


Lead 


mg/L 


09/02/97 


0.0050 


N.D 


Lab  No:  9708F15-11 

Sample  Desc :  LIQUID.EI  Dorado  ES  2-10 


Lead 


mg/L 


09/02/97 


0.0050 


N.D. 


Lab  No:  9708F15-12 

Sample  Desc :  UQUID,EI  Dorado  ES  2-11 


Lead 


mg/L 


09/02/97 


0.0050 


N.D. 


CI 


Lab  No;  9708F15-13 

Sample  Desc  :  UQU1D.EI  Dorado  ES  2-12 


Lead 


mg/L 


09/02/97 


0.0050 


N.D. 


Lab  No:  9708F15-14 

Sample  Desc  :  UQUID.EI  Dorado  ES  2-13 


%\  /r  Lead 


mg/L 


09/02/97 


0-0050 


N.D. 


Anaiytei  reported  as  N.D.  were  net  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


09/03/97  09:03 


TX/RX  NO. 9367         P. 003 


SEP.  3.  1  997   e  :01AM  NO.  546C     F.  2/17 

Analytical 


Cpn  unio  6*0  Oewoeake  Drtrr  Redwood  Gty.  CA  9406)      (650)  K4.9600         FAX  (630)  964-923} 

Jt^UUlU  i04  M.  Wia«t  Ljmc  ViW»m  Ciwk.  CA  94596      (5 I 0)  911  9600        FAX  (510)  911  9673 

1 19  Striker  Awm,  Suit  •    innH  CA  951)4         (916)  931-9600         FAX  (916)  931-0100 


S  SPUSO 

^  1551  Newcomb  Ave.,  Rm.  103 
5  San  Francisco,  CA  94124 


f  Attention:     Bruce  Giannini 

"  :,^,i»«ejwnmBwgtugjBiiww«WMS'a 


■■■^win.,^u^s^^,7"?i!r*^*""*'t'wl< 


23! 


Client  Proj.  ID:  El  Dorado  ES 
Lab  Proj.  ID:  9708F15 


Sampled:  08/29/97  i 
Received:  08/29/97  1 
Analyzed:  see  below  | 


LABORATORY  ANALYSIS 


Anfuli 

WbWllV 

Units 

Analyzed 

UVlVUllvl  1 

Limit 

Result* 

Lab  No:  9708F15-01 

ft' 

)   A  Lead 

mg/L 

09/02/97 

00050 

N.D. 

Lab  No:  9708F15-02 

Samnle  Desc  -  LIQUID  El  Dorado  ES  2-2 

(     /$  Lead 

mg/L 

09/02/97 

0.0050 

N  D 

Lab  No:         970 8F 15-03 

oarripiB  uesc  .  uulmu.ci  uoraao  to  c-j 

re  f 

l(  A  Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

Lab  No:         9708F 15-04 

Sample  Desc  :  UQUID,EI  Dorado  ES  2-4 

V    &  Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

lab  No:  9708F15-05 

Sample  Desc  :  LIQUID.EI  Dorado  ES  2-5 

\<s    A  Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

Lab  No:  9708F15-06 

Sample  Desc  :  L1QUID,EI  Dorado  ES  2-6 

I  I*  0  Lead 

mg/L 

09/02/97 

0.0050 

N.D 

Lab  No:  9708F15-07 

Sample  Desc :  UQUID,EJ  Dorado  ES  2-7 

n  Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

V 

Analytes  reported  as  N.D.  w«e  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


SheMa  Rynn 
Project  Manager 


Page: 


09/03/97  09:03 


TX/RX  NO. 9367         P. 002 


AUG.  25.  1997   3:08PM  NO.  5170     F.  5/2 

^  Anneal 


SPflUnid  680  Ch«*PC»kc  Drive  Redwood  City,  CA  94063      (650)  364-9600         fAX  (650)  364-9233 

404  N.  Wijet  L»*K  Cieek,  CA  94598       (510)  988-9600         FAX  (510)  988-9673 

8 19  Striker  Av«>XM,  Sl««  8     Ucnmcnu,.  CA  9S834  (916)  921-9600         FAX  (?16)  Wl-OlOO 


1SRJSD 

i  1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco.  CA  94124 

9 

jjj  Attention:     Bruce  Glannini 


Q lent  Proj.  ID:  □  Dorada  ES 
Lab  Proj.  ID:  9708760 


Sampled:  08/13/97  ■ 
Received:  08/14/97  i 
Analyzed:  see  below  | 


iMmN«imii««^uNnrnmnffl™niB™ 


Reported:  08/22/97  I 

mjHwmnBu  w  tai  ki  HBaiomtMKfflingiroimg 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Umtt 


Sample 
Results 


Lab  No  9708760-22 
Sample  Desc :  UQUID.22 

Lead 


mg/L 


08/21/97 


0.0050 


0.10 


Lab  No:  9708760-23 
Sample  Desc :  UOUID.23 


mg/L 


08/21/97 


0.0050 


0.065 


Lab  No:  9708760-24 
Sample  Desc :  UQUID.24 

Lead 


mg/L 


08/21/97 


0.0050 


0.0097 


5 


Lab  No:  9708760-25 
Sample  Desc :  UQUID,25  (Blank) 

Lead 


mg/L 


08/21/97 


0.0050 


N.D. 


Lab  No:  9708760-26 
Sample  Desc :  UQUID,©  (Dup) 

Lead 


mg/L 


08/21/97 


0.0050 


0.012 


Lab  No:  9708760-27 
Sample  Desc :  UQUID,  1 6  (Dup) 

Lead 


08/21/97 


0.0050 


0.070 


Lab  No:  9708760-28 
Sample  Desc  :  UQUID.24  (Dup) 

Lead 


mg/L 


08/21/97 


0.0050 


0.0098 


x  A 


AnaJ/tas  rspoctad  as  N.D.  wars  not  preeent  above  tfie  stated  Hmtt  of  datactiofi. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Shefla  Ffynn 
Project  Manager 


Page 


08/25/97  16:08 


TX/RX  NO. 9188         P. 005 


AUG.  25.  1997  3:08PM  SO.  51?:    F.  4/23 


Sequoia 
Analytical 


6B0  Chcttoe>kc  Ditvc  Redwood  Gty,  O  94063  (6 SO)  364  -9600  FAX  (450)  36A- 93  3  3 
404  N.  Vigtc  Lane  Walrwt  Creek,  CA  945W      (5i0)  9M  9600        FAX  (J  10)  9«s  9673 

819  Striker  Avenue.  Suite  8     S-OTBrOlto,  CA  95«M  (91 6)  921  9600  FAX  (916)  9210100 


S^RSSJSllBlt'MnKIlli«ii«ii««ii«iM^»«i«jiiMi'ii«Mi» 

ISRJSD 

!  1551  Newcomb  Ave.,  Rm.  103 
;  San  Francisco.  CA  94124 

3 

B  Attention:     Bruce  Giannini 


Client  Proj.  ID:  El  Dorada  ES 
Lab  Proj  ID:  9708760 


saassi 


Sampled:  06/13/97  1 
Received:  08/14/97  I 
Analyzed:  see  below  e 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708760-15 
Sample  Desc  :  LIQUID,  15 

Lead 


mg/L 


08/21/97 


0.0050 


0.0088 


Lab  No:  9706760-16 
Sample  Desc :  UQUIDr16 

Lead 


mg/L 


08/21/97 


0.0050 


0.068 


Lab  No:  9706760-17 
Sample  Desc :  UQUID.17 

Lead 


mg/L 


08/21/97 


0.0050 


0.018 


Lab  No:  9706760-18 
Sample  Desc  :  LIQUID,  18 

Lead 


mg/L 


08/21/97 


0.0050 


0.019 


Lab  No:  9706760-19 
Sample  Desc  :  LIQUID,  19 

 Lead  

Lab  No:  9708760-20 
Sample  Desc :  UQUID.20 

 Lead  

Lab  No:  9708760-21 
Sample  Desc :  LIQUID.21 


mg/L 


08/21/97 


mg/L 


08/21/97 


0.0050 


0.0050 


0.0072 


o.o4o  y 


mg/L 


08/21/97 


0.0050 


0.018  / 


AnatytM  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


PiTQe:  3 


08/25/97    16:08         TX/RX  NO. 9188         P. 004 


AUG.  25.  1997   3:Q7FM  NO.  517Q     F.  3/2: 


fi\  Sequoia 
~  ~  Analytical 


6«0  Chesapeake  Drive  Redwood  CUy.  CA  94063  (650)  364-9600  FAX  (650)  J64-91J3 
404  N.  Wiget  Lane  Walnut  Creek.  CA  9459*      (5iO)  9f 1-9600        FAX  (510)  9M-967} 

819  Striker  A*e«ue,  Sui«e  »    Sacramento,  CA  95834         (9 1 S)  921-9600         FAX  (9 1 6)  921-0100 


fSFUSD 

1 1551  Newcomb  Ave.,  Rm.  103 

0  San  Francisco,  CA  94124 

1  Attention:     Bruce  Giannini 


Client  Pro).  ID:  El  Dorada  ES 
Lab  Proj.  ID:  9706760 


UlUUWWUmmil  WIIIIIIIIIIIIIIHIHWHJH»HKIH3hi!D; 

Sampled:  08/13/97  | 
Received:  08/14/97  | 
Analyzed:  see  below  I 


LABORATORY  ANALYSIS 


Anatyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No*  9708760-08 
Sample  Desc :  UQUID,8 

Lead 

mg/L 

08/21/97 

0.0050 

0.0087 

Lab  No  9706760-09 
Sample  Desc :  LIQUIDS 

Lean 

mg/L 

08/21/97 

0.0050 

0.012 

Sample  Desc:  LIQUID,  10 

Lead 

mg/L 

08/21/97 

0.0050 

0.0055 

Lab  No:  9708760-11 
Sample  Desc :  LIQUID,  11 

Lead 

mg/L 

08/21/97 

0.0050 

0.015 

Lab  No:  9708760-12 
Sample  Desc :  LIQUID,  12 

Lead 

mg/L 

08/21/97 

0.0050 

N.D. 

Lab  No:  9708760-13 
Sample  Desc :  LIQUID,  13 

Lead 

mg/L 

08/21/97 

0.0050 

0.0051 

Lab  No:  9708760-14 
Sample  Desc :  LIQUID,  14 

Lead 

mg/L 

08/21/97 

0.0050 

0.0092 

Analytas  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


s 


ShetaRynn 
Project  Manager 


Page: 


08/25/97    16:08         TX/RX  NO. 9188         P. 003 


AUG.  25.  1997   3:07PM  NO.  5170     P.  2/23 

Sequoia 
Analytical 


f  I  "\        ^Pniinia  «0  Che«pe*kt  Orw«         Red^tKxl  Oty.  CA  94063      (650)  364-9600        PAX  (650)  364-9233 

f     A     1        ^CV^UUia  404  N  Wiftt  Lane  Walnut  Geek.  CA  94598       (510)911-9600         FAX  (510)  911-9673 

•_^3|S     A  1  L2~.*kl  1 19  Striker  Avenue.  Suite  I    Sacramento.  CA  95««4         (916)921-9600        FAX  (916)  931-0100 


SSFUSD 

1 1551  NewcombAve.,  Rm.  103 
jj|  San  Francisco,  CA  94124 

I 

§  Attention:     Bruce  Giannini 


a ient  Proj.  ID:  El  Dorada  ES 
Lab  Pro).  ID.  9708760 


— miimw— nmwinK 
sg-gH^gLj^Miwwi^iMmltw^iiMiini 


Sampled:  08/13/97  ; 
Received:  08/14/97  | 
Analyzed:  see  below  * 


LABORATORY  ANALYSIS 


Anatyte 

1  InWa 

units 

Date 
Analyzed 

ueiecuon 
Limit 

on  m  pie 
Results 

Lab  No:  9708760-01 
oarnpiG  uesc .  uuuilj,i 

Lead 

mg/L 

08/21/97 

0.0050 

0.041  S 

Lab  No:  9708760-02 

Lead 

mg/L 

08/21/97 

0.0050 

0.0014 

Lab  No:  9708760-03 
Sample  Desc :  LIQUID, 3 

Lead 

mg/L 

08/21/97 

0.0050 

N.D. 

Ub  No:  9708760-04 
Sample  Desc :  UQUID,4 

Lead 

mg/L 

08/21/97 

0.0050 

0.0061 

Lab  No:  9708760-05 
Sample  Desc :  LIQUID, 5 

Lead 

mg/L 

08/21/97 

0.0050 

0.0063 

Lab  No:  9706760-06 
Sample  Desc :  UQUID,6 

Lead 

mg/L 

08/21/97 

0-0050 

0.011 

Lab  No:  9708760-07 
Sample  Desc :  UQUID,7 

Lead 

mg/L 

08/21/97 

0.0050 

0.0076 

MfUytee  reported  m  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheia  i-iynn 
Project  Manager 


P»fle: 


08/25/97    16:08         TX/RX  NO. 9188         P. 002 


Page 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


2 


1063  PROJECT:  Micro  Log  In    492  8  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  7 

1551  Newcomb  Avenue,  Rm.  103  EDISON  ES  Date  Sampled  10/3/97 

San  FranciSCO,  CA    94124  Date  Received  1 0/7/97 

Date  Analyzed  10/7/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

25C 

Micro  49288-06 

SINK  DRINKING  FOUNTAIN 
CLASSROOM -021 
THIRD  DRAW 

1.5 

1.0 

Client 

42B 

Micro 

BLANK 

49288-07 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  arming  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Pag*  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  8  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  7 

1551  Newcomb  Avenue,  Rm.  103  EDISON  ES  Date  Sampled  10/3/97 

San  Francisco,  CA    94124  Date  Received  1  0/7/97 

Date  Analyzed  10/7/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

3A 

<  1.0 

1.0 

Micro  49288-01 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  PATIO 
FIRST  DRAW 

Client 

3B 

1.3 

1.0 

Micro  49288-02 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  PATIO 
SECOND  DRAW 

Client 

3C 

1.5 

1.0 

Micro  49288-03 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  PATIO 
THIRD  DRAW 

Client 

25A 

<       1  .0 

1.0 

Micro  49288-04 

SINK  DRINKING  FOUNTAIN 
CLASSROOM -021 
FIRST  DRAW 

Client 

25B 

<  1.0 

1.0 

Micro  49288-05 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  -021 
SECOND  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  ton©a#^nalysrsSfl-erfinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  *  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


AUG.  29.  1997   4:54PM  NO.  5401     F.  34/39 


SPfllini3  680  Chesapeake  Drive         Redwood  City,  CA  94063      (650)  364-9600         FAX  (650)  564-9233 

JC4  404  M.         Lane  Walnut  Geek,  CA  9*599 


Analytical 


404  N.WgM  Lane  Walnut  Geek,  CA  94598      (510)988-9600        FAX  (510)  988-9671 

819  Strike/ Avenue,  Suite  8    Ssenrmento,  CA  95834  (916)  911-9600         FAX  (916)  931-0100 


1SFUSD 

5  1551  Newcomb  Ave.,  Rm.  103 
§  San  Francisco,  CA  94124 

M 

Bruce  Gjannini 


Client  Proj.  ID:  Edison  Elementary 
Lab  Pro].  ID:  9706D36 


id  i  mi  iti  u  n  w— igrrjEJii  m  itm  ui  mmw  ■ 


Sampled:  08/20/97 
Received:  08/25/97 
Analyzed:  see  below 


Analyte 


LABORATORY  ANALYSIS 


Units 


Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708D36-29 
Sample  Desc :  LIQUID. Edison  39 

Lead 


ma/L 


08/28/97 


0.0050 


0.043 


Analytes  reported  as  NLD  ware  not  present  above  the  stated  limit  of  detietton. 


SEQUOIA  ANALYTICAL  -  Elap#1210 


5 


08/29/97  17:44 


TX/RX  NO. 9320         P. 034 


KBQ.  29.  1997  4::4FX  SO.  5401    F.  33/39 

Analytical 


Cctflimta  6f0  Chwapeakr  Drtvr         Redwood  Qiy.  CA  94063      (650)  164-9600        FAX  (650)  364-9233 

OCVJ  UUIO  ^  N  Uft<  ITrftlri  Gwk  CA  945M      (510)  911-900        FAX  (510)  9M  9671 

•  19  Striker  Avowe.SulKB    SkodMO,  CA  9513*  (916)  911-9600         RAX  (916)  921-0100 


| SFUSD 

i  1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 
3 

a  Attention:     Bruce  Gianntni 


Client  Proj  ID:  Edison  Elementary 
Lab  Proj.  ID:  9708D36 


Sampled:  08/20/97  g 
Received.  08/25/97  S 
Analyzed:  see  below  r 

i 

Reported:  08/29/97  | 


LABORATORY  ANALYSIS 


Ana  ryte 

units 

□ate 

Analyzed 

Detection 
Limit 

Sample 
Resulte 

Lab  No:  970BD36-22 

Pi pv^rtl •  1             lift  C *4 innn  Q *X 

sample  uesc .  Liuuiu.taison  oo 

Lead 

mg/L 

06/28/97 

0.0050 

0.0068 

Lab  No:  9708D36-23 

Comnla  T~\ac-n  *  1        1  If n  CHIcAn  *5 if 
waiTipiD  L/SSC  .  LIValUIUfCQISOll 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  NO:  9708D36-24 
Sample  Desc  :  UQUID.Edison  35 

Lead 

mg/L 

08/28/97 

0.0050 

0,0056 

Lab  No:  9708D36-25 
Sample  Desc :  UQUID.Edison  36 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-26 
Sample  Desc :  UQUID.Edison  37 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-27 
Sample  Desc  :  UQUID.Edison  38 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-28 

Sample  Desc :  UQUID,Edtson  Blank 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Si 


Analytes  reported  «s  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Stella  Rynn 
Project  Manager 


Page: 


08/29/97  17:44 


TX/RX  NO. 9320         P. 033 


AUG.  29.  1997   4:53PM  NO.  5401     F.  32/39 

660  Chesapeake  Drtv*  Redwood  City.  CA  94063  (650)  3*4-9600        FAX  (650)  M4-9233 

404  N.  Wiget  Lane  Walnut  Creek.  CA  9459f  (510)9*8-9600         FAX  (3 10)  9M-967J 

819  Sirfter  Avenue,  Suite  8  Sacramento.  CA  951 J4  (916)921-9600         FAX  (916)  921-0100 


fT\  Sequoia 
Analytical 


BnHNMiiinmiimiiiiutuiiw.-^^ 


_  SFUSD 
£  1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco,  CA  94124 


S  Attention:     Bruce  Giannkii 

— i  .■^rr^;paia|!i'.HinhimiinHUjuiiiimininii 


Client  Proj.  ID:    Edison  Elementary  Sampled:  08/20/97  f 

Received:  08/25/97  g 

Lab  Proj.  ID:  9708D36  Analyzed:  see  below  fj 

Reported:  08/29/97  g 


U  ftllllU  iHaHttattHfclTi  tiki  lU  tQO  tii  rSmi  tq'imacFa^arrw^S^:  liO  Qi '  ti^  m  i       w-w  ■  ^M  ^t^u  Hiiift5i> 

LABORATORY  ANALYSIS 


E^a#i*iUuiuvjift"imiMiSiaiii 


Anatyte 

Units 

Date 

Analyzed 

Detection 

Umit 

Sample 
Results 

Lab  No-  9708D36-15 
Sample  Desc :  UQUID.Edison  25 

LSU 

mg/L 

AO  /*>G  /Q7 

A  AAcn 
if.OUau 

A  A4i4 

Lab  No-         9708D36- 1 6 
Sample  Desc .  UQUID.Edison  26 

1  r>m/H 

LBBu 

mg/L 

08/28/97 

0.0050 

N.D. 

Sample  Desc ;  UQUID.Edison  27 

Lead 

mg/L 

08/28/97 

0.0050 

0.0079 

Lab  No:  9708036-18 
Sample  Desc :  UQUID.Edison  28 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No.  9708D36-19 
Sample  Desc :  LIQUID, Edison  29 

Lead 

mg/L 

08/28/97 

0.0050 

N.D 

Lab  No:  9708D36-20 
Sample  Desc :  UQUID.Edison  31 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:         9708D  36-21 
Sample  Desc :  uquid, Edison  32 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Analytu  reported  as  N.D.  were  not  present  abova  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Sheila  Rynn 
Project  Manager 


Page: 


08/29/97  17:44 


TX/RX  NO. 9320         P. 032 


AUG.  23.  1  997   4 : 53FM  |QL  5401     F.  31/39 

fk\  Sequoia 
Analytical 


00  Chetapeake  Dri*t  Redwood  City.  CA  94063  (650)964-9600  FAX  (650)  164-9033 
404  M.  Vigtt  Lane  Vilmn  Creek.  CA  9459C       (5 10)  N 1-9600         FAX  (510)  968-9673 

a  19  Striker  Avenue.  Su»«  I    S«en»cnto.  CA  95«)4         (916)  911-9600         FAX  (916)  911-0100 


1 SFUSD 
!  1551  NewcombAve.,  Rm.  103 
S  San  Francisco.  CA  94124 

Attention:     Bruce  Glannlni 


Client  Proj.  ID:  Edison  Elementary 
Lab  Pro].  ID:  9708D36 


Sampled:  08/20/97  | 
Received:  08/25/97  I 
Analyzed:  see  below  1 


LABORATORY  ANALYSIS 


Ann  K/tf* 

Units 

■TVflts 

Analyzed 

PlgtlleLtiOfl 
S"  V*V^f>l>*Vi  ■ 

Limit 

Results 

Lab  No  9708D36-08 
SamnJp  Dpsc  ■  LIQUID  Edison  6 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-09 
Sanrinie  Desc :  UOUID. Edison  7 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-10 
oampie  L/evsc  .  uuuiUpCOivon  1  r 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-11 
Sample  Desc .  LIQUID, Edison  19 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-12 
Sample  Desc :  UQUID,Edison  21 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-13 
Sample  Desc  :  UQUID.Edison  23 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D36-14 
Sample  Desc :  LIQUID, Edison  24 

Lead 

mg/L 

08/28/97 

0.0050 

0.0054 

Anetytes  reported  as  N.D.  war*  not  prutm  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


08/29/97    17:44        TX/RX  NO. 9320         P. 031 


AUG.  29.  1997   4:53PM  SO.  5401     F.  30/29 


fT\  Sequoia 
~  A  Analytical 


680  Chesapeake  Dn»e  Redwood  City,  CA  94063  (650)  364-9600  FAX  (650)  364-9333 
404  N  Wget  Lane  Walnut  Creek.  CA  94598       (510)9*8-9600         FAX  (510)  988-9673 

8 19  Sinker  Avenue,  Suites    Sacramento.  CA  9SS34         (916)931-9600        FAX  <9l6)  931  0100 


1 SFUSD 
l:  1551  Newcomb  Ave.,  Rm  103 
|  San  Francisco,  CA  94124 

IN  Attention:     Bruce  Giannini 

imnmt--muimiumMMMrrrt     ..r~.  5.75 


Client  Pro].  ID:  Edison  Elementary 
Lab  Proj.  ID:  9706036 


Sampled:  08/20/97  E 

Received:  06/25/97  | 

Analyzed:  see  below  | 

Reported:  08/29/97  j 


Analyte 


LABORATORY  ANALYSIS 


Unit* 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708D36-01 
Sample  Desc :  UQUID.Edison  1 

Lead 


mg/L 


08/28/97 


0.0050 


N.D. 


Lab  No:  9708D36-02 

Sample  Desc :  UQUID.Edison  1  Duplicate 

Lead 


mg/L 


09/26/97 


0.0050 


0.0056 


D 


Lab  No:  9708D36-03 
Sample  Desc :  UQUID.Ediaon  3 

Lead 


mg/L 


08/26/97 


0.0050 


0.030 


Lab  No:  9708D35-04 

Sample  Desc :  UQUID.Edison  3  Duplicate 

Lead 


mg/L 


06/28/97 


0.0050 


0.029  V" 


Lab  No:  9708D36-05 
Sample  Desc :  UQUID.Edison  4 

Lead 


mg/L 


08/28/97 


0.0050 


N.D. 


Lab  No:  9708D36-06 

Sample  Desc :  UQUID.Edison  4  Duplicate 

Lead 


mg/L 


08/28/97 


0.0050 


N.D. 


Lab  No:  9708D36-07 
Sample  Desc :  UQUID.Edison  5 

Lead 


mg/L 


08/28/97 


0-0050 


N.D. 


AnaJytea  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Ryrtn 
Project  Managen 


08/29/97    17:44        TX/RX  NO. 9320         P. 030 


AUG.  21  1997  2:20FM 

fk\  Sequoia 
"  Analytical 


NO.  5121     F.  19/20 


6 BO  Chesapeake  On«c  Redwood  Oty,  CA  94063      (650)  364-9600         FAX  (650)  364  9133 

404  N  VPIaet  Lane  Walnui  Creek.  CA  9459t       (510)  961-9600         FAX  (510)  988-9673 

819  Striker  Avcme.  Suite  ■    Sacramento,  CA  95834         (916)  921-9600        FAX  (916)  91I-OI00 


|  SFUSD 
i  1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco,  CA  94124 


i  Wiunc!.'.  -""SEW.- 
Client  Proj.  ID:     Drew  ES 

Lab  Proj  ID:  9708757 


Sampled:  05/14/97  g 
Reoeived:  08/14/97  5 
Analyzed:  see  below  5 


Anaryte 


LABORATORY  ANALYSIS 


Units 


Dale 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708757-26 
Sample  Desc .  LIQUID,  18  (Dup) 

Lead 


mg/L 


08/19/97 


0.0050 


0.0053 


Anarytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Page:  5 


08/22/97  15:16 


TX/RX  NO. 9162         P. 019 


"AUG.  22.  1997"  2 : 20PM 

/T\  Sequoia 
Analytical 


(00  Chewpeak*  Drive  Redwood  City.  CA  94063 
404  N.  Wi«*  Lane  Walnut  Creek,  CA  94598 

819  Striker  Avenue,  Suite  8    Sacnmcnto,  CA  95834 


NO.  5121     F.  16/20 


(650)  364-9600 
(5ID)  988-9600 
(916)  921-9600 


FAX  (650)  364-9133 
FAX  (510)  988-9673 
FAX  (916)  921-0100 


gSFUSD 
£  1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco,  CA  94124 

a 

g  Attention:     Bruce  Glannkii 


Client  Proj.  ID:  Drew  ES 
Lab  Proj.  ID:  9708757 


r««n!illiiuiunii 

Sampled;  06/14/97  1 

Received:  08/14/97  | 

Analyzed:  see  below  g 
■ 

Reported:  08(22/97  j 

sail 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708757-22 
Sample  Desc :  LIQUID. 22  (Blank) 

Lead 

mg/L 

08/21/97 

0.0050 

N.D. 

Lab  No:  9708757-23 
Sample  Desc :  UQUID,23 

Lead 

mg/L 

08/19/97 

0.0050 

0.013 

Lab  No:  9708757-24 
Sample  Desc :  UQUID,3  (Dup) 

\ 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

D 


Lab  NO!  9708757-25 
Sample  Desc :  LIQUID, 12  (Dup) 

Lead 


mg/L 


08/19/97 


0.0050 


N.D. 


Analytw  reported  as  N.D.  wwi  not  preeem  above  the  stated  Wmtt  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheia  Rynn 
Project  Manager 


Paga: 


08/22/97    15:16         TX/RX  NO. 9162         P. 018 


"AUG.  22.  1  99 "   2:20Fi!  Nc  5121     p  ,7/2Q 

^AHIinia  6*0  0**»peike  DrWt  Rr dwood  Giv  CA  9406J  (650)  364  9600        FAX  (650)  364-9233 

i    A    A       JCljUUia  404  N  Wi««t  Lint  Walnut  Creek,  CA  94598  15»0)  9M-96O0        FAX  (5l0)  ML967J 

AHfllytiCSl  ■  19  Swfter  htm,  Sum  I  Sacramento,  CA  95*34  (916)921  9600         FAX  (916)  921  OlOO 


1  SFUSD 

1 1551  NewcombAve.,  Rm.  103 
1  San  Francisco,  CA  94124 


Attention: 


Bruce  Giannmi 

umuimi?  Hiaar" 


Client  Pro).  ID:  Drew  ES 
Lab  Proj.  ID:  9708757 


Sampled:  06/14/97 
Received:  08/14/97  f 
Analyzed:  see  below  £ 


LABORATORY  ANALYSIS 


Anaryte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No-  9708757-15 
Sample  Desc  :  LIQUID,  15 

Lead 

ma/L 

08/20/97 

0.0050 

N.D. 

Lab  No;  9708757^16 
Sample  Desc :  LIQUID,  16 

Lead 

mg/L 

06/20/97 

0.0050 

0.0063 

Lab  No:  9708757-17 
Sample  Desc :  UQUID,17 

Lead 

mg/L 

08/20/97 

0.0050 

N.D. 

Lab  No:  9708757-18 
Sample  Desc :  UQUID.18 

Lead 

mg/L 

08/21/97 

0.0050 

0.0050 

Lab  No:  9708757-19 
Sample  Desc :  LIQUID,  19 

Lead 

mg/L 

08/19/97 

0.0050 

0.014 

Lab  No:  9708757-20 
Sample  Desc :  UOUID^O 

Lead 

mg/L 

08/19/97 

0.0050 

0.0060 

Lab  No:  9708757-21 
Sample  Desc :  UQUID,21 

Lead 

mg/L 

08/19/97 

0.0050 

0.0050  -/ 

Anarytu  reported  as  N.D.  «*ra  not  present  above  the  stated  limit  of  defection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Rynn 
Project  Manager  / 


Pag*. 


08/22/97  15:16 


TX/RX  NO. 9162         P. 017 


-AUG.  22.  mr  2:19PM  NO.  5121     P.  l6/2( 


Sequoia 
Analytical 


690  Chettfreake  Drive  Redwood  City,  CA  94063  (650)  364-9600  FAX  (650)  364-9233 
404  N  Wiget  Lane  Wnui  Creek,  CA  94598      (510)948.9600        FAX  (510)  988-9673 

819  Striker  Avenue.  Suite  8    Sacramento.  CA  95894  (916)921-9600  fAX  (916)  921-0100 


=isnir 


5 SFUSD 

[J  1551  NewcombAve.,  Rm.  103 
1  San  Francisco,  CA  94124 
I 

g  Attention:     Bruce  Gfannini 


'i  ■  ■HtHIHHm*  --"--uiniinim^—  i  mn 

Cltent  Proj.  ID:  Drew  ES 
Lab  Proj.  ID:  9706757 


Sampled:  08/1 4/97  i 
Received:  08/14/97  § 
Analyzed:  see  below  i 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708757-08 
Sample  Desc :  LIQUID, 8 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

LOU  NO.  9706757-09 

Sample  Desc .  LIQUID,© 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708757-10 
Sample  Desc :  UQU1D,10 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708757-11 
Sample  Desc :  LIQUID,  11 

Lead 

mg/L 

08/19/97 

0.0050 

N.D 

Lab  No:  9708757-12 
Sample  Desc :  LIQUID,  12 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708757-13 
Sample  Desc :  LIQUID,  13 

Lead 

mg/L 

08/20/97 

0.0050 

0.0085 

Lab  No:  9708757-14 
Sample  Desc :  UQUID,14 

Lead 

mg/L 

08/20/97 

0.0050 

N.D. 

Anatyte*  reported  as  N.D.  were  not  present  above  the  stated  HmK  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#i2i0 


Page: 


08/22/97  15:16 


TX/RX  NO. 9162         P. 016 


AUG.  22.  1957  2:19PM  NG  5121  F 


C^n .  ,  0|  o  610  Che«pe»ke  Dnvt         Redwood  City.  CA  94063      (650)  J64.9600        FAX  (650)  164-923  J 

OCV|U^ia  404  N  >T,««  L*«  Wileui  Creek.  CA  9459J       (510)  Ni  9600        FAX  (510)  981-9673 

All2LlytiC2ll  «19Sirik«rAvtnu«,Su.ir«    SmMMMR,  CA  9S«4         (916)921-9600         FAX  (9l6)  92I-OIO0 


SFUSD 

Z  1551  Newcomb  Ave.,  Rm.  103 
S  San  Francisco,  CA  94124 

I 

i  Attention:     Bruce  Gianntni 


Client  Proj.  ID:  Drew  ES 
UbProj.  ID;  9708757 


Sampled:  08/14/97  | 
Received:  08/14/97  £ 
Analyzed:  see  below  5 


LABORATORY  ANALYSIS 


Anaiyie 

1  In'rte 

unns 

Analyzed 

Limit 

Results 

Lab  No:  9708757-01 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Ub  No:  9708757-02 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Ub  No:  9708757-03 
Sample  Desc :  UQUID,3 

Lead 

mg/L 

08/19/97 

00050 

N.D. 

Lab  No:  9708757-04 
Sample  Desc :  UQUID.4 

Lead 

mg/L 

08/19/97 

0  0050 

N.D. 

Ub  No:  9708757-05 
Sample  Desc :  LIQUID.5 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708757^)6 
Sample  Desc :  UQUID.6 

Lead 

mg/L 

08/19/97 

0.0050 

0.0091 

Ub  No:  9708757-07 
Sample  Desc :  UQUID.7 

Lead 

mg/L 

08/19/97 

0.0050 

0.0073 

3 


AneJytee  reported  as  N.D.  were  not  present  above  the  slated  Imlt  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flyrin 
Project  Manager 


Page: 


08/22/97    15:16         TX/RX  NO. 91 62         P. 015 


JAN-07-98  MED  05:38  PH 


P.  05/06 


Pcge  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311  IB 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U-S.D. 
DOWNTOWN  HS 


Micro  Log  In  51850 
Total  Samples  3 
DateSemfiled  1/6/98 
Date  HoceiVOd  1  /6/9S 
Oate  Analyzed  1/7/98 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

6A 

Micro  51650-01 

CHUNKING  FOUNTAIN 

COMBOR  C8Q. 1ST  FLOOR  NEXT  TO  OFFICE 
R£  SAMPLE 

12.3 

1.0 

Client 

6B 

I 

Micro 

51850-02 

1.0 

PRINKING  FOUNTAIN 

CORRIDOR  C90, 1ST  FLOOR  NEXT  TO  OFFICE 
RESAMPL& 

7.7 

,  Client 

60 

Micro  51650-03 

DRINKING  FOUNTAIN 

CORRIDOR  CM.  1ST  FLOOD  NEXT  TO  OFFICE 
RESAMPLE 

16.9 

i.o  ; 

I 
i 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories.  Inc.  is  accredited  for  toed  analysis'  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Lao  oratory  Accreditation  Program  (ELAP).  Certificate  #1037.  Samples  ate  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  W«n  Method  31 138  (Standard  Momooa  for  tno  Ejmmtnotion  c  water  mnd  waat+wotor,  ieth  ©ditton,  ieea.  Arftorican  Public  Hearm 
Association.  American  Water  Works  Asso6ation.  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation;  ppb  =  parts  per  trillion. 


5*00  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0624 


01/07/98    17:35         TX/RX  NO. 1760         P. 005 


Pag*  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49320 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  DOWNTOWN  HS  Date  Sampled  1 0/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/97 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINK) 
1STFLC 
FOLLO 

1  A 

49320-01 
NG  FOUNTAIN 

xmc-M 
mr-up 

15.3 

1.0 

Client 
Micro 

DRINK) 
1ST  FLC 
FOLLO! 

1  B 

49320-02 

HG  FOUNTAIN 
MR  CM 
DMIP 

4.6 

1.0 

Client 
Micro 

DRINKII 
1ST  FLC 
FOLLO\ 

1C 

49320-03 

MG  FOUNTAIN 
ICR  CM 
Af-UP 

12.0 

1.0 

Client 
Micro 

BLANK 

31 

49320-04 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leWfinalysisfn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 
1 063  PROJECT:  Micro  Log  In    4  8116 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  8 

1551  Newcomb  Avenue,  Rm.  103  DOWNTOWN  HS  Date  sampled  8/30/97 

San  FranciSCO,  CA    94124  Date  Received  9/3/97 

Date  Analyzed  9/3/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

ORINKI 
CORRIC 
FIRST  t 

#6 

48116-06 

HQ  FOUNTAIN 

OR  C90, 1ST  FLOOR 

IRAW 

26.8 

1.0 

Client 
Micro 

DRINKII 
CORRIC 
FIRST  C 

#7 

48116-07 

1G  FOUNTAIN 

OR  C90, 2ND  FLOOR 

IRAW 

27.7 

1.0 

Client 
Micro 

BLANK 

#8 

48116-08 

<  1.0 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  indrtrrkihg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Pag*  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  48116 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  8 

1551  Newcomb  Avenue,  Rm.  103  DOWNTOWN  HS  Date  Sampled  8/30/97 

San  Francisco,  CA  94124  _ 

'  Date  Received  9/3/97 

Date  Analyzed  9/3/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


#  1 


Micro  48116-01 

DRINKING  FOUNTAIN 
CORRIDOR  C91, 1ST  FLOOR 
FIRST  DRAW 


8.2 


1.0 


Client 


#2 


Micro  48116-02 

DRINKING  FOUNTAIN 
CORRIDOR  C91, 2ND  FLOOR 
FIRST  DRAW 


4.4 


1.0 


Client 


#3 


Micro  48116-03 

DRINKING  FOUNTAIN 
CORRIDOR  C91  3RD  FLOOR 
FIRST  DRAW 


8.5 


1.0 


Client 


#4 


Micro  48116-04 

SINK  FAUCET,  ROOM  310 
THIRD  FLOOR,  SMALL  KITCHEN 
FIRST  DRAW 


1.4 


1.0 


Client 


#5 


Micro  48116-05 

DRINKING  FOUNTAIN 
CORRIDOR  C91,  FOURTH  FLOOR 
FIRST  DRAW 


12.4 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forTead~an^ys*sun_dftpking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063                                                                     PROJECT:  Micro  Log  In    48  5  77 

SFUSD  -  Asbestos  Control  Program                   S.F.U.S.D.  Total  samples  1  4 

1551  Newcomb  Avenue,  Rm.  103  JAMES  DENMAN  MS  DateSampied  9/17/97 
San  Francisco,  CA  94124 


Date  Received  9/17/97 
Date  Analyzed  9/17/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

632-11 

Micro 

48577-1 1 

1.0 

DRINKING  FOUNTAIN 

C95  •  3RD  FLOOR  OUTSIDE  RM  304 

FIRST  DRAW 

1.4 

Client 

632-12 

Micro 

48577-12 

1.5 

1.0 

MULTI  DRINKING  FOUNTAIN 
EXT.  COURTYARD  OUTSIDE  RM  005 
FIRST  DRAW 

Client 

632-13 

Micro  48577-13 

DRINKING  FOUNTAIN 
C95  -4TH  FLOOR 
FIRST  DRAW 

21.4 

1.0 

Client 

632-14 

Micro 

BLANK 

48577-14 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in  drTnKmg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


2 


1063                                                                           PROJECT:  Micro  Log  In    48  577 

SFUSD  -  Asbestos  Control  Program                   S.F.U.S.D.  Total  Samples  1  4 

1551  Newcomb  Avenue,  Rm.  103  JAMES  DENMAN  MS  DateSampied  9/17/97 
San  Francisco,  CA  94124 


Date  Received  9/1  7/97 
Date  Analyzed  9/17/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

632-6 

1.4 

1.0 

Micro  48577-06 

DRINKING  FOUNTAIN 

C95  -  FIRST  FLOOR  OUTSIDE  ROOM  114E 

FIRST  DRAW 

Client 

632-7 

4.0 

1.0 

Micro  48577-07 

DRINKING  FOUNTAIN 

C91  -  FIRST  FLOOR  AUDITORIUM  WING 

FIRST  DRAW 

Client 

632-8 

1.3 

1.0 

Micro  48577-08 

DRINKING  FOUNTAIN 

C95  ■  2ND  FLOOR  OUTSIDE  ROOM  204 

FIRST  DRAW 

Client 

632-9 

<  1.0 

1.0 

Micro  48577-09 

DRINKING  FOUNTAIN 

C95  -  2ND  FLOOR  OUTSIDE  RM  214 

FIRST  DRAW 

Client 

632-10 

<  1.0 

1.0 

Micro  48577-10 

DRINKING  FOUNTAIN 

C95  -  3RD  FLOOR  OUTSIDE  RM  314 

FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Farid  Rame2 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinMqg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc..  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  JAMES  DENMAN  MS 
San  Francisco,  CA  94124 


Micro  Log  In    4  8  5  77 
Total  Samples  1  4 
Date  Sampled  9/17/97 
Date  Received  9/17/97 
Date  Analyzed  9/17/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

632-1 

Micro 

48577-01 

1 .7 

1.0 

DRINKING  FOUNTAIN 
584 -1ST  FLOOR 
FIRST  DRAW 

Client 

632-2 

Micro 

48577-02 

1.7 

1.0 

DRINKING  FOUNTAIN 
ROOM  050  BASEMENT  FLOOR 
FIRST  DRAW 

Client 

632-3 

Micro 

48577-03 

1.0 

DRINKING  FOUNTAIN 
C99  -  BASEMENT  FLOOR 
FIRST  DRAW 

2.2 

Client 

632-4 

Micro 

48577-04 

1.0 

DRINKING  FOUNTAIN 
C99  -  FIRST  FLOOR 
FIRST  DRAW 

4.5 

Client 

632-5 

Micro  48577-05 

DRINKING  FOUNTAIN 

095  •  FIRST  FLOOR  OUTSIDE  ROOM  105 

FIRST  DRAW 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  anaJfotsjnjJrinlftng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49189 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  WILLIAM  DE  AVILA  ES  Date  Sampled  10/2/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/3/97 

Date  Analyzed  10/3/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

9A 

4.3 

1.0 

Micro  49189-01 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LELVEL  •  EAST  SIDE 
FIRST  DRAW 

Client 

9B 

2.8 

1.0 

Micro  49189-02 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LELVEL  -  EAST  SIDE 
FIRST  DRAW 

Client 

9C 

4.1 

1.0 

Micro  49189-03 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LELVEL  •  EAST  SIDE 
FIRST  DRAW 

Client 

BLANK 

<  1.0 

1.0 

Micro 

BLANK 

49189-04 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lesrekanajws^njjritjking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1  03a  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  47421 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  4 

1551  Newcomb  Avenue,  Rm.  103  WILLIAM  DE  AVILA  ES  Date  Sampled  8/15/97 

San  FranciSCO,  CA    94124  Date  Received  8/ 1  5/97 

Date  Analyzed  8/20/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1 1 

Micro  47421-11 

SINK  FAUCET 

FIRST  FLOOR  SINK  IN  LIBRARY  OFFICE 
FIRST  DRAW 

4.8 

1.0 

Client 

1  2 

Micro 

47421-12 

10.1 

1.0 

DRINKING  FOUNTAIN 
3RD  FLOOR  LEVEL  BETWEEN 
RM.  310  AND  309 
FIRST  DRAW 

Client 

1  3 

Micro 

47421-13 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
FIRST  LEVEL  PLAYGROUND  •  EAST  SIDE 
FIRST  DRAW 

2.4 

Client 

1  4 

Micro 

47421-14 

11.4 

1.0 

DRINKING  FOUNTAIN 

3RD  FLOOR  LEVEL  HALLWAY 

FIRST  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysts  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47421 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  4 

1551  Newcomb  Avenue,  Rm.  103  WILLIAM  DE  AVILA  ES  Date  Sampled  8/15/97 

San  Francisco,  CA  94124  -  .  n  . 

'  Date  Received  8/15/97 

Date  Analyzed  8/20/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

6 

3.4 

1.0 

Micro  47421-06 

MULTIPLE  DRINKING  FOUNTAIN 

FIRST  FLOOR  LEVEL  PLAYGROUND  (WEST) 

FIRST  DRAW 

Client 

7 

<  1.0 

1.0 

Micro  47421-07 

MULTIPLE  DRINKING  FOUNTAIN 

FIRST  FLOOR  LEVEL  PLAYGROUND  (WEST) 

FIRST  DRAW 

Client 

8 

<     1 .0 

1.0 

Micro  47421-08 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL  -  NORTH  SIDE 
FIRST  DRAW 

Client 

9 

12.5 

1.0 

Micro  47421-09 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL  EAST  SIDE 
FIRST  DRAW 

Client 

1  0 

2.5 

1.0 

Micro  47421-10 

DRINKING  FOUNTAIN 

FIRST  FLOOR  LEVEL  NEXT  TO  LADIES' 

BATHROOM 

FIRST  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fo7lead~Bnalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7421 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  4 

1551  Newcomb  Avenue,  Rm.  103  WILLIAM  DE  AVILA  ES  DateSampied  8/15/97 

San  FranciSCO,  CA    94124  Date  Received  8/15/97 

Date  Analyzed  8/20/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

BLANK 

1 

<  1.0 

1.0 

47421-01 

Client 

2 

6.1 

1.0 

Micro  47421-02 

DRINKING  FOUNTAIN 
FIRST  FLOOR  LIBRARY 
FIRST  DRAW 

Client 
Micro 

DRINKII 
SECON 
FIRST  C 

3 

5.2 

1.0 

47421-03 

HG  FOUNTAIN 

3  FLOOR  OUTSIDE  RM.  209 

>RAW 

Client 

4 

<  1.0 

1.0 

Micro  47421-04 

DRINKING  FOUNTAIN 
STREET  LEVEL  (WALLER  ST) 
PLAYGROUND  (EAST) 
FIRST  DRAW 

Client 

5 

<  1.0 

1.0 

Micro  47421-05 

DRINKING  FOUNTAIN 

STREET  LEVEL  (WALLER  ST)  PLAYGROUND 
FIRST  DRAW 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foNaad  aoa1ysTs~tn-^rmkinq  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Pag*  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8  006 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  GLORIA  DAVIS  Date  Sampled  8/29/97 

San  FranciSCO,  CA    94124  (LlW*  Date  Received  8/30/97 

Date  Analyzed  8/30/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

641-7A 

Micro 

48006-01 

3.8 

1.0 

DRINKING  FOUNTAIN 
FIRST  FLOOR  CORRIDOR  C91 
ADJ.  TO  ROOM  114 
FIRST  DRAW 

Client 

641-7B 

Micro 

48006-02 

3.9 

1.0 

DRINKING  FOUNTAIN 
FIRST  FLOOR  CORRIDOR  C91 
ADJ.  TO  ROOM  114 
SECOND  DRAW 

Client 

BLANK 

Micro 

BLANK 

48006-03 

<  1.0 

1.0 

Client 

641-7C 

Micro  48006-04 

DRINKING  FOUNTAIN 
FIRST  FLOOR  CORRIDOR 
ADJ.  TO  ROOM  114 
FIRST  DRAW 

15.4 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foTTeBd-armlysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


AUG.  27.  1997  4:35PM 

£7>j|  Sequoia 
Analytical 


NO.  5294     P.  29/44 

6BO  Chesapeake  DrWe  Redwood  Gty,  CA  94063  (650)364-9600  FAX  (650)  364-9233 
404  K.  w\fet  Lane  Walnut  Creek,  CA  94598       (510)  911  9600         FAX  (510)  9M-9673 

ai9Sthkcr  Avenue,  Suite  8    Sacramento.  CA  95134  (916)  921  96O0  FAX  (916)  921-0100 


  sflH.'iflwtanu 

1SFUSD 

1 1551  Newcomb  Ave.,  Rm.  103 
S  San  Francisco,  CA  94124 

as 
B 

I  Attention:     Bruce  Gtannlnl 


Client  Proj.  ID:  1 1 95  Hudson.  Site  #641 
Lab  ProJ.  ID:  9708B69 


Sampled:  06/17/97  V% 
Received:  08/22/97  | 
Analyzed:  see  below  j§ 


LABORATORY  ANALYSIS 


Anmlyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  Mo:  9706869-06 
Sample  Desc :  UQUID,641-7 

Lead 

mg/L 

08/26/97 

0.0050 

0.052 

Lab  No:  9708B69-09 
Sample  Desc :  UQUID.641-8 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B69-10 

Sample  Desc :  UQUID,641-9  (Blank) 

Lead 

mg/L 

08/26/97 

0-0050 

N.D. 

Lab  No:  9706869-11 
Sample  Desc :  UQUID.641-10 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B69-12 
Sample  Desc :  UQUID.641-11 

Lead 

mg/L 

08/26/97 

0.0050 

0.018 

AnaJytw  reported  a*  N.D.  were  not  present  above  the  stated  IWnJt  of  detection, 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Bynn 
Project  Manager 


Peg* 


08/27/97  17:27 


TX/RX  NO. 9248         P. 029 


AUG.  11.  1997  4:35FM 

ft\  Sequoia 
Analytical 


5*0  Chrs*peakr  Dm*  Redwood  Gty,  CA  9406) 
404  N  Wifct  Une  Wilnui  Cmk,  CA  9459* 

•19  Striker  Avow,  Suite  «    Suhmmo,  CA  958 U 


NO.  5294    F.  28/44 


(650)  364  9600  FAX  (650)  364-913  J 
(S10)  988-9600  FAX  (510)  981-9673 
(916)  921-9600         FAX  (9i6)  92I-CIO0 


_  SFUSD                                       Client  Proj.  ID:     1 195  Hudson,  Srte  #641  Sampled:  08/17/97  g 

*  1551  Newcomb  Ave..  Rm  103  Received:  08/22/97  i 

ti  San  Frandsco,  CA  94124                Lab  Proj.  ID:  9708B69  Analyzed:  see  below  I 

s  i 

g  Attention:      Bf'^G'an?-i^^||||||||-MM^-- ^^ffl|BU)lflTOP1iaffIES^— X-^— -i— -"^--"^aiWij'^^^  08/27 /97^| 

LABORATORY  ANALYSIS 

Analyto                                            Unite              Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  No:  9706869-01 

CamnlA  IVm.,,  •  1          \\T\  *J1  4 

oampie  Desc  .  uwUiufo4 1- 1 

i  _  _ _j 
Lead 

 /■ 

mg/L 

r\n  /a0  irw 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B69-02 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Ub  NO  9708B69-03 
Sample  Desc :  UQUID,641-2 

Lead 

mg/L 

08/26/97 

0.005Q 

N.D. 

Ub  No:  9708669-04 
Sample  Desc .  U QUID, 64 1-3 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Ub  No:  9708B69-05 
Sample  Desc :  UQUID,84l-4 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Ub  No:  9708B69-06 
Sample  Desc :  UQUID,64i-5 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Ub  No-  9708B69-07 
Sample  Desc :  UQUID.641-6 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Analytos  reported  as  N  O.  were  not  prevent  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/27/97    17:27         TX/RX  NO. 9248         P. 028 


AUG.  27.  1997  10 :28AM 


NC.  526?  F. 


22/26 


rf\  Sequoia 
Analytical 


660  Chesapeake  Drive  Redwood  City,  CA  94063 

MM  N  Wgct  Une  Walnut  Creek.  CA  94598 

•  19  Striker  Avenue.  Suite  I    Sacramento,  CA  9583* 


(650)  364.9600 
(510)  9*8-9600 
(916)  931-9600 


FAX  (650)  364-9333 
FAX  (5J0)  988-9673 

Fax  (9)6)  911-oioG 


 M— 8MHi— HM  

■umn  «WMMiiiSa 
!E  SFDSD 

g  1551  Nevvcomb  Ave.,  Rm.  103 
i  San  Francisco,  CA  94124 

jjj 

gj  Attention:     Bruce  Gianntni 


Client  Proj.  ID:  Site  #1550  Evans  St 
Lab  Proj.  ID:  9708656 


mssimmm 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Umit 


Sample 
Results 


Lab  No:  9708B58-O1 

OaPMViIa  r\Aumn  •   1    lf"\!  1  1 4  CCA  4 

sample  uesc :  uuuid,  isso-i 

Lead 

MQ/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B58-02 
Sample  Desc :  LIQUID.15S0-1  Dup 

V 

N.D. 

Lead 

mg/L 

08/25/97 

0.0050 

Lab  No:  9708B56O3 
Sample  Desc :  LIQUID, 1550-2 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B58-04 
Sample  Desc :  LIQUID, 1550-3 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708856-05 

Sample  Desc :  LIQUID, 1550-4  (Blank) 

Lead 

mg/L 

08/26/97 

0-0050 

N.D.  ^ 

Lab  No:  9708B58-06 
Sample  Desc :  UQUlD,isso-5 

Lead 

mg/L 

08/26/97 

0.0050 

t 

0.026 

AntJytM  reported  ac  N.D.  were  not  present  above  the  stated  Dm  ft  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Pago:  i 


08/27/97    11:23         TX/RX  NO. 9237         P. 022 


tt%31-99  WED  10:37  AM 


FAX  NO. 


1 


Page  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue.  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SARAH  B.  COOPER 
PROJECT  NO.  B-2243 


Micro  Log  in  66557 
Tout  Samples  7 
Dalo  Sampled  3/23/99 
Date  Received  3/25/99 
Data  Analyzed  3/30/99 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client  |            COOPER  JP^^f!  / 

Micro   66557^06  / 

2ND  DRAW,  ROOM  3 
SINK  DRINKING  FOUNTAIN 

<  1 

1 

Client             COOPER  BL 

Micro  66557-07 
BLANK 

<  1 

1 

\£   Farid  Ramecpnzadoh,  M&r 


3/30/9*  Analyst: 


TT 


Technical  Supervisor: 

Date  Reported 

Micro  Analytical  Laboratories.  Inc.  *  aoorediled  for  lead  analysis  In  drinking  water  by  the  California  Depertmont  of  Health  Servicas,  Environment 
Laboratory  Accreditation  Program  (EUAP),  Certificate  #1087.  Samplaa  ara  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spotiromotry 
accordance  with  Method  311SB  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  1B1h  edition,  1992,  American  Public  Haall 
Association,  American  Water  Works  Association,  Weier  Pollution  Control  Fodo ration).  This  report  must  not  be  reproduced  except  In  lull,  with  lh 
approval  ot  Micro  Analytical  Laboratono*.  Inc.,  and  psrtatna  only  to  tho  samples  analyzao.  Unit  explanation:  ppb  «  parte  par  blifion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0524 


M%31-99  WED  10:36  AM 


FAX  NO. 


P.  02/16 


Pago  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    66  5  57 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Tout  sample  7 

1551  Newcomb  Avenue,  Rm.  103  SARAH  B.  COOPER  Date  Sampled  3/23/99 

San  Francisco,  CA  94124  PROJECT  NO.  B-2243  Date  Received  3/25/99 

Date  Analyzed  3/30/99 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client            COOPER  >A^")rV  j 

Micro   66557-01  f>) 

1ST  DRAW  ^""^ 
EXTERJOR  COURTYARD 
MULTIPLE  DRINKING  FOUNTAIN 

<  1 

1 

Client             COOPER  JST  ")VJ 
Micro   66557-02            '■  (  4% 

tHO  DRAW                             ^  ^ 

EXTEAtOR  COURTYARD 
MULTIPLE  DRINKING  FOUNTAIN 

<  1 

1 

Cfient  COOPER^A^p 

Micro  66557-03 

1ST  DRAW.  ROOM  4 

SINK  DRINKING  FOUNTAM 

2 

1 

Client  COOPER^tsn^j 

Micro  66557-04                 f  A/ 

2ND  DRAW,  ROOM  4 
SINK  DRMKMQ  FOUNTAM 

<  1 

1 

Client              COOPER  >#f  W  / 
Micro  66557-05 

1ST  DRAW,  ROOMS   

SINK  DRMKMQ  FOUNTAM 

<  1 

1 

Technical  RuP»ruisnr         ^\AA/uU\rJ/ QJJ    3/30/99       Analyst:   w  

Ftnd  Ramexanfckdah,  M,S.        Date  Reported 

More  Analytical  Laboratories.  Inc.  Is  accredit**  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Hearth  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  arc  analyzed  by  Platform  Graphic  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  91138  (Standard  Methods  lor  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Hearth 
Association,  American  Water  Works  Association,  Watar  Pollution  Control  Federation}.  This  report  must  not  be  reproduced  except  in  run,  with  the 
approvafof  Micro  Analytical  Ubonrtorios,  Inc.,  and  pattern*  only  to  lr*  aampta  analyzed.  Um't  •tplanalion:  ppb  =  carls  per  Wfoa 

5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-0624 


Page  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47743 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  8 

1551  Newcomb  Avenue,  Rm.  103  COOPER  CC  DateSampied  8/21/97 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  9/1/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  F/ 
2ND  FL 
FIRST  C 

6 

47743-06 
KUCET 

DOR  -  MIDDLE  CLASSROOM 
)RAW 

2.8 

1.0 

Client 
Micro 

BLANK 

7 

47743-07 

<  1.0 

1.0 

Client 
Micro 

SPIKED 

8 

47743-08 

46.6 

1.0 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaa  anatysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In  47743 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  8 

1551  Newcomb  Avenue,  Rm.  103  COOPER  CC  Date  Sampled  8/21/97 

San  FranciSCO,  CA    94124  Date  Received  8/2  5/9  7 

Date  Analyzed  9/1/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


Micro  47743-01 

SINK  FAUCET 

1ST  FLOOR  -  WEST  CLASSROOM 
FIRST  DRAW 


1.0 


1.0 


Client 


Micro  47743-02 
SINK  FAUCET 

1ST  FLOOR  -  EAST  CLASSROOM  CLOSET 
FIRST  DRAW 


1.0 


1.0 


Client 


Micro  47743-03 
SINK  FAUCET 

2ND  FLOOR  •  EAST  CLASSROOM 
FIRST  DRAW 


4.8 


1.0 


Client 


Micro  47743-04 
SINK  FAUCET 

2ND  FLOOR  -  WEST  SIDE  CLASSROOM 
FIRST  DRAW 


9.5 


1.0 


Client 


Micro  47743-05 
SINK  FAUCET 

2ND  FLOOR  -  WEST  SIDE  KITCHEN 
FIRST  DRAW 


1.4 


1.0 


Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037l_^BmpJas)are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Pag*  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  90 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3 

1551  Newcomb  Avenue,  Rm.  103  COBB  CC  DateSampted  10/2/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/7/97 

Date  Analyzed  10/7/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

MULTIP 

OUTSID 
FIRST  t 

8 

49290-01 

LE  DRINKING  FOUNTAIN 
E 

RAW 

2.3 

1.0 

Client 
Micro 

MULTIP 
OUTSID 
RRST  C 

9 

49290-02 

LE  DRINKING  FOUNTAIN 
E 

(RAW 

<  1.0 

1.0 

Client 
Micro 

BLANK 

10B 

49290-03 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadanalysis >r-d*mWhg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #Tt)37.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


AUG.  29.  1997   4:47PM  NO.  5401     F.  14/39 


/T^V  Sequoia 
Analytical 


680  OvcMp**lt«  Drtve  Redwood  City.  CA  94063      (650)  364-9600         FAX  (650)  364-9133 

404  N.  Wiget  Lane  Walnut  Creek,  CA  94598      (5 1 0;  918-9600         FAX  (510)  998-9673 

819  Striker  Avcttw,  Suitt  8    Stcramento,  CA  95834  (916)  921-9600         FAX  (9«6)  921-0100 


_SFUSD 

S  1551  Newcomb  Ave..  Rm.  103 
=  San  Francisco,  CA  94124 
I 

|  Attention:     Bruce  Giannlnl 

£=»S!!!!r 


Client  Proj.  ID:  Cobb 
Lab  Proj.  ID:  9708 D00 


Sampled:  08/24/97 
Received:  08/25/97  | 
Analyzed:  see  below  g 


Analyte 


LABORATORY  ANALYSIS 


Units 


Data 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  970BD00-08 
Sample  Desc :  UQUID.Cobb  7 

Lead 


mg/L 


08/28/97 


0.0050 


0.01 


Analyte*  reported  as  N.D.  wore  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Page: 


08/29/97    17:44        TX/RX  NO. 9320         P. 014 


AUG.  29.  195"  4 : 46FM  SO.  5401     F.  13/39 

Analytical 


Spniini/i  610  Chcopukc  CWivc         Redwood Cty,  CA  9406)      (650)  364-9600         FAX  (650)  J64-91J} 

JCVJUUIO  404  N.  Wijtt  L»«H  W«lmit  Oei.  CA  945M       (510)  Mi- 9600         FAX  (510)  98(>967] 

Itj  Str±*  A— — »  SuiU  I    Wnm.ruo,CA  95A34  (916)  911-9600         FAX  (916)  Ml-OlOO 


*  SFUSD 

1 1551  Newcomb  Ave.,  Rm.  103 
'5  San  Francisco.  CA  94124 

I 

!  Attention:     Bruce  Giannini 

--^^r-^a^iQjuin.iKimuiiiinnr  i—  ■  ijiiiuiMftjit 


^nniitiiilll<lliliTiniJn"iniil7i«Jn«ia 


Client  Proj.  ID:  Cobb 
Lab  Proj  ID:  9706DO0 


Sampled:  06/24/97  S 

Received:  08/25/97  | 

Analyzed:  see  below  i 

Reported.  Ofl/29^97  § 


Analyte 


LABORATORY  ANALYSIS 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708000-01 

Sample  Desc .  UQUID.Cobb  i 
Lead 


mg/L 


08/28/97 


00050 


N.D. 


Lab  No:  9708DOO-02 

Sample  Desc  :  LIQUlD.Cobb  1  Duplicate 

Lead 


mg/L 


08/28/97 


0.0050 


N.D. 


Lab  No:  9708DOO-03 
Sample  Desc :  UQUID.Cobb  2 

Lead 


mg/L 


08/28/97 


0.0050 


N.D. 


Lab  No:  9708DOO-04 
Sample  Desc  :  UQUID.Cobb  3 

Lead 


mg/L 


08/28/97 


0.0050 


N.D. 


Lab  No:  9708D0O-O5 
Sample  Desc  :  UQUID,Cobb  4 

Lead 


mg/L 


08/28/97 


00050 


N.D. 


Ub  No:  9708D0O-06 
Sample  Desc :  UQUID.Cobb  5 

Lead 


mg/L 


08/28/97 


0.0050 


N.D. 


Lab  NO:  9708D00-07 

Sample  Deec  :  LIQUID, Cobb  8  Blank 


Lead 


mg/L 


08/28/97 


0.0050 


N.D. 


Analyte*  reported  as  N.D.  wore  not  prasam  above  the  stated  limit  of  detection. 

SEOUOIA  ANALYTICAL  ELAP#1210 


Sheila  Rynn 
Project  Manager 


Page; 


08/29/97    17:44         TX/RX  NO. 9320         P. 01 3 


Page  5 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    478  44 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  25 

1551  Newcomb  Avenue,  Rm.  103  CLEVELAND  ES  Date  Sampled  8/22/97 

San  FranciSCO,  CA    94124  Date  Received  8/26/97 

Date  Analyzed  8/31/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SPIKED 

97-W00753-5 

47844-21 
SAMPLE 

18.5 

1.0 

Client 
Micro 

DRINKI 
B01A 

22 

47844-22 
HQ  FOUNTAIN 

<  1.0 

1.0 

Client 
Micro 

SINK  Fi 
B01A 

23 

47844-23 
kUCET 

3.4 

1.0 

Client 
Micro 

MULTIP 
LEFT  SI 
YARD 

24 

47844-24 

LE  DRINKING  FOUNTAIN 

DE  MULTIPLE  DRINKING  FOUNTAIN 

<  1.0 

1.0 

Client 
Micro 

MULTIP 
RIGHT! 
YARD 

25 

47844-25 

LE  DRINKING  FOUNTAIN 

SIDE  MULTIPLE  DRINKING  FOUNTAIN 

5.7 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories.  Inc.  is  accredited  for  lead-analysis  irT~doaking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Pag*  4 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47844 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  25 

1551  Newcomb  Avenue,  Rm.  103  CLEVELAND  ES  Date  Sampled  8/22/97 

San  FranciSCO,  CA    94124  Date  Received  8/26/97 

Date  Analyzed  8/31/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
21 4A 

1  6 

47844-16 
UICET 

<  1.0 

1.0 

Client 
Micro 

SINK  ft 
21 SA 

1  7 

47844-17 
UICET 

<      1 .0 

1.0 

Client 
Micro 

DRINKII 
SECON 
C90HAJ 

1  8 

47844-18 
*JG  FOUNTAIN 

D  FLOOR  DRINKING  FOUNTAIN 

IX 

<  1.0 

1.0 

Client 
Micro 

WATER 
B03A 

1  9 

47844-19 
FAUCET 

<  1.0 

1.0 

Client 
Micro 

BLANK 

20 

47844-20 

<  1.0 

1.0 

Technical  Supervisor:      '  j_l  — tf2g££     9/6/97         Analyst:   !!L 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-enatysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CLEVELAND  ES 


Micro  Log  In  47844 
Total  Samples  2  5 
Date  Sampled  8/22/9  7 
Date  Received  8/26/97 
Date  Analyzed  8/31/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
1STFLC 

1 1 

47844-1 1 
UICET 

X3R  HALL  R.R. 

<  1.0 

1.0 

Client 
Micro 

21  OA 

1  2 

47844-12 

<  1.0 

1.0 

Client 
Micro 

WATER 

FACUL1 

1  3 

47844-13 

FAUCET 
nr  LUNCH  RM. 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 
211A 

1  4 

47844-14 
UICET 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 
21 2A 

1  5 

47844-15 
UICET 

<  1.0 

1.0 

Technical  Supervisor:     g       — — 9/6/97  Analyst:  

Farid  Rarne^^de^T>!hS. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis linTJnnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47844 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  25 

1551  Newcomb  Avenue,  Rm.  103  CLEVELAND  ES  Date  Sampled  8/22/97 

San  Francisco,  CA  94124  _  ,  _  . 

'  Date  Received  8/26/97 

Date  Analyzed  8/31/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

WATER 
108A 

6 

47844-06 
FAUCET 

<  1.0 

1.0 

Client 
Micro 

DRINKI 

1st  n_ 

7 

47844-07 

HQ  FOUNTAIN 
C90(HALL) 

<  1.0 

1.0 

Client 
Micro 

WATER 
OFFICE 

8 

47844-08 

FAUCET 
R.R. 

<  1.0 

1.0 

Client 
Micro 

WATER 
PRINCIF 

9 

47844-09 

FAUCET 
»AL  R.  R. 

<  1.0 

1.0 

Client 
Micro 

BLANK 

1  0 

47844-10 

<  1.0 

1.0 

Technical  Riipflrvisnr      y  b—^ — y^~y<^<  9/b/i»/  Analyst: 


9/6/97  Analuct-  FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  «  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  844 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  25 

1551  Newcomb  Avenue,  Rm.  103  CLEVELAND  ES  Date  Sampled  8/22/97 

San  FranciSCO,  CA    94124  Date  Received  8/26/97 

Date  Analyzed  8/31/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
BASEM 

1 

47844-01 

MJCET 

ENT  GIRLS'  RM. 

<      1 .0 

1.0 

Client 
Micro 

WATER 
BASEM 

2 

47844-02 

FAUCET 
ENT  WF  (LEFT) 

<  1.0 

1.0 

Client 
Micro 

WATER 
BASEM 

3 

47844-03 

FAUCET 
ENT  WF  (RIGHT) 

<     1 .0 

1.0 

Client 
Micro 

SINK  Ft 
BASEM 

4 

47844-04 
OlCET 

ENT  BOYS'  RM. 

<  1.0 

1.0 

Client 
Micro 

WATER 
10SA 

5 

47844-05 
FAUCET 

<  1.0 

1.0 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Tead-aflalysTs-trrdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    5  0766 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  4 

1551  Newcomb  Avenue,  Rm.  103  CLAREDON  ES  Date  Sampled  11/12/97 

San  FranciSCO,  CA    94124  fr-l"**^  Date  Received  1 1  /1 8/97 

Date  Analyzed  11/19/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

478-3A 

Micro 

50766-01 

1.6 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  C92 
1ST  DRAW 

Client 

478-3B 

Micro 

50766-02 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  C92 
2ND  DRAW 

1.5 

Client 

478-3C 

Micro 

50766-03 

1.7 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  C92 
3RD  DRAW 

Client 

478-BLANK 

Micro 

50766-04 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  for  leacLanalysjs  insdrinkThg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samptes-ai*  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CLARENDON  ES  #478 


Micro  Log  In    4  7  6  0  8 
Total  Samples  30 
Date  Sampled  8/17/97 
Date  Received  8/21/97 
Date  Analyzed  8/21/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

478-26 

Micro 

47608-26 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
1ST  FLOOR  -  OUTSIDE  BLDG  &  TS2 
FIRST  DRAW 

2.6 

Client 

478-27 

Micro 

47608-27 

SINK  DRINKING  FOUNTAIN 
BUNGALOW  CLASSROOM 
FIRST  DRAW 

4.2 

1.0 

Client 

478-28 

Micro 

47608-28 

9.7 

1.0 

SINK  DRINKING  FOUNTAIN 
BUNGALOW  CLASSROOM 
FIRST  DRAW 

Client 

478-29 

Micro 

BLANK 

47608-29 

<  1.0 

1.0 

Client 

478-30 

Micro  47608-30 

DRINKING  FOUNTAIN 
ROOM  102 
FIRST  DRAW 

20.5 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    476  0  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  30 

1551  Newcomb  Avenue,  Rm.  103  CLARENDON  ES  #478  DateSampied  8/17/97 

San  Francisco,  CA   94124  p.  ,  0    .    .  0<0,lrt, 

'  Date  Received  8/21/97 

Date  Analyzed  8/21/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

478-21 

<       1  .0 

1.0 

Micro  47608-21 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR  -  RM  209 
FIRST  DRAW 

Client 

478-22 

<  1.0 

1.0 

Micro  47608-22 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR  •  RM  214 
FIRST  DRAW 

Client 

478-23 

<  1.0 

1.0 

Micro  47608-23 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR  -  RM  206 
FIRST  DRAW 

Client 

478-24 

<       1  .0 

1.0 

Micro  47608-24 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR  •  RM  204 
FIRST  DRAW 

Client 

478-25 

1.1 

1.0 

Micro  47608-25 

DRINKING  FOUNTAIN 
2ND  FLOOR  -  CM 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadlfnatysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  in    476  0  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  30 

1551  Newcomb  Avenue,  Rm.  103  CLARENDON  ES  #478  Date  Sampled  8/17/97 

San  FranciSCO,  CA    94124  DateReceived  8/21/97 

Date  Analyzed  8/21/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

478-16 

<  1.0 

1.0 

Micro  47608-16 

DRINKING  FOUNTAIN 
BASEMENT  •  RM  005 
FIRST  DRAW 

Client 

478-17 

1.6 

1.0 

Micro  47608-17 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  -  OUTSIDE  NEXT  TO  S80 
FIRST  DRAW 

Client 
Micro 

SINK  Dl 
2ND  FL! 
FIRST  C 

478-18 

1.2 

1.0 

47608-18 

UNKING  FOUNTAIN 
DOR -RM  203 
(RAW 

Client 

478-19 

2.1 

1.0 

Micro  47608-19 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR  •  RM  205 
FIRST  DRAW 

Client 

478-20 

<  1.0 

1.0 

Micro  47608-20 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR -RM  207 
FIRST  DRAW 

Technical  Supervise 


isor:  "7 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaTTanary^is-rn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Hearth 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  &  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  311 3B 


1063  PROJECT:  Micro  Log  In    476  0  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  30 

1551  Newcomb  Avenue,  Rm.  103  CLARENDON  ES  #478  Date  Sampled  8/17/97 

San  FranciSCO,  CA    94124  Date  Received  8/21/97 

Date  Analyzed  8/21/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

478-11 

<  1.0 

1.0 

Micro  47608-11 

SINK  DRINKING  FOUNTAIN 
1ST  FLOOR  -  RM  110 
FIRST  DRAW 

Client 

478-12 

<  1.0 

1.0 

Micro  47608-12 

SINK  DRINKING  FOUNTAIN 
1ST  FLOOR -RM  116 
FIRST  DRAW 

Client 
Micro 

SINK  Dl 
BASEM 
FIRST  t 

478-13 

<  1.0 

1.0 

47608-13 

LINKING  FOUNTAIN 
ENT-RM  001 
(RAW 

Client 

478-14 

1.8 

1.0 

Micro  47608-14 

SINK  DRINKING  FOUNTAIN 
BASEMENT -RM  003 
FIRST  DRAW 

Client 

478-15 

<  1.0 

1.0 

Micro  47608-15 

SINK  DRINKING  FOUNTAIN 
BASEMENT -RM  005 
FIRST  DRAW 

Technical  Supervisor: 


Farid  Rame 


neza<rcadeh>4^S. 
leacTanalysis  in  dr 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacTanalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CLARENDON  ES  #478 


Micro  Log  In    4760  8 
Total  Samples  30 
Date  Sampled  8/17/9  7 
Date  Received  8/21/97 
Date  Analyzed  8/21/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

478-6 

Micro 

47608-06 

2.9 

1.0 

SINK  DRINKING  FOUNTAIN 
1ST  FLOOR  -  RM  103 
FIRST  DRAW 

Client 

478-7 

Micro 

47608-07 

1.1 

1.0 

SINK  DRINKING  FOUNTAIN 
1ST  FLOOR -RM  102 
FIRST  DRAW 

Client 

478-8 

Micro 

47608-08 

SINK  DRINKING  FOUNTAIN 
1ST  FLOOR -RM  105 
FIRST  DRAW 

3.7 

1.0 

Client 

478-9 

Micro 

47608-09 

SINK  DRINKING  FOUNTAIN 
1ST  FLOOR -RM  107 
FIRST  DRAW 

4.7 

1.0 

Client 

478-10 

Micro 

47608-10 

1.2 

1.0 

SINK  DRINKING  FOUNTAIN 
1ST  FLOOR -RM  108 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  afiatysfe  irTartriking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47608 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  30 

1551  Newcomb  Avenue,  Rm.  103  CLARENDON  ES  #478  Date  Sampled  8/17/97 

San  FranciSCO,  CA    94124  Date  Received  8/21/97 

Date  Analyzed  8/21/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 

478-1 

Micro  47608-01 
SINK  FAUCET 

1ST  FLOOR  -  RM  124  -  KITCHEN 
FIRST  DRAW 

<  1.0 

1.0 

Client 

478-2 

Micro  47608-02 

SINK  FAUCET 

1ST  FLOOR  -  RM  124  -  KITCHEN 
FIRST  DRAW 

1.5 

1.0 

Client 

478-3 

Micro 

47608-03 

12.1 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  -C92 
FIRST  DRAW 

Client 

478-4 

Micro  47608-04 
SINK  FAUCET 

1ST  FLOOR  -  RM  106  -  NURSE  OFFICE 
FIRST  DRAW 

2.6 

1.0 

Client 

478-5 

Micro 

47608-05 

1.0 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR -C91 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for'tead-erialysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


CCT.  14.  1997  12: 06PM  SC.  7167     F.  22X76 


/jkN  Sequoia 
~  ~  Analytical 


660  Ottttprakc  Drive  Redwood  City,  CA  94063       (650)  J64-96O0  FAX  (650)  364-9233 

404  N.  Wget  Lane  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (510)  988-9673 

819  Striker  Avenue,  Sulic  8    Sacramento,  CA  95834         (916)  921-9600         FAX  (916)  911-0100 


iSprRiiiiillllllllllWIIIIIIIIIi;! 


jamnrimmmrTmimiin]aiumiU-nMi[|iMiM|iiiiiiiiiiiiuiiiiiliiiiiiii:i!'W^-^;g?H 
JltllWllUllllimillllllll'imullri*: — -  :•==== 

I SFUSD  Client  Proj.  ID;     Chinese  Ed-  Ctr 

S  1551  Newcomb  Ave.,  Rm.  103 

1  San  Francisco.  CA  94124  Lab  Proj.  ID:  9710491 


iillUIIIIIIUIIIIIIIi:;iii:J!.L!  ==-"su;-:::iiii;iiiiiiiiiiiii;i;;ai,;il- 


Sampiecf:  10/04/97 
Received:  10/09/97  jjj 
Analyzed:  see  below  | 


=  Attention:     Bruce  Giannini 

Wi:iiti:iininiywiiiiiiiiiiHiniiiiiiiiiiiHiuiiuiKiuiuiauiaui;ii];jL.';ii;'  r 


nmnn::  — = 


-E-nzRmBmipiiNUiiwiibi'riULi. 


•i'":':!;!::!!li:ii:iillliiii!iiliiiniiiii!P!;!!:'^H; 


Repoi 

;:!!:!!i!ii!niiiiiininiubi! 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710491-08 
Sample  Desc  :  LlQUID.CEC  10-B 

Lead 

mg/L 

10/11/97 

0  0050 

N.D. 

Lab  No:  9710491-09 
Sample  Desc :  uquid,cec  io-C 

Lead 

mg/L 

10/11/97 

0.0050 

0.019 

Lab  No:  9710491-10 

Sample  Desc  :  LIQUID,CEC  10-C  (duplicate) 

Lead 

mg/L 

10/11/97 

0.0050 

0.017 

Lab  No:  9710491-11 
Sample  Desc :  LlQUID.CEC  Blank 

Lead 

mg/L 

10/11/97 

00050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


10/14/97  11:58 


TX/RX  NO. 0298         P. 022 


Sf?  ("111013  640  Chwipcike  Drive  R«*wood  City  CA  94063      (650)364  9600         FAX  (650)  364-95  31 

I     %   -}  1  404  N  Wigrt  Unc  W»ln*  Creek.  CA  94591      (5l0)  98  i  9600        FAX  (510)  9M.967J 


Analytical 


■  19  Striker  Avenue.  5v»<«  •     SkRHMMBL  CA  MU4  (9)6)  921-9000  FAX  (916)  921-0100 


r  SFUSD 
r  1551  Neweomb  Ave.,  Rm.  103 
ji  San  Francisco,  CA  94124 

*!  Attention.     Bruce  Giannini 


»;iy--fHr--rKniHiiwilHiiiiiiniiy«tfiya 


OTrn  mti  MimMNMHMHMnRW^ 

uu  Jiitlim in Irui rti urn tti i.iii.,'.  1 II" 


Client  Proj  ID:  Chinese  Ed.  Ctr. 
Lab  Proj.  ID:  9710491 


..  i_-yx3P^WI3WR.HI  Mil  HI  Ml  Hi 


Sampled:  10/04/97  | 

Received:  10/09/97  I 

Analyzed:  see  below  s 

Reported:  10/14/97  i 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710491-01 
Sample  Desc .  LIQUID.CEC  3-A 

LcaU 

rYWi  /I 

mg/L. 

4  A/1 1  /Q7 
MM  1 

n  Minn 

Lab  No:  9710491-02 
Sample  Desc  :  LIQUID, CEC  3-B 

mn  /I 

mg/L 

10/11 /U7 

1 U/  11/71 

0  0O90 

Lab  No          9710491  -03 

Sample  Desc :  LIQUID,CEC  3-C 

Lead 

mg/L 

10/11/97 

0.0050 

0.016 

Lab  No;  9710491-04 
Sample  Desc  :  UOUID,CEC  4-A 

Lead 

mg/L 

10/11/97 

0.0050 

0.010 

Lab  No:  9710491-05 
Sample  Desc  :  UQUID,CEC  4-B 

Lead 

mg/L 

10/11/97 

0.0050 

0.016 

Lab  No:  9710491-06 
Sample  Desc  :  LIQUID,CEC  4-C 

Lead 

mg/L 

10/11/97 

0.0050 

0.020 

Lab  No:  9710491-07 
Sample  Desc .  LIQUID,CEC  io-A 

Lead 

mg/L 

10/11/97 

0.0050 

ND 

Anajytas  reported  a»  n.d.  were  not  present  above  lr»  stated  limit  erf  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


10/14/97    11:58         TX/RX  NO. 0298         P. 021 


AUG.  29.  199?   4:49PM  NO.  5401     F.  21/39 

Analytical 


SPmiOia  680  Ch«»pe»k«  Driv*  Rwiwwd  City,  CA  94063      (650)  364-9600         FAX  (650)  364-9033 

M  404  N.  %t  L*tw  Wilnyi  Cw*.  CA  94598       (510)  988-9600         FAX  (5»0)  98«-9673 

619  Striker  Avtnuc.SwliC  8    S»craraento,  CA  95834  (916)  931-9600         FAX  (916)  9H-0I00 


ISFUSD 
1 1551  Newcomb  Ave.,  Rm.  103 
S!  San  Francisco,  CA  94124 

I  Attention:     Bruce  Glannlnl 


Client  Proj.  ID:  Chinese  Ed.  Center 
Lab  Proj.  ID:  9706B86 


Sampled:  08/21/97  1! 
Received:  08/22/97  SI 
Analyzed:  see  below  s 

ii 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 

Limit 

Sample 
Results 

Lab  No:  9708B86-O8 

Sample  Desc  :  UQUID, Chinese  Ed.  Center-7 

Lead 

mg/L 

08/27/97 

0.0050 

0.0052 

Lab  No:  9708B86-O9 

Sample  Desc :  UQUID. Chinese  Ed.  Center* 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708B66-10 

Sample  Desc :  UQUID, Chinese  Ed.  Center-9 

Lead 

mg/L 

08/28/97 

0.0050 

0.0079 

Lab  No:  9708B86-11 

Sample  Desc :  UQUID,Chinese  Ed.  Center- 10 

Lead 

mg/L 

08/28/97 

0.0050 

0.013 

Lab  No:  9708B86-12 
Sample  Desc :  UQUID,BL-(Blank) 


Lead  mg/L  08/28/97  0.0050 


Anatytas  reported  aft  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Page:  2 


08/29/97  17:44 


TX/RX  NO. 9320         P. 021 


AUG.  29.  1 997  4:49FS!  KC.  5401  F 

Analytical 


Qpniinia  6»0  O^pcikr  Drive  Redwood  Gty,  CA  940*3      (650)  364-9600         FAX  (650)  364-9233 

.JCVJIAWAC*  404  N  wttct  Line  Walnut  Crcck,  CA  9459B       (510)  98 • -9600         FAX  (510)  988-9673 

1 1 9  SvfW  >Wot«,  Sulu  1    SKmcnto.CA  95134  (916)  921-9600         FAX  (9l6)  9H-0100 


I SFUSD 
§1551  New  comb  Ave.,  Rm.  103 

Z  San  Francisco,  CA  94124 

■ 
i 

Attention:     Bruce  Gianndni 

BifflijiiaHsaL'EK 


Client  Proj.  ID:  Chinese  Ed.  Center 
LabProJ.ID.  9708B86 


mil"'! 


Sampled:  08/21/97  -j 

Received:  08/22/97  1 

Analyzed:  see  below  1 

Reported:  08/29/97  1 


Analyte 


LABORATORY  ANALYSIS 

Unite  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708B86-01 

Sample  Desc :  UQUID.Chinese  Ed-  C enter- 1 

Lead 

mg/L 

08/27/97 

00050 

N.D. 

Lab  No:  9706886-02 

Sample  Desc :  UQUID.Chinese  Ed.  Center- 1  (DUP) 

Lead 

mg/L 

08/27/97 

0.0050 

0.0054 

Lab  No:  9708B86-O3 

Sample  Desc :  UQUlD,Chinese  Ed.  Cerrter-2 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B86-04 

Sample  Desc :  LIOUID,Chinese  Ed.  Center-3 

Lead 

mg/L 

08/27/97 

0.0050 

0.012 

Lab  No:  9708B86-05 

Sample  Desc :  UQUID.Chinese  Ed.  Center-4 

Lead 

mg/L 

08/27/97 

0.0050 

0.018  * 

Lab  No:  9708B86-06 

Sample  Desc :  UQUID.Chinese  Ed.  Center-5 

Lead 

mg/L 

08/27/97 

0.0050 

0.0097 

Lab  NO:  9708B86-07 

Sample  Desc  :  UQUID.Chinese  Ed.  Center-6 

Lead 

mgA 

08/27/97 

0.0050 

0.0084 

ArnlytesrwpoftMlasN.D  were  rtot  present  above  tr>e  stated  limit  of  Otnection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Rynn 
Project  Manager 


08/29/97    17:44        TX/RX  NO. 9320         P. 020 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49454 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  CHINATOWN  YOUTH  CENTER  Date  Sampled  1 0/9/97 

San  Francisco,  CA  941 24  Date  Recejved  10/10/97 

Date  Analyzed  10/10/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Fi 
ROOM  1 

1 

49454-01 

IUCET 
12 

5.9 

1.0 

Client 
Micro 

SINK  Fi 
ROOM  1 

2 

49454-02 

tUCET 
11 

1.8 

1.0 

Client 
Micro 

SINK  Fi 
ROOM1 

3 

49454-03 

VUCET 
09 

2.8 

1.0 

Client 
Micro 

SINK  Fi 
ROOM  2 

4 

49454-04 

kUCET 
07 

1.6 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leailanaiysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1&3f^  Sambtes^e  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


fk\  Sequoia 
~  ~  Analytical 


680  Cheapeike  Dnve  Redwood  Gty  CA  94063  (650)  364-9600  FAX  (650)  964-9233 
4(M  N  Wlget  Lane  Walnut  Oetk.  CA  MSM      (510)  MI-MOO        FAX  (510)  988-9673 

■  19  Strike*  Avenue.  Suttee    S»cr»mtn«o,  O  9JIJ4         (9 1 6)  93 1-9*00         FAX  (9ltf)  9210100 


sans 

l  SFUSD 
1 1551  Newcomb  Ave..  Rm.  103 
I  San  Francisco,  CA  94124 


Attention:     Bruce  Giannini 

"•  ssr      ..i.i  imnii:i::r'"  : 

iuui:iry=.  -  •■  i'mhiimiuimiio:: 


,  hihiiiiIhIIIIIi!!! 


r:r--:n::»w»»iiii»iMiMiiiirasr 


Client  Pro).  ID:  Chin  E  S 
Lab  Proj.  ID;  9710483 


«■»■■— an  t^  ||  mniii  ^lii  Mii,  m  jgr  ifrrrni  rrrr  ; 

Sampled:  10/01/97  i 
Received:  10/09/97  £ 
Analyzed:  see  below  § 


ie-^.,t:iiuiiiiiiiiiiiiiiiiiit?r 


ntnirtiitrr-irT*' 


IIIMimUIMM'tU' 


.■..■uUMdllMiHIUttll'I'ienr 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No  9710463-08 

Sample  Desc  -  UQUID.Chin  E.S.  Blank 


Lead 


mg/L 


10/11/97 


0.0050 


N  D. 


Anaiytee  reported  as  N.D.  wera  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Rynn 
Project  Manager 


Paga: 


10/14/97  11:58 


TX/RX  NO. 0298         P. 044 


OCT.  14.  1997  12:1 4PM 

/Jj\  Sequoia 
~  ~  Analytical 


NO.  716;     F.  43/76 


6BO  Chesapeake  Drive  Redwood  City,  CA  94063  (650)364-9600  FAX  (650)  364-9333 
404  M.  Wiget  Lane  Walnut  Creek,  CA  94598       (5lO)  988-9600         FAX  (510)  988-9673 

Bl9$Mker  Avenue,  Suite  8    Sacramento,  CA  9JB34  (916)  921-9600         FAX  (916)  921-0100 


im;mu:;;£ee=-        •    • 1  •iiiiiniin.ii. 

Bii;;,-3=i^iM;;i;aJUailiiai|i'iii|i|iilnii.uuUj:L.:j::::::. 

g SFUSD 

II!  1551  Newcomb  Ave.,  Rm.  103 
§  San  Francisco,  CA  94124 


iii.gam— —  iniillllln1  ■ 


Qlent  Proj.  ID:  Chin  E.S- 
UbProj.  ID:  9710483 


!!!  Attention:     Bruce  Giannini 


^..iiiiiiiiiilll1!  ^niiiiinilMH 


.u:  Hii.r.Lii   ^•(  !i.;.7,n.  


Sampled- 10/01/97 
Received;  10/09/97  l 
Analyzed:  see  below  jjj 

Reported:  10^14/97  ii 

aiiiiiiiiHij:  •'■mI.i.iv,  .   i.lliiu  i^.-. 


LABORATORY  ANALYSIS 


Anaryte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710483-01 

Sample  Desc  :  UQUID,Chin  E.S.  3-A 

Lead 

mg/L 

10/11/97 

0.0050 

0.010 

Lab  No:  9710483-02 

Sample  Desc  :  LIQUID, Chin  E.S.  3-B 

Lead 

mg/L 

10/11/97 

0.0050 

0.0060 

Lab  No:  9710483-03 

Sample  Desc :  UQUlD.Chin  E.S.  3  C 

Lead 

mg/L 

10/11/97 

0.0050 

0.015 

Lab  No:  9710483-04 

Sample  Desc  :  LlOUID,Chln  E.S.  5-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710483-05 

Sample  Desc :  UQUlD.Chin  E.S.  5-B 

Lead 

mg/L 

10/11/97 

0.0050 

0.0060 

Ub  No:  9710483-06 

Sample  Desc  :  UQUID,Chin  E.S.  5-C 

Lead 

mg/L 

10/11/97 

0-0050 

N.D. 

Lab  No:  9710483-07 

Sample  Desc :  UQUlD.Chin  E.S.  5-C  (duplicate) 

Lead 

mg/L 

10/11/97 

0.0050 

N.D 

Analytes  reported  as  N.0.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manage 


Page: 


10/14/97    11:58         TX/RX  NO. 0298         P. 043  | 


Page  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47787 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  JOHN  YEHALL  CHIN  ES  Date  Sampled  8/22/97 

San  FranciSCO,  CA    94124  Date  Received  8/26/97 

Date  Analyzed  8/30/9  7 


Detection 


Lead  Concentration 

Limit 

Comments 

Client  Sample  ID 

(ppb) 

(ppb) 

Client 

CHIN  6 

Micro 

47787-06 

BLANK 

<  1.0 

1.0 

Technical  Supervisor:  :  nT"    V^^j-  8/31/97          Analyst:   *l  

Farid  Rame2ari2fcdehVRS, 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
JOHN  YEHALL  CHIN  ES 


Micro  Log  In    4778  7 
Total  Samples  6 
Date  Sampled  8/22/9  7 
Date  Received  8/26/97 
Date  Analyzed  8/30/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
HRSTI 

CHIN  1 

47787-01 

MJCET 
>RAW 

7.2 

1.0 

Client 
Micro 

SINK  Ft 
FIRST  t 

CHIN  2 

47787-02 

MJCET 
(RAW 

1.2 

1.0 

Client 
Micro 

DRINKII 
FIRST  t 

CHIN  3 

47787-03 

HG  FOUNTAIN 
)RAW 

19.7 

1.0 

Client 
Micro 

DRINKII 
FIRST  C 

CHIN  4 

47787-04 

FOUNTAIN 
(RAW 

10.0 

1.0 

Client 
Micro 

MULTIP 
FIRST  [ 

CHIN  5 

47787-05 

LE  DRINKING  FOUNTAIN 
>RAW 

17.5 

1.0 

Technical  Supervisor: 


97 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  aoaiyiiS-UTjDinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Pag*  3 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    48  025 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  CESAR  CHAVEZ  ES  Date  Sampled  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  8/30/97 

Date  Analyzed  8/30/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  1 

Micro  48025-11 

SINK  FAUCET 
LOUNGE  KITCHEN 
FIRST  DRAW 

21.0 

1.0 

Client 

1  2 

Micro 

48025-12 

1.0 

MULTIPLE  DRINKING  FOUNTAIN  (2XRHS) 
2ND  FLOOR  HALL  -  SOUTH 
FIRST  DRAW 

4.5 

Client 

1  3 

Micro 

48025-13 

1.3 

1.0 

MULTIPLE  DRINKING  FOUNTAIN  (2XRHS) 
2ND  FLOOR  HALL  •  NORTH 
FIRST  DRAW 

Client 

1  4 

Micro  48025-14 

SINK  FAUCET 
KITCHEN  ROOM35A 
FIRST  DRAW 

2.1 

1.0 

Client 

1  5 

Micro  48025-15 

FIELD  BLANK 

<  1.0 

1.0 

3£ 

Technical  Supervisor:     7   ^  

Farid  Ra^ez&nzadetvM.S 


oJk^_^  9/6/ 


97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in  -drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8  025 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  CESAR  CHAVEZ  ES  Date  Sampled  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  8/30/97 

Date  Analyzed  8/30/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

MULTIP 
CORRIC 
FIRST  [ 

6 

48025-06 

LE  DRINKING  FOUNTAIN  (3MCENTER) 

►ORE  OF  ROOM  4 

IRAW 

<  1.0 

1.0 

Client 
Micro 

WATER 
CORRIC 
FIRST  C 

7 

48025-07 

-COOLED  DRINKING  FOUNTAIN 

>OR  W  OF  ROOM  4 

>RAW 

3.8 

1.0 

Client 
Micro 

MULTIP 
CORRIC 
FIRST  C 

8 

48025-08 

LE  DRINKING  FOUNTAIN  (3KCENTER) 

OR  W OF  ROOM  4 

IRAW 

1.0 

1.0 

Client 
Micro 

MULTIP 
CORRIC 
FIRST  C 

9 

48025-09 

LE  DRINKING  FOUNTAIN  (2KLHS) 

>OR  W  OF  ROOM  4 

IRAW 

<  1.0 

1.0 

Client 
Micro 

MULTIP 

1ST  FLC 
FIRST  C 

1  0 

48025-10 

LE  DRINKING  FOUNTAIN  (2XLHS) 

)OR  HALL  SOUTH 

IRAW 

2.0 

1.0 

Technical  Supervisor:  7^"!^c^~^f^^ — ^9/8/97         Analyst:   !!*  

Farid  R^ezargade^Mg^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  31 138  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Pag*  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  CESAR  CHAVEZ  ES 

San  Francisco,  CA  94124 


Micro  Log  In    48  02  5 
Total  Samples  1  5 
Date  Sampled  8/26/97 
Date  Received  8/30/97 
Date  Analyzed  8/30/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Fi 
KITCHE 
FIRST  t 

1 

48025-01 
UfCET 

N  OFF  ROOM  2 
)RAW 

3.5 

1.0 

Client 
Micro 

MULTIP 
1STFU 
FIRST  C 

2 

48025-02 

LE  DRINKING  FOUNTAIN 
XDR  HALL  NORTH 
>RAW 

1.2 

1.0 

Client 
Micro 

SINK  Dl 

room: 

FIRST  C 

3 

48025-03 

UNKING  FOUNTAIN 
I0B  (KINO.  2) 
>RAW 

3.4 

1.0 

Client 
Micro 

SINK  Ft 
KITCHE 
FIRST  C 

4 

48025-04 
MJCET 

N  ROOM  151A 
)RAW 

5.5 

1.0 

Client 
Micro 

MULTIP 
CORRIC 
FIRST  C 

5 

48025-05 

LE  DRINKING  FOUNTAIN  (2MLHS) 

OR  E  OF  ROOM  4 

(RAW 

<  1.0 

1.0 

Analyst:   if*  

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^majyWioj^tjking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  »  parts  per  billion. 


Technical  Supervisor: 


9/8/97 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  9455 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  CENTRAL  CITY  Date  Sampled  10/7/97 

San  Francisco,  CA  94124  HOSPITALITY  Date  Recejved  1 Q/1 Q/97 

Date  Analyzed  10/10/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
MEN'S  1 

6 

49455-06 
UICET 

1ESTROOM  RIGHT 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 
MEN'S  1 

7 

49455-07 

UICET 
1ESTROOM 

3.1 

1.0 

Client 
Micro 

SINK  Ft 
WOMEK 

8 

49455-08 
UICET 

I'S  RESTROOM 

2.2 

1.0 

Client 
Micro 

BLANK 

9 

49455-09 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foneavanalysls^tt-dnhking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Pag*  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49455 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  CENTRAL  CITY  Date  Sampled  1 0/7/97 

San  Francisco,  CA  94124  HOSPITALITY  Date  Receded  1 0/1 0/97 

Date  Analyzed  10/10/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


Micro  49455-01 

SINK  FAUCET 
KITCHEN 


10.0 


1.0 


Client 


Micro  49455-02 

DRINKING  FOUNTAIN 
HALL  DRINKING  FOUNTAIN 


1.0 


1.0 


Client 


Micro  49455-03 

SINK  FAUCET 

WOMEN'S  RESTROOM  LEFT 


1.0 


1.0 


Client 


Micro  49455-04 

SINK  FAUCET 

WOMEN  RESTROOM  RIGHT 


1.0 


1.0 


Client 


Micro  49455-05 

SINK  FAUCET 

MEN  S  RESTROOM  LEFT 


1.0 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  irvdnakibg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  2,1,^} 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES 
San  Francisco,  CA  94124 


Micro  Log  In    5  2161 
Total  Samples  3 
Date  Sampled  1/17/98 
Date  Received  1/20/98 
Date  Analyzed  1/20/98 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

CARVER  33A 

Micro 

52161-01 

1.0 

SINK  DRINKING  FOUNTAIN 
COUNTER  LEVEL 
SEWING 

2.4 

Client 

CARVER  33B 

Micro 

52161-02 

7.8 

1.0 

SINK  DRINKING  FOUNTAIN 
COUNTER  LEVEL 
SEWING 

Client 

CARVER  33C 

Micro 

52161-03 

1.0 

SINK  DRINKING  FOUNTAIN 
COUNTER  LEVEL 
SEWING 

2.7 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fonead^ralysisJa-arinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Pag* 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49292 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  Date  Sampled  1 0/5/97 

San  Francisco,  CA    94124  Date  Received  1  0/8/97 

Date  Analyzed  10/8/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

LOWER 
FIRST  C 

28B 

49292-61 

LEVEL  S.E  WING 
MUW 

2.2 

1.0 

Client 
Micro 

LOWER 
FIRST  C 

28C 

49292-62 

LEVEL  S.E  WING 
•RAW 

4.1 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  for  Idad  andysw^ndrihking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate1rttl37.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  -  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page    1  2 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063  PROJECT:  Micro  Log  In    4929  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  Date  Sampled  10/5/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/97 

Date  Analyzed  10/8/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


26C 


Micro  49292-56 

LOWER  LEVEL  HALL 
FIRST  DRAW 


5.7 


1.0 


Client 


27A 


Micro  49292-57 

LOWER  LEVEL  S.E  WING  HALL 
FIRST  DRAW 


17.7 


1.0 


Client 


27B 


Micro  49292-58 

LOWER  LEVEL  S.E  WING  HALL 
FIRST  DRAW 


11.9 


1.0 


Client 


27C 


Micro  49292-59 

LOWER  LEVEL  S.E  WING  HALL 
FIRST  DRAW 


16.7 


1.0 


Client 


28A 


Micro  49292-60 

LOWER  LEVEL  S.E  WING 
FIRST  DRAW 


3.3 


1.0 


Technical  Supervisor 


:  j2_l^=u 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Iea4jrfclysie-id  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  »  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Pag* 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49292 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  Date  Sampled  10/5/97 

San  FranciSCO,  CA    94124  Da,e  Received  1 0/8/97 

Date  Analyzed  1  0/8/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


37A 


Micro  49292-51 

SINK  FAUCET 

LOWER  LEVEL  FACULfTY  DINING 
FIRST  DRAW 


7.2 


1.0 


Client 


37B 


Micro  49292-52 
SINK  FAUCET 

LOWER  LEVEL  FACULFTY  DINING 
FIRST  DRAW 


19.4 


1.0 


Client 


37C 


Micro  49292-53 
SINK  FAUCET 

LOWER  LEVEL  FACULITY  DINING 
FIRST  DRAW 


49.6 


1.0 


Client 


26A 


Micro  49292-54 

LOWER  LEVEL  HALL 
FIRST  DRAW 


2.9 


1.0 


Client 


26B 


Micro  49292-55 

LOWER  LEVEL  HALL 
FIRST  DRAW 


4.3 


1.0 


Technical  Supervisor: 


10/10/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fdr-teao'  analysis-rh  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  -  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page    1 0 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  92 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  Date  Sampled  10/5/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/97 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINK) 
LOWER 
FIRST  I 

35B 

49292-46 
HQ  FOUNTAIN 

LEVEL  MULTI-PURPOSE  ROOM 
)RAW 

8.9 

1.0 

Client 
Micro 

DRINK) 
LOWER 
FIRST  E 

35C 

49292-47 
HQ  FOUNTAIN 

LEVEL  MULTI-PURPOSE  ROOM 
(RAW 

13.2 

1.0 

Client 
Micro 

SINK  Dl 
LOWER 
FIRST  C 

36A 

49292-48 

UNKING  FOUNTAIN 
LEVEL  MULTI-PURPOSE  ROOM 
)RAW 

3.0 

1.0 

Client 
Micro 

SINK  Dl 
LOWER 
FIRST  C 

36B 

49292-49 

UNKING  FOUNTAIN 

LEVEL  MULTI-PURPOSE  ROOM 

•RAW 

3.3 

1.0 

Client 
Micro 

SINK  Dl 
LOWER 
FIRST  C 

36C 

49292-50 

UNKING  FOUNTAIN 

LEVEL  MULTI-PURPOSE  ROOM 

(RAW 

4.1 

1.0 

Technical  Supervisor 


:  3  ^*-^~\<2- 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  I^ad_actelysiss>a4^pking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49292 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  Date  Sampled  1 0/5/97 

San  Francisco,  CA  94124  _  .  _    .  . 

'  Date  Received  10/8/97 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  D 
LOWER 
FIRST  I 

30C 

49292-41 

RINKINQ  FOUNTAIN 
LEVEL  &E  WING 
MAW 

1 1.5 

1.0 

Client 
Micro 

DRINKI 
UPPER 
FIRST  [ 

17A 

49292-42 

NG  FOUNTAIN 

LEVEL  TEACHER  LOUNGE 

>RAW 

3.5 

1.0 

Client 
Micro 

DRINKI 
UPPER 
FIRST  C 

17B 

49292-43 

NG  FOUNTAIN 

LEVEL  TEACHER  LOUNGE 

)RAW 

2.8 

1.0 

Client 
Micro 

DRINKII 
UPPER 
FIRST  C 

17C 

49292-44 

AG  FOUNTAIN 

LEVEL  TEACHER  LOUNGE 

IRAW 

18.2 

1.0 

Client 
Micro 

DRINKII 
LOWER 
FIRST  C 

35  A 

49292-45 
iQ  FOUNTAIN 

LEVEL  MULTI-PURPOSE  ROOM 
IRAW 

20.1 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  tgr  lea)l  analysis)  in  drinking  water  by  the  California  Department  ot  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  «  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  8 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CARVER  ES 


Micro  Log  In    492  9  2 
Total  Samples  62 
Date  Sampled  10/5/97 
Date  Received  1  0/8/97 
Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  D 
LOWER 
FIRST  I 

29A 

49292-36 

FUNKING  FOUNTAIN 
LEVEL  S.E  WING 
)RAW 

3.1 

1.0 

Client 
Micro 

SINK  DI 
LOWER 
FIRST  I 

29B 

49292-37 

LINKING  FOUNTAIN 
LEVEL  S.E  WING 
MAW 

2.4 

1.0 

Client 
Micro 

SINK  DI 
LOWER 
FIRST  C 

29C 

49292-38 

LINKING  FOUNTAIN 
LEVEL  S.E  WING 
>RAW 

3.6 

1.0 

Client 
Micro 

SINK  DI 
LOWER 
FIRST  C 

30A 

49292-39 

LINKING  FOUNTAIN 
LEVEL  S.E  WING 
IRAW 

5.1 

1.0 

Client 
Micro 

SINKDI 
LOWER 
FIRST  C 

30B 

49292-40 

UNKING  FOUNTAIN 
LEVEL  S.E  WING 
IRAW 

3.7 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accreditedTorleacr-snalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  »  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
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1063  PROJECT:  Micro  Log  In  49292 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  Date  Sampled  10/5/97 

San  Francisco,  CA    94124  Date  Received  1  0/ 8/9 7 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  D 
UPPER 
FIRST  [ 

11B 

49292-31 

RINKING  FOUNTAIN 
LEVEL  S.WW1NG 
MAW 

3.0 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
FIRST  t 

11C 

49292-32 

LINKING  FOUNTAIN 
LEVEL  S.WWING 
>RAW 

6.0 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
FIRST  C 

12A 

49292-33 

LINKING  FOUNTAIN 
LEVEL  S.W  WING 
>RAW 

6.5 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
FIRST  C 

12B 

49292-34 

RINKING  FOUNTAIN 
LEVEL  S.W  WING 
MAW 

5.6 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
FIRST  C 

12C 

49292-35 

UNKING  FOUNTAIN 
LEVEL  S.WWING 
MAW 

10.9 

1.0 

Technical  Supervisor: 


10/10/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  letad  analySte  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #l037_&amples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  thetxamination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  »  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    492  9  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  Date  Sampled  1 0/5/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/97 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  D 
UPPER 
FIRST  I 

6C 

49292-26 

LINKING  FOUNTAIN 
LEVEL  SJE  WING 
>RAW 

4.6 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
FIRST  1 

7A 

49292-27 

UNKING  FOUNTAIN 
LEVEL  SEWING 
MAW 

3.9 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
FIRST  C 

7B 

49292-28 

UNKING  FOUNTAIN 
LEVEL  SEWING 
IRAW 

9.5 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
FIRST  C 

7C 

49292-29 

LINKING  FOUNTAIN 
LEVEL  SEWING 
IRAW 

3.5 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
FIRST  C 

1 1  A 

49292-30 

UNKING  FOUNTAIN 
LEVEL  S.W  WING 
IRAW 

5.3 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lefad  ahelys<sjn)drinlting  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  *T037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc..  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49292 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  Date  Sampled  1 0/5/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/97 

Date  Analyzed  1  0/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  O 
UPPER 
FIRST  I 

5A 

49292-21 

FUNKING  FOUNTAIN 
LEVEL  S.E  WING 
MAW 

1.7 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
FIRST  C 

5B 

49292-22 

LINKING  FOUNTAIN 
LEVEL  S.E  WING 
(RAW 

2.4 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
FIRST  C 

5C 

49292-23 

LINKING  FOUNTAIN 
LEVEL  S.E  WING 
>RAW 

3.1 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
FIRST  C 

6A 

49292-24 

LINKING  FOUNTAIN 
LEVEL  S.E  WING 
(RAW 

2.5 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
FIRST  C 

6B 

49292-25 

UNKING  FOUNTAIN 
LEVEL  S.E  WING 
(RAW 

2.0 

1.0 

Technical  Superviso 


r:  j*  ^>  


Farid  Rame 


10/13/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  (or  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  16th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
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1063  PROJECT:  Micro  Log  In    49  2  92 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  Date  Sampled  10/5/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/97 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

DRINKI 
S.E  WIN 
FIRST  I 

1  B 

49292-16 

HG  FOUNTAIN 
G  UPPER  FLOOR 
MAW 

10.7 

1.0 

Client 
Micro 

DRINKI 

Sfwm 

FIRST  C 

1C 

49292-17 

NG  FOUNTAIN 
G  UPPER  FLOOR 
MAW 

10.5 

1.0 

Client 
Micro 

SINK  ft 
TEA  CHI 
FIRST  [ 

16A 

49292-18 
MJCET 

ER  LOUNGE  /  UPPER  FLOOR 
MAW 

4.9 

1.0 

Client 
Micro 

SINK  Ft 
TEA  CHI 
FIRST  C 

16B 

49292-19 
MJCET 

■R  LOUNGE  /  UPPER  FLOOR 
MAW 

2.4 

1.0 

Client 
Micro 

SINK  ft 
TEA  CHI 
RRSTC 

16C 

49292-20 
MJCET 

ER  LOUNGE  /  UPPER  FLOOR 
MAW 

6.5 

1.0 

Technical  Supervisor: 


Farid  R 


10/13/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadjanafysi^in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 
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1063  PROJECT:  Micro  Log  in  49292 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  DateSampied  10/5/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/97 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  D 
N.WWI 
FIRST  [ 

22C 

49292-1 1 

LINKING  FOUNTAIN 
«G  UPPER 
MAW 

8.7 

1.0 

Client 
Micro 

SINK  Dl 
N.W  Wll 
FIRST  £ 

21  A 

49292-12 

LINKING  FOUNTAIN 

UPPER  FLOOR 
>RAW 

4.4 

1.0 

Client 
Micro 

SINK  Dl 
N.W  Wll 
FIRST  C 

21B 

49292-13 

LINKING  FOUNTAIN 
MG  UPPER  FLOOR 
>RAW 

2.1 

1.0 

Client 
Micro 

SINK  Dl 
N.W  Wll 
FIRST  C 

21C 

49292-14 

LINKING  FOUNTAIN 
4G  UPPER  FLOOR 
>RAW 

6.0 

1.0 

Client 
Micro 

DRINKII 
S.E  WIN 
FIRST  C 

1  A 

49292-15 

1G  FOUNTAIN 
G  UPPER  FLOOR 
(RAW 

10.5 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drtnWng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


2 


1063  PROJECT:  Micro  Log  In    492  9  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  Date  Sampled  1 0/5/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/9 7 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Fi 
LOWER 
FIRST  I 

38C 

49292-06 
WCET 

LEVEL  KITCHEN 
>RAW 

22.0 

1.0 

Client 
Micro 

SPIKED 

CARVER  S 

49292-07 

10.9 

1.0 

Client 
Micro 

BLANK 

BLANK 

49292-08 

<  1.0 

1.0 

Client 
Micro 

SINK  01 
N.WWII 
FIRST  C 

22A 

49292-09 

UNKING  FOUNTAIN 
4G  UPPER 
(RAW 

12.1 

1.0 

Client 

Micro 

SINK  01 
N.wwii 

FIRST  C 

22B 

49292-10 

UNKING  FOUNTAIN 
iG  UPPER 
(RAW 

4.4 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^anaiysis  irTarinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49292 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  62 

1551  Newcomb  Avenue,  Rm.  103  CARVER  ES  Date  Sampled  1 0/5/97 

San  Francisco,  CA  94124  ta  .  . 

•  Date  Received  10/8/97 

Date  Analyzed  1  0/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  D 
UPPER 
FIRST  ( 

25A 

49292-01 

RINKING  FOUNTAIN 
LEVEL  N.W  WING 
MAW 

12.8 

1.0 

Client 
Micro 

SINK  D 
UPPER 
FIRST  [ 

25B 

49292-02 

RINKING  FOUNTAIN 
LEVEL  N.W  WING 
MAW 

13.0 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
FIRST  C 

25C 

49292-03 

LINKING  FOUNTAIN 
LEVEL  N.W  WING 
MAW 

6.6 

1.0 

Client 
Micro 

SINK  Ft 
LOWER 
FIRST  C 

38A 

49292-04 
kUCET 

LEVEL  KITCHEN 
MAW 

4.0 

1.0 

Client 
Micro 

SINK  FJ 
LOWER 
FIRST  C 

38B 

49292-05 
lUCET 

LEVEL  KITCHEN 
•RAW 

4.3 

1.0 

Technical  Supervisor: 


=\4 

10/10/97 

Farid  Rar( 

leianzaa&r^ 

M.S. 

Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Idad-dnalystajd  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
G.  W.  CARVER  ES 


Micro  Log  In    477  2  8 
Total  Samples  34 
Date  Sampled  8/19/97 
Date  Received  8/25/97 
Date  Analyzed  8/25/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Fi 
LOWER 
FIRST  I 

37 

47728-31 
MJCET 

LEVEL  FACULTY  DINING 
)RAW 

13.6 

1.0 

Client 
Micro 

SINK  Ft 
LOWER 
FIRST  [ 

38 

47728-32 
MJCET 

LEVEL  KITCHEN 
(RAW 

26.6 

1.0 

Client 
Micro 

BLANK 

B 

47728-33 

<1.0 

1.0 

Client 
Micro 

SPIKED 

39 

47728-34 

64.0 

2.5 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  dftntung  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


6 


1063  PROJECT:  Micro  Log  In  47728 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  34 

1551  Newcomb  Avenue,  Rm.  103  G.  W.  CARVER  ES  Date  Sampled  8/19/97 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

32 

Micro 

47728-26 

1.0 

SINK  DRINKING  FOUNTAIN 
LOWER  LEVEL  SE  WING 
FIRST  DRAW 

4.5 

Client 

33 

Micro 

47728-27 

11.6 

1.0 

SINK  DRINKING  FOUNTAIN 
LOWER  LEVEL  SE  WING 
FIRST  DRAW 

Client 

34 

Micro 

47728-28 

10.3 

1.0 

SINK  DRINKING  FOUNTAIN 
LOWER  LEVEL  SE  WING 
FIRST  DRAW 

Client 

35 

Micro  47728-29 

DRINKING  FOUNTAIN 

LOWER  LEVEL  MULT!  -  PURPOSE 

FIRST  DRAW 

29.6 

1.0 

Client 

36 

Micro 

47728-30 

13.1 

1.0 

SINK  DRINKING  FOUNTAIN 
LOWER  LEVEL  MULT)  -  PURPOSE 
FIRST  DRAW 

Technical  Supervisor: 


9/8/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-anAysis  Trr  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Wonts  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
G.  W.  CARVER  ES 


Micro  Log  In    4  772  8 
Total  Samples  34 
Date  Sampled  8/19/97 
Date  Received  8/2  5/97 
Date  Analyzed  8/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

27 

Micro  47728-21 

DRINKING  FOUNTAIN 

LOWER  FLOOR  SE  WING  -  HALL 

FIRST  DRAW 

122 

2.5 

Client 

28 

Micro 

47728-22 

79.3 

2.0 

SINK  DRINKING  FOUNTAIN 
LOWER  LEVEL  SE  WING 
FIRST  DRAW 

Client 

29 

Micro 

47728-23 

28.7 

1.0 

SINK  DRINKING  FOUNTAIN 
LOWER  LEVEL  SE  WING 
FIRST  DRAW 

Client 

30 

Micro 

47728-24 

1  66 

6.7 

SINK  DRINKING  FOUNTAIN 
LOWER  LEVEL  SE  WING 
FIRST  DRAW 

Client 

31 

Micro 

47728-25 

10.0 

1.0 

SINK  DRINKING  FOUNTAIN 
LOWER  LEVEL  SE  WING 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysisTrrdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 
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1063  PROJECT:  Micro  Log  In  47728 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  34 

1551  Newcomb  Avenue,  Rm.  103  G.  W.  CARVER  ES  Date  Sampled  8/19/97 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

22 

Micro 

47728-16 

1  62 

5.0 

SINK  DRINKING  FOUNTAIN 
UPPER  FLOOR  NW  WING  -  LIBRARY 
FIRST  DRAW 

Client 

23 

Micro 

47728-17 

5.8 

1.0 

SINK  DRINKING  FOUNTAIN 
UPPER  FLOOR  NW  WING  •  LIBRARY 
FIRST  DRAW 

Client 

24 

Micro 

47728-1 8 

1.0 

SINK  DRINKING  FOUNTAIN 
UPPER  FLOOR  NW  WING 
FIRST  DRAW 

4.4 

Client 

25 

Micro 

47728-19 

28.1 

1.0 

SINK  DRINKING  FOUNTAIN 
UPPER  FLOOR  NW  WING 
FIRST  DRAW 

Client 

26 

Micro  47728-20 

DRINKING  FOUNTAIN 
LOWER  FLOOR  HALL 
FIRST  DRAW 

27.5 

1.0 

Technical  Supervisor:  ■r^^ — if:  —  illlli   Analyst 


9/8/97  Analvsf  FR 


Farid  Rame(za> 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leatKaoa)ysis  ifr-dnnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7728 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  34 

1551  Newcomb  Avenue,  Rm.  103  G.  W.  CARVER  ES  Date  Sampled  8/19/97 

San  FranciSCO,  CA    94124  Date  Recerved  8/25/97 

Date  Analyzed  8/25/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
UPPER 
FIRST  [ 

1  6 

47728-1 1 
VUCET 

FLOOR  TEACHERS'  LOUNGE 
)RAW 

25.7 

1.0 

Client 
Micro 

SINK  Ft 
UPPER 
FIRST  E 

1  7 

47728-12 
WJCET 

FLOOR  TEACHERS'  LOUNGE 
)RAW 

13.7 

1.0 

Client 
Micro 

DRINKI 
UPPER 
FIRST  C 

1  8 

47728-13 

1G  FOUNTAIN 
FLOOR  NW  WING 
)RAW 

5.4 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
FIRST  C 

20 

47728-14 

LINKING  FOUNTAIN 
FLOOR  NW  WING 
MAW 

8.4 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
FIRST  C 

21 

47728-15 

LINKING  FOUNTAIN 
FLOOR  NW  WING 
)RAW 

25.9 

1.0 

r  Z^Jl 


Technical  Supervisor     ±JHftl      —  9/8/97  Analyst: 

Farid  Rs 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fortead-enalysTs^-to-erinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
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1063  PROJECT:  Micro  Log  In  47728 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  34 

1551  Newcomb  Avenue,  Rm.  103  G.  W.  CARVER  ES  Date  Sampled  8/19/97 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 


Date  Analyzed  8/25/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ol 
UPPER 
RRST  I 

7 

47728-06 

LINKING  FOUNTAIN 
FLOOR  SE  WING 
)RAW 

34.8 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
RRST  t 

8 

47728-07 

UNKING  FOUNTAIN 
FLOOR  SE  WING 
)RAW 

2.9 

1.0 

Client 
Micro 

SINK  F/ 
UPPER 
RRST  C 

9 

47728-08 

VUCET 

FLOOR  COURTYARD 
>RAW 

7.0 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
RRST  C 

1  1 

47728-09 

UNKING  FOUNTAIN 
FLOOR  SW  CLASSROOMS 
>RAW 

87.2 

2.2 

Client 
Micro 

SINK  Dl 
UPPER 
RRST  C 

1  2 

47728-10 

LINKING  FOUNTAIN 
FLOOR  SW  CLASSROOMS 
)RAW 

34.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forleadi a^alysiSin-drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate#T037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  G.  W.  CARVER  ES 
San  Francisco,  CA  94124 


Micro  Log  In    4772  8 
Total  Samples  34 
Date  Sampled  8/19/97 
Date  Received  8/2  5/97 
Date  Analyzed  8/25/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINK! 
UPPER 
FIRST  [ 

1 

47728-01 

NG  FOUNTAIN 
FLOOR  SE  WING 
)RAW 

25.2 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
FIRST  [ 

3 

47728-02 

LINKING  FOUNTAIN 
FLOOR  SEWING 
)RAW 

<1.0 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
FIRST  C 

4 

47728-03 

LINKING  FOUNTAIN 
FLOOR  SE  WING 
(RAW 

3.6 

1.0 

Client 
Micro 

SINK  Dl 
UPPER 
FIRST  t 

5 

47728-04 

UNKING  FOUNTAIN 
FLOOR  SE  WING 
•RAW 

1  6.2 

1.0 

Client 
Micro 

SINK  Df 
UPPER 
FIRST  C 

6 

47728-05 

UNKING  FOUNTAIN 
FLOOR  SE  WING 
(RAW 

21.9 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  a>»lyfcis>t-e>rhking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  91 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4      ,  , 

1551  Newcomb  Avenue,  Rm.  103  CARMICHAEL  ES  Date  Sampled  (C  fZ-q 

San  FranciSCO,  CA    94124  Date  Received  1  0/7/97 


Date  Analyzed 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

7A 

2.0 

1.0 

Micro  49291-01 

DRINKING  FOUNTAIN 
C92  OUTSIDE 
FIRST  DRAW 

Client 

7B 

1.7 

1.0 

Micro  49291-02 

DRINKING  FOUNTAIN 
C92  OUTSIDE 
SECOND  DRAW 

Client 

7C 

2.0 

1.0 

Micro  49291-03 

DRINKING  FOUNTAIN 
C92  OUTSIDE 
3RD  DRAW 

Client 

11B 

<  1.0 

1.0 

Micro 

BLANK 

49291-04 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysisNn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CARMICHAEL  ES 


Micro  Log  In    492  91 
Total  Samples  4 
Date  Sampled  10/2/97 
Date  Received  1  0/7/97 
Date  Analyzed  10/7/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

7A 

Micro 

49291-01 

1.0 

DRINKING  FOUNTAIN 
C92  OUTSIDE 
FIRST  DRAW 

2.0 

Client 

7B 

Micro 

49291-02 

1.0 

DRINKING  FOUNTAIN 
C92  OUTSIDE 
SECOND  DRAW 

1.7 

Client 

7C 

Micro 

49291-03 

1.0 

DRINKING  FOUNTAIN 
C92  OUTSIDE 
3RD  DRAW 

2.0 

Client 

11B 

Micro 

BLANK 

49291-04 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foNlead  aralysTsHnJrjnWgg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  CertjficateTT037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  *  parts  per  bilHon. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


AUG.  2$.  1997   4:48PM  BO.  5401  F 

fk\  Sequoia 
-  ~  Analytical 


680  Owupctkr  DrWr         Redwood  Gty.  Ok  94063      (6S0)  S64-9600         FAX  (650) 
404  K  ^'V  Uu«c  Walnut  Occk.  CA  94599       (SIO)  911-9600         FAX  (S10)  911-9673 

III  Switr  A-tm*,  Sutu  8     SacfawtciMo,  CA  95814  (916)931-9600         FAX  (916)  931-0100 


 inwu 

'  SFUSD  Client  Pro].  ID.     Carmichael  Sampled:  06/21/97  g 

E  1551  New  comb  Ave.,  Rm  103  Received:  08/25/97 

II  San  Francisco.  CA  94124  Lab  Proj.  ID:  9706C94  Analyzed:  see  below  ' 


^_  Alt  en  t  ton:      Br^jaiannini   Reported:  08/28/97^ 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 

Analyzed 

Detection 

Limit 

Sample 
Results 

Lab  No  9703C94-08 

Sample  Desc  :  UOlHD.Carmichael  7 

Lead 

mg/L 

08/28/97 

0-0050 

0.020 

Lab  No:  9708C94-09 

Sample  Desc :  UQUlD,Carmichael  8 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708C94-10 

Sample  Desc :  LlQUID.Carmichael  9 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708C94-11 

Sample  Desc  :  UQUID.Carmichael  B 

Lead 

mg/L 

08/28/97 

00050 

N.D. 

AnaJytea  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Rynn 

Project  Manager  PaQ0. 


08/29/97    17:44         TX/RX  NO. 9320         P. 017 


AUG.  29.  1  99?   4:48FM  EC.  5401 

Analytical 


^f»minia  680  Che»pe»kc  Drive         Rrdwood  City,  CA  9*063      (650)  364-9600         FAX  (650)  364.9233 

l>CI|UV1U  ^  ^  Wi8e{  Walnui  Creek,  CA  9*598      (510)  988-9600        FAX  (510)  988-9673 

919  Stoker  A*«m*,  Suit,  it    Stcnmcnto,  CA  95834  (916)931-9600         FAX  (916)  9114)100 


_lfllWll 

gSFUSO 
1 1551  Newcomb  Ave.,  Rm.  103 
:  San  Francisco,  CA  94124 

I 

;  Attention:     Bruce  Giannini_ 


!!Hj!!K!!ii«!i»!!jiii^iy!iHI 


Client  Proj.  ID:  CarmtchaeJ 
Lab  Pro).  ID:  9708C94 

itMUMiiiiiiiM 


Sampled:  08/21/97  § 
Received:  08/25/97  1 
Analyzed:  see  below  1 

i 

Rc 


08/28/97  I 


LABORATORY  ANALYSIS 


Anatyte 

Units 

Date 
Analyzed 

Detection 
Limn 

Sample 
Results 

Lab  No:  9708C94-01 

Sample  Desc :  UQUID.Carmichael  1 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708C94-02 

Sample  Desc :  UQUID.Carmichael  1  Duplicate 

Lead 

mg/L 

08/28/97 

0.0050 

MD. 

Lab  NO:  9708C94-O3 

Sample  Desc :  UQUID.Carmichael  2 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708C94-04 

Sample  Desc :  UQUID.Carmichael  3 

Lead 

mg/L 

OS/28/97 

0.0050 

0.0085 

Lab  No:  9708C94-O5 

Sample  Desc :  UQUID.Carmichael  4 

Lead 

mg/L 

08/28/97 

0.0050 

0.0077 

Lab  No:  9708C94-06 

Sample  Desc :  UQUID.Carmichael  5 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708C94-07 

Sample  Desc :  UQUID.Carmichael  6 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

laiytes  reported  as  N.D.  wm  not  present  above  the  stated  limit  Of  detection. 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  31138 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco.  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRILLO  E5 
W.O.  NO.  WT97-357 


UiaoLogki  45443 
Total  Samolas  1  6 
Dale  Sampled  8/14/97 
Data  Ffecwvod  6/16/97 
Ota  Arwiyzsd  6/1  8/97 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Detection 
Limit 
(ppb) 

Comments 

5811$ A 

MOO  45443-16 

IRfUIOF 
ROOM  106 

MULTI-PURPOSE  ROOM 
2ND  DRAW 

MOT  ANALYZED 

Technical  Supervisor 


6/23/97 


Analyst: 


FR 


Micro  Analytical  Labofatoria*.  inc.  is  accredited  for  lead  analytic  in  drinking  water  by  the  Cafitomw  Department  of  HafJBl  Sdivicec,  Envtronmontal 
Lafcewaay  Aoeraditation  Program  (ELAP),  Cartifioata  #1037.  Sampiaa  a/a  anaryrad  by  Grapniia  Fumaaa  Atomic  Aocarr.tio*  Saaatramatry  In 
accofWuToo  wroi  Method  37 138  (Standard  Mamod*  for  tha  Examination  of  Wwor  and  Wastewater,  tath  «dHion.  1002.  Ainariean  Piatta  Haaoh 
AgmctaOon.  American  Water  Won*  Asaoctason,  Water  roouoon  Control  Federation).  Tho  rapon  mu«t  not  ba  raproclugad  aaoapt  in  ML  with  ttte 
aaprevatot  Men  Analytical  Laberatoriat,  Inc.,  and  panaris  onfy  to  flte  samptas  anaryaod.  Untt  oxpktvaorc.  ppb  -  parts  par  b*on. 

5S00  HOLUS  STREET.  SUITE  M.  EMERYVILLE,  CALIFORNIA  94608  -  (510)  6534824 


$  P.  04/07^*^ 


FJ1  F  enpy 

PAgB«    3*  J  i  i 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  31138 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


Micro  Log  in  45443 
Total  Samples  1  6 
Data  Sampled  6/14/07 
Data  Received  6/16/97 
Date  Anaiyzod  6/1  8/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

58116 

Mco  -t.5443- 11 

DRINKING  FOUNTAIN 
ROOM  111 
1ST  DRAW 

<  1.0 

1 

dent 

531 16A 

Mem  45443-12 

DRINKING  FOUNTAM 
ROOM  111 
2ND  DRAW 

MOT  ANALYZED 

58117 

Mao  45443-13 

MULTIPLE  OF 
ROOM  1 0S 

MULTJ  •  PURPOSE  ROOM 
1ST  DRAW 

<  1.0 

1 

Client 

38117A 

MOO  45443-14 

MULT)  Df 
ROOM  106  " 

MULTI-PURPOSE  ROOM 
2ND  DRAW 

NOT  ANALYZED 

cuem 

58118 

MfcTO  45443-15 

MULTJ  DF 
ROOM  105 

MULTI-PURPOSE  ROOM 
1ST  DRAW 

<1.0 

1 

Technical  Supervisor 


723/97 


Analyst: 


PR 


Micro  Analytical  laboratories,  inc.  i£  accredited  for  lead  analysis  tir*inJdng  water  by  Die  California  Department  of  Health  &><vieac.  Environmental 
LaooiaiOfy  AccreortaPoo  Program  (ELAT),  Certificate  #1037.  Samples  are  anatyxad  by  Oropnite  Furnace  Atomic  Absorption  Spectrometry  In 
acoowance  with  Manx  3iiae  (standard  Memoes  tor  no  Sxaiwoaoon  or  waw  ana  wastewater,  ietn  eanon,  m,  Ameiwen  ruou«  Hemkn 
Assoaeson,  American  water  won©  Aseocttrtcn,  wear  Pocuaon  Control  Federation).  This  report  roust  not  be  reproduced  except  fti  niJ.  with  the 
aoprovaJot  **o©  Anatytieei  Lafconuooae.  Inc^  and  pertains  only  te  tne  sarncio*  anaKaed.  Unit  aapiinetion:  ppb  ■  parts  per  Man. 

5900  HOUJS  STREET,  SUITE  M.  EMERYVILLE.  CALIFORNIA  84608  -  (510)  6534824 


m 
m 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  31138 


1063  PROJECT:  Mam  Log  in  45443 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Sampiee  1  6 

1551  Newcomb  Avenue,  Rm.  103  CABRILLO  ES  d*»  sampled  6/14/07 

San  Francisco.  CA  94124  W.O.  NO.  WT97-357  o«te  Receded  e/1 6/07 

Oats  Analyzed  6/1  8/07 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRJNW1 
ROOM? 
2ND  DP 

S8113A 

45443-06 

*G  FOUNTAIN 

13 

AW 

MOT  ANALYZED 

C&ant 
Mod 

DR1HKU 
ROOM1 

1ST  Oft 

58114 

MG  FOUNTAM 
AW 

1.2 

1 

Client 
Woo 

DfllNW 
ROOM1 
2ND  Of 

561 14A 

45443-08 

NG  FOUNTAIN 

16 

tAW 

f  JOT  ANALYZED 

Client 
Micro 

DR1NX1 
ROOM 
1ST  DR 

58115 

45440-09 

MG  FOUNTAIN 

12 

AW 

3.7 

1 

Client 

Micro 
DRimai 

ROOMt 
2ND  OF 

5811#A 

45448-10 

NG  FOUNTAIN 

12 

tAW 

NOT  ANALYZED 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  s  accredited  for  toad  analysis  in  drinking  water  by  the  CaiHomta  Department  of  Health  Suivicos,  Environmental 
Laboratory  Accredttatton  Program  (ELAP).  Certtfleata  *1037.  Samples  are  analyzed  ay  GraprttB  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  wrtfi  Metnod  3113B  (Standard  Metnoas  tor  tne  Examination  of  watar  ana  wastewater,  ism  earoon,  t?sz.  Aire  neon  Puooc  rteatm 
Aiencrafion,  American  Watar  Works  Association,  Water  Pollution  Control  Feoaraaon).  Tins  report  must  not  oe  reproouced  -xcept  in  tut,  wrm  me 
anoroveJof  Men  Analytical  Laboraionet.  bic,  and  pertain*  arty  to  the  samplec  analyzed.  Unit  explanation:  ppb  -  parts  per  bMon. 

5600  HOLUS  STMBT,  SUITE  M,  EMERYVILLE,  CALIFORNIA  64608  -  (610)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  A  A  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 38 


1063  PROJECT;  Mao  Log  in  45443 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.O.  Total  SempiM  1  6 

1S51  Newcomb  Avenue,  Rra  103  CABR1LLO  ES  Date  Sampled  eni/97 

San  Francisco,  CA  94124  W.O.  NO.  WT97-C57  Received  S/1 6/97 

Datft  Anah/zad  6/16/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

581 1 1 

Micro 

45443-01 

<  1.0 

1 

0R1NIONG  FOUNT  AW 
ROOM  114 
1ST  DRAW 

Client 

581 11 A 

Micro  45443-02 

DRINKING  FOUNTAIN 
ROOM  114 
2ND  DRAW 

MOT  ANALYZED 

COent 

58112 

Mao 

45443-03 

1.5 

1 

DRINKING  FOUNTAM 
ROOM  115 
1ST  DRAW 

Cunt 

S8112A 

MOO  45443-04 

DRINKING  FOUNTAIN 

ROOM115 

1ST  DRAW 

NOT  ANALYZED 

Client 

58113 

Micro 

45443-05 

5.0 

1 

DRINKING  FOUNTAM 

ROOM113 

1ST  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories.  Inc.  is  acceded  for  toad  analysis  in  drinking  inter  by  the  California  Department  of  Heafih  Su (vices,  EmrfronmantaJ 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1037.  Samptae  are  analyzed  by  Graphite  Furnace  Atomic  ADSonrUon  Spectrometry  tn 
accamance  mtn  Metnoc  37138  (Standard  Memoes  tor  me  ecananaoon  ot  water  and  wastewater,  ion  earoon,  ia*2,  American  Puaec  Heaim 
Association.  American  Water  Works  Assodaion.  Water  Pofltrton  Control  Federation).  This  report  must  not  be  reproduced  accept  in  fuO.  witn  tne 

approval*  Mere  MtlyM  Labemoncs.  Inc..  and  pertains  only  to  1e  uw>hi  analyad.  Unrt  «xpl*nriart  ppto  -r  porta  pw  bttan. 


5900  HOUJS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  04606  -  (510)  663-0624 
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MICRO  ANALYTICAL  LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Aebestos  Control  Program 
1551  Newcomb  Avenue.  Rm.  103 
San  Francisco.  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


UooLoom  45444 
Total  Sanptes  26 

Date  Surged  6/14/97 
Date  Racwved  6/16/97 
Date  Analyzed  6/16/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client  61452A 

Micro  45444-26 

ORtHOMG  FOUNTAIN 
WTCHEN  2ND  FLOOR 
2ND  DRAW 

NOT  ANALYZED 

- 

171 


Technical  Supervisor 


Analyst 


FR 


Moo  Anerytieai  Laboratories,  toe  is  accredted  for  toad  liBJte  irddoMpg  water  by  the  Caflforraa  Departrnerrl  d  HaaJih  Services,  Environmental 
Laoomiory  Accrecfltatton  Program  (ELXP).  CorttBoata  #1097.  Camp  I—  an  analyzed  by  Graphite  Pumaee  Atomic  Abaamfion  Spectrometry  in 
oeeortrancs  wrm  Meffioo  3113B  fstanaam  MtMMei  tor  tfle  Examination  or  water  and  WeaMrwaer.  ian  edition,  leae,  .^won  PubSc  h**iw 
Association.  Amancan  watar  wotks  Association,  Water  Pottuttan  Control  Fedataffon).  Thia  report  must  net  be  reproduced  except  in  ful,  w*h  9w 
aoprovaiof  Micro  AnafyocaJ  Laboratoriea,  Inc..  and  pertains  eWy  to  the  sanyteaanalyad.  UnX  explanation.*  ppb*  parte  per  boon. 

5900  HOLUS  STREET.  SUITE  M.  EMERYVILLE,  CALIFORNIA  94608  -  (510)  053-0*24 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Loc  in  45444 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  26 

1551  Newcomb  Av/enue,  Rm.  103  CABRILLO  ES  DaieSampied  e/14/97 

San  Francisco.  CA  94124  W.O.  NO.  WT97-357  ^  ^  fi/1  fi/9? 

Date  Ana>z*d  6/ 1  6/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

CHent 

61450 

Moo 

45444-21 

<  1.0 

1 

DRINKING  FOUNTAIN 
ROOM  202 
1ST  DRAW 

Client 

61450A 

Micro  45444-22 

DRINKING  FOUNTAIN 

noouaoa 

2ND  DRAW 

NOT  ANALYZED 

Client 

61451 

Mfcre 

45444-23 

1 

DRINKING  FOUNTAIN 

ROOM  210 

1ST  DRAW 

3.3 

CBent 

61451  A 

Micro  49444-24 

DRINKING  FOUNTAIN 
ROOM  201 
2ND  DRAW 

NOT  ANALYZED 

(Sent 

61452 

Mtero 

45444-25 

<1.0 

1 

DRINKING  FOUNTAIN 
KITCHEN  2ND  fljOOOR 
1ST  DRAW 

Technical  Supervisor:      r  •X-A*^/^s<c/»^o/23/97         Analyst:   2L 

FaridRa 


Utero  Analytical  Laboratories,  inc.  -s  accredited  for  'sad  analysts  in  dnnieng  water  by  the  California  Department  of  Hearth  Stfvcss,  Environmental 
Laoonuofy  Accreditation  Program  (ELAP),  Caittfieate  #1037.  Sampies  are  anatyzaa  oy  Grapntm  Furnace  Atomic  Afisorpdon  Spectrometry  In 
aceoffiance  man  Memoa  31 J3B  (Srsnaara  Memoes  -or  tne  examination  or  watBr  ano  wastewater,  iwn  eattlon,  19S2.  American  Public  neatn 
Association,  American  Water  Works  Aeseoaoon,  Water  Pouuoon  Control  Federation).  Tnts  report  mutt  not  be  reproduced  axeept  in  full,  wttrt  (he 
approval  ot  Mfero  Analytical  Laboratories.  inc..  arwi  c«ra>ris  cniy  to  trv»  sample  anaiyz*!  Ui*  explanation:  ppb  «oefte  per  Mfcn. 


5900  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (610)  665-0624 


P.  IBniWBBBF* 


FILE  OOPf 


Page  4 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063 

SFUSO  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


UicfflLociln  45444 
Total  Samples  2  6 
Dale  Sampled  6/14/97 
OateReoMwd  6/16/97 
Date  Analyzed  6/1  6/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
<PPb) 


Comments 


Client 


61498A 


Micro  45444-16 
CRM  KING  FOUNTAIN 
ROOM  204 
2N0  ORAW 


Client 


61  499 


Micro  4S444-17 
ORMKING  FOUNTAIN 

ROOM  339 
1ST  DRAW 


CSent 


61499A 


Micro  45444-18 

DRINKING  FOUNTAIN 
ROOM  209 
2ND  DRAW 


CSent 


61490 


Micro  46444-19 

DRINKING  FOUNT  AW 
ROOM  203 
1ST  DRAW 


Client 


61490A. 


Micro  43444-20 

DRINKING  FOUNTAIN 
ROOM  20$ 
2ND  DRAW 


<  1.0 


<1.0 


NOT  ANALYZED 


NOT  ANALYZED 


NOT  ANALYZED 


Technical  Supervisor: 


•i  M 


Analyst: 


FR 


Mod  Analytical  Laboratories,  Inc.  is  accredited  tor  lead  analysis  TfcdrjrJkino;  water  by  the  CalHorma  Department  of  Heattn  iSanrlces,  Errvironmtntal 
laboratory  Accreditation  Program  (ELAP).  Ceruficwto  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  won  Method  31138  (Stanoaro  Meffxxa  for  me  ExarronaOon  or  Water  and  Wastevmtar,  ietn  adtton,  1992,  .American  PubKe  Health 
Aseocaaon,  American  Water  wore  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  fwJ,  with  the 
approval  at  Micro  Analytical  Laboratories,  Inc^  and  pertains  only  to  (he  samples  analyzed.  Unit  explanation;  ppb = pane  per  b  Don. 

5900  HOLUS  STREET,  SUITE  M,  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco.  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


Micro  Log  In  45444 
Total  Sampiee  2  6 
Date  Sampled  6/14/97 
Date  Recaived  6/1  6/97 
Dato  Analyzed  6/16/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

61496 

Moo 

45444-11 

1.9 

1 

DRINKING  FOUNTAIN 
ROU212A  MR.LU 
1ST  DRAW 

Client 

61496A 

Macro  45444-12 

DRINKING  FOUNTAIN 
ROOM  212AMR.LU 
2ND  DRAW 

NOT  ANALYZED 

61497 

Mcro 

45444-13 

<1.0 

1 

DRINKING  FOUNTAIN 
ROOM  ZOO  U0RARY 
1ST  DRAW 

Client 

91 497 A 

Mere  45444-14 

DRINKING  FOUNTAIN 
ROOM  200  UBftAlfT' 
2ND  DRAW 

NOT  ANALYZED 

Csent 

61498 

43444-15 

<1  0 

1 

DRINKING  FOUNTAIN 
ROOM  204 
1ST  DRAW 

Technical  Supervisor 


Analyst: 


PR 


Moo  Analytical  Laboratories,  inc.  Is  accredited  (or  toad  analysis  inonnlong  water  by  the  CaHorms  Department  of  Heeth  Services,  Environmental 
Laooratory  Accra* Cation  Program  (SLAP),  Canifioata  #1037.  Samples  aia  artaly2ad  by  GispMa  Pwnaea  Atomic  Absorption  Spectrometry  in 
accordance  witn  Method  31138  (Standard  Methods  for  me  Examination  of  water  and  wastewater,  ism  odMen,  1992,  fcrwrfcan  Pu«c  Hoauh 
Aasocraacn.  American  Wawr  wanes  Association,  Wetsr  rofluttoo  Control  Federafion).  Thto  report  muet  net  ba  reproduced  ewepi  n  fue.  w*n  the 
approval  cl  Vfcro  Artalyticai  Laooratpnaa.  Inc~  and  pertains  onfy  to  the  aerrtptee  anaryred.  Unit  etntorertion:  ppp  »  parts  per  bttorv. 

S900  HOLLIS  STREET.  SUITE  M.  EMERYVILLE.  CALIFORNIA  94608  •  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  J113B 

1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 
1551  Newcomb  Avanue,  Rm.  103  CABRILLO  ES 

San  Francisco.  CA  94124  W.O.  NO.  WT97-357 


Micro  Loo  m  45444 
Total  Samples  2  6 
Data  Sarrried  6/14/97 
Date  Received  6/1 3/97 
Data  Analyzed  6/16/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (PPb)  (ppb) 


Client 
Micro 

ORINKJl 

room: 

2ND  OF 

61493A 

45444-06 

MG  FOUNTAIN 

13 

1AW 

NOT  ANALYZED 

Client 

Micro 
DRINK 

1ST  OR 

61404 

45444-07 

KG  FOUNTAIN 

13 

AW 

1.9 

1 

Client  61494A 

Micro    464 44-48 

DRINKING  FOUNTAIN 
MOM  318 
2ND  DRAW 

NOT  ANALYZED 

Client 

Mkao 

DRTNXD 
ROOMS 
1ST  DR 

51499 

45444-09 

4G  FOUNTAIN 

91 

AW 

<  1.0 

1 

Cfiem 

MfcTO 

OR  INK!) 
ROOMS 
2ND  DP 

61495A 

45444-10 

HG  FOUNTAIN 

11 

AW 

NOT  ANALYZED 

Technical  Supervisor    /  jS£s=^==^&±£r  g/23/97        Analyst:   *L 

.  ■  Farid  i 


Micro  AnatyGeal  Laboratories.  Inc  is  accredited  for  Bao^Snatysis  m  drWchc  water  by  the  CalKomia  Department  d  Health  Services.  Environmental 
laoorato/y  AcereoRatton  Frogrem  (CLAP),  Certificate  #1037.  Sempks  ore  analyzed  by  Graph**  Fumeoe  Atomic  Afceerption  Spectrometry  in 
accordance  with  Method  31136  (Standard  Methods  lor  the  Examination  or  water  and  wastewater,  ietn  edition,  isea,  ■mmn  FvMe  tw«> 
Association.  Arnencan  Water  WorXS  Assocanort,  water  Pollution  Control  Federation).  The  repot  must  not  be  reproduced  exaept  In  hat.  with  the 
approve*  of  Micro  Analytical  Laborataree.  Ire,  and  pertains  only  to  the  samples  analyzed.  Unt  explanation:  ppb  spans  per  bOon. 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco.  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


Micro  Log  In  45444 
Total  Samples  26 
Data  Sampled  6/14/97 
Date  Reeled  6/16/97 
Dade  Analyzed  6/1  6/97 


Detection 


Client  Sample  10 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

61491 

Micro 

45444-01 

<  1.0 

1 

OWN  SONG  FOUNTAIN 

ROOM2M 

1ST  DRAW 

61401  A 

Micro  4544-1-02 

DRINKING  FOUNTAIN 
ROOM  214 
2ND  DRAW 

NOT  ANALYZED 

Client 

61492 

Micro 

45444-03 

<1.0 

1 

DRINKING  FOUNTAIN 
ROOM  215 
1ST  DRAW 

caent 

01492A 

MOD  49444-04 

DRINKING  FOUNTAIN 

RCOM21S 

2ND  DRAW 

NOT  ANALYZED 

Client 

61493 

Micro 

45444-05 

2.2 

1 

DHIMQNC  FOUNTAIN 
ROOM  213 
1ST  DRAW 

Technical  Supervisor: 


Analyst: 


PR 


Mao  Analytical  Laboratories,  Inc.  is  accredited  for  teso  analysis  m  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreettation  Program  (ELAP),  Certificate  f1C37,  Samples  ore  analyzed  by  CrapMa  Furnace  Atomic  Absorption  Soeetrornetry  in 
accordance  won  Method  31 138  (Standard  Memoes  tor  me  examination  or  water  and  Wastewater,  iath  etfaon,  1092,  American  Pubic  HeeWh 
Assodation.  Amoncan  Water  Works  Association.  Water  Pollution  Control  Federation).  Trw  report  must  not  b«  repraduced  except  *  hi,  wfth  the 
•^prcnmi  of  ufcra  Ana)yticai  Ubcrstone*.  mc..  and  partams  arty  to  the  same**  analyzed.  Un4  axoianation:  ppb  =  pars  p«r  fcJloa 

SfiOO  HOLUS  STREET.  SUITE  M.  EMERYVILLE.  CALIFORNIA'  94508  -  (510)  653-0624  - 

fri  .•VV-i-«i~":,£:*- 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  31138 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue.  Rm.  103 
San  Francisco.  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


Moo  Log  In  45445 
Total  Samples  42 
rjate  Sampled  6/14/97 
Date  Recvved  6/16/97 
Date  Anal)'zed  8/16/97 


Detection 


Client  Sample  !D 

Lead  Concentration 
(ppb) 

Limit 
(Ppb) 

Comments 

Client 

61597-21 

Micro  45445-41 

MULTIOF 
103 

1ST  DRAW 

<  1 .0 

1 

CEent 

61597-21A 

Mao  45445-42 

HOLTIOF 
ICC 

2ND  DRAW 

MOT  ANALYZED 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratonos,  Inc.  is  accredited  for  lead  analysis  m  drfntdng  water  by  the  CafifomJa  Department  of  Haaftri  Services.  ErrvronmancaJ 
La  bora  lory  Accreditation  Program  (ELAP),  Cartfaoata  #1037.  Ssmplot  are  anaryzad  by  Graphrte  Furnace  Atomic  Absorption  Soectrometry  in 
accordance  wun  Metnoo  37138  (Stanoara  Memoes  for  tne  mamnacn  en  water  ana  wwow**,  ieth  odiian,  teea.  A.<n**«an  ivate 
Association,  American  Water  Worts  Aaaodaaon.  Water  PoOution  Control  Fadamoon).  This  rapen  rauc  not  bo  raproduced  except  in  tun,  with  the 
approvaiof  Micro  Anafyflcal  Laboratories,  inc  and  pertatrs  only  to  the  samples  analyzed  Una  explanation:  ppb  =  para  per  bilUon. 

5900  HOLUS  STREET.  SUITE  M.  EMERYVILLE.  CALIFORNIA  94608  -  (510)  653-0624 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


Micro  Log  In  45445 
Total  Samples  42 
DateSampled  6/14/97 
Data  Receved  5/16/97 
Date  Analyzed  6/16/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

61597-18A 

Micro  45445-36 

DRINKING  FOUNTAIN 
ROOM  115 
2ND  ORAW 

MOT  ANALYZED 

Client 

SI  597-19 

Micro 

4544S-37 

<  1.0 

1 

DRINKING  FOUNTAIN 

ROOU11C 

1ST  ORAW 

Cient 

S1597-19A 

Mfcro  45445-38 

DRINKING  FOUNTAM 
MOM  111 
2ND  DRAW 

MOT  ANALYZED 

Client 

61597-20 

Moo 

4S44S-38 

<1.0 

1 

DRBOOMG  FOUNTAIN 

ioac*re 

1ST  DRAW 

61 997-20 A 

Mao  4S445-40 

DHMKMG  FOUNTAIN 
108  CAR 
2ND  DRAW 

NOT  ANALYZED 

Technical  Supervisor 


FaridR; 


Analyst: 


Micro  Analytical  Laboratories.  Inc.  is  accredited  for  lead  arrstfes  in  drinking  water  by  the  California  Department  ot  Haarm  Strvces,  Errwronrmnai 
Laboratory  AecraOiution  Program  (ELAP),  Gsitffleate  n037.  Same***  are  anaJyzod  by  Graprtita  Pomace  Atomic  Absonrtion  Spectrometry  in 
accorrjance  witfi  Method  311SS  (Stanaaro  Mencos  tor  tne  Exarrarcwon  or  wawr  ana  wastewater,  iam  ea*on.  1992,  American  Pubfc  H***n 
Asaocaaton,  American  Water  Works  Association,  wwr  Potfuoon  Control  Foooration).  TWa  report  rnuvt  not  bo  roorodueed  except  in  rut.  wrtfi  aw 
approval  of  Mero  AnaiytcaJ  LaDcratories,  Inc.  and  portams  oniy  10  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  WBort 

5900  HOLUS  STREET.  SUITE  M.  EMERYVILLE,  CALIFORNIA  94606  -  (510)  6534824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  A  A  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue.  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


kfiooLoQln  45445 
Total  Sanptes  42 
Data  Sampled  8/14/97 
DateReosrved  6/16/97 
Data  Analyzed  6/16/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

61597-16 

Micro 

45445-31 

8.6 

DRINKING  FOUNTAIN 
ROOM  113 
ISTMAW 

1 

1 

Client 

61597-16A 

Micro  45445-32 

DRINKING  FOUNTAIN 
BOOM  112 
2ND  CRAW 

MOT  ANALYZED 

Ctont 

€1597-17 

Mao 

45445-33 

<  1.0 

DRINKING  FOUNT  AW 
ROOM  114 
1ST  DRAW 

1 

Giant 

61597-17A 

Mono  45445-34 

DRINKING  FOUNTAIN 

NOOM114 

2ND  DRAW 

MOT  ANALYZE) 

Clara 

01597-18 

Micro 

45445-35 

2.1 

DRINKING  FOUNTAIN 

Roomia 

1ST  DRAW 

1 

Technical  Supervisor: 


Farid  Ramezaroa^e]i)M.E\ 


/23/97 


Analyst: 


FR 


i  >>mK. 


Micro  Anatytioi  Laboratories.  Inc.  »  accredited  for  load  anely$U  in  drJKng  water  by  tht  CaEfomia  Department  of  Health  Sarvfcaa.  Errwonrntntai 

Laaa—awy  AaoredltaPon  Program  (FLAP).  Certiloata  41097.  CampUc  aro  analyzed  by  Graphite  Furnace  Atomic  Absorfrhori  Spoetromany  in 

accordance  witn  Metnod  31136  (Standard  Menods  tor  tfx  Examination  or  wattr  ano  wastewater,  icm  eduon,  iaaz,  American  Pvbfie  hmim 
AMoewflon,  American  WWw  Worka  Assodanon,  Water  Polution  Control  Federation).  TNe  report  muat  net  be  reproduced  awoet  In  nil.  atth  trta 
approval  of  Moro  AnaJytioal  Loocratoriee,  Iixl,  and  pertains  onfy  to  tn*  tampioa  anaryzad.  Un*  o«pt»n»tion.  ppb  a  pans  par  bitten. 


•  ^ •  *"Vitr*1'''SJ' ' 
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MICRO  ANALYTICAL  LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


6  •- 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


Micro  Log  In  45445 
Total  Samples  42 
Date  Sampled  6/14/97 
Date  Received  6/16/97 
Date  Analysed  6/16/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(Ppb) 

Umit 
(Ppb) 

Comments 

Client 

61597-13A 

Micro  45445-26 
DRINKING  FOUNTAIN 
KIT  AREA  2ND  FLOOR 
2NO  DRAW 

NOT  ANALYZED 

dent 

61597-14 

MctO  45445-27 

DRtNtONG  FOUNTAIN 
ROOM  112 
1ST  DRAW 

4.3 

1 

CSent 

S1S97-14A 

Micro  45445-28 

DRINKING  FOUNTAIN 
ROOM  112 
1ST  DRAW 

MOT  ANALYZED 

C&ant 

61697-15 

Mere  45445-20 

DRW  KING  FOUNTAIN 
ROOM  111 
1ST  DRAW 

<1.0 

1 

015S7M5A 

MOO  45445-30 

DRINKING  FOUNTAIN 
ROOM  in 
2ND  DRAW 

NOT  ANALYZED 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  laboratories,  inc.  is  accredited  for  lead  analysis  iTOrtAkrng  water  by  trie  Caflomia  Department  of  Heatth  Smm.  Environmental 
Uboenkxy  Ascredi tattoo  Program  (ELAP),  CertrBeete  «037.  SampMo  ere  «n«(yrad  by  Graphite  Furnace  Atomic  Absolution  Soectrornetry  in 
aoCOrdance  Wim  MetnoO  an3B  (Standard  Memoes  (or  the  Ewmmbon  or  Water  avid  WMla«eir.  1801  «cm«n,  1902,  A.vortean  PuMic  HeeAfi 
AeaocMflon,  American  Water  Works  Asaociafion,  Water  Pomtton  Control  Federation).  This  repott  must  net  bo  reproduced  evceet  in  fun.  *irh  the 
approved  oT  Mk*o  Anaiytxrai  La^xaK^w,  int.  and  pertain*  crvy  10  the  samples  anafyzsd.  Unit  ajvianaaon:  ppb  »  parts  per  Mian. 


;v    ?5900  HOUJS  STREET,  SUITE  II,  EMERYVILLE,  CALIFORNIA  946M 


(510)  653-0824 


Page 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  31138 


1003 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue.  Rm.  103 
San  Francisco.  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


Wbcro  loq  m  45445 

Total  Sanptes  42 
DatsSamptad  6/14/97 
Oats  Received  6/16/97 
Date  Analyzed  6/16/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(Ppb) 

Comments 

Client 

61597-11 

Micro 

45445-21 

<  1.0 

i 

DRWWNC  FOUNTAIN 
ROOM  SB 
1ST  DRAW 

Client 

61597-11  A 

Mere  45445-22 

DRINWNF  FOUNTAIN 

ftoouaa 

2ND  DRAW 

MOT  ANALYZED 

CSent 

61507-12 

Mfcro 

45445-23 

<  1.0 

DMNMNG  FOUNTAIN 
ROOM  201 
1ST  DRAW 

1 

Cient 

8155T-12A 

Micro  4544S-2* 

DRINKING  FOUNT  AH 

room  aii 

2ND  DRAW 

MOT  ANALYZED 

Caere 

61597-13 

Moo 

43445-25 

2.8 

DRINKING  FOUNTAIN 
KIT  AREA  2ND  FLOOR 
1ST  DRAW 

1 

Technical  Supervisor 


[  for  toad  anatyttfStumnMng 


/23/97 


Analyst: 


FR 


Micro  Analytical  Laboratories.  Inc.  is  accredited  tor  toed  araiytisN&JHnMng  water  by  the  California  Department  of  Hearth  Savtces.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  CertSficele  #1067.  Sampree  are  analyzed  by  Graphite  Furnace  Atomic  Abco*t*on  Spectrometry  in 
acmrctznea  witft  Metnod  31120  (Stancaro  Mamas  for  mo  Bejwwneaon  at  ween-  ana  wtMswaur,  teet  oowen,  i»z,  Aiwicm  rSiWn  hmW\ 
Association,  American  water  Works  Assodston,  Waier  Potmion  Control  Federation).  This  report  must  net  be  reproduced  anpt  in  hat,  wMl  the 
approval  of  Micro  Analytical  Laboratories,  Ino,  and  pertains  only  to  the  samples  analyzed.  Unit  emanation:  ppb  =>  parts  per  Mien. 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


Micro  Log  !n  45445 
Total  Samples  42 
Date Samp,ed  6/14/97 
Data  Receiv&d  6/16/97 
Date  Anal^ed  6/16/97 


iVi, 


c 


Detection 


Client  Sample  ID 

Load  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

61497-8A 

Micro  45445-16 

DRINKING  FOUNTAIN 

RCOU204 

2ND  DRAW 

WOT  ANALYZED 

Client 

61497-9 

VliCTO  45445-17 

ORMKMG  FOUNTAIN 
ROOM  205 
1ST  DRAW 

<  1.0 

1 

Ciont 

61  40  7-d  A 

tJtao  45445-18 

DRINKING  FOUNTAIN 
BOOM  206 
2ND  DRAW 

MOT  ANALYZED 

Client 

61497-10 

Moo  45445-10 
DRINKING  FOUNTAM 

ROOM  203 

1ST  DRAW 

<1.0 

1 

Client 

61597-10A 

Micro  45445-20 

DRINKING  FOUNTAIN 
ROOM  203 
2110  DRAW 

NOT  ANALYZE) 

Technical  Supervisor 


Analyst: 


PR 


Micro  Analytical  Laboratories,  inc.  is  accredited  tor  leaCTanaiytis  in  drinking  wafer  by  (no  CalKome  Department  of  Haaftn  Services,  Enwronmontai 
Laboratory  Accreditation  Program  (ELAP).  ConificaM  #1037.  Sample*  are  analyzed  by  Graphite  Fumaca  Atomic  Absorption  Spectrometry  In 
accordance  «utn  Matnod  3H3B  (Standara  Metnoa*  for  tna  examination  of  Water  ana  Wastewater,  18th  edition,  10*2,  A-norican  Pubfe  Keafth 
AsoociaTWn,  American  Wotw  worms  A»oaMon,  Waiar  Po»ofloo  Control  F*dera6o*j.  TMa  rapart  muat  not  be  lapredueed  except  In  tot,  with  lha 

approval  oi  Mcro  AnavtJcal  Laooraiones,  fnc,  and  penafns  onJy  to  tvt  samples  arahrzad.  Unit  exptanatorc  pod  =  pare  per  biffion. 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  31138 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco.  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABRILLO  ES 
W.O.  NO.  WT97-357 


Micro  Log  in  45445 
Total  Sampras  42 
Das  Sampled  6/14/97 
Date  Received  6/16/97 
Date  Analyzed  6/16/97 


-1 


r 

r 

c 


Detection 


Client  Sample  ID 

Lead  Concentration 

(ppb) 

Limit 
(ppb) 

Comments 

Cfem 

61497-6 

Micro 

45445-11 

1.5 

DRINKING  FOUNTAIN 
ROOM  211 
1ST  DRAW 

1 

Oient 

61 497-6 A 

Micro  45445-12 

ORJNKINC  FOUNTAIN 
BOOK  311 
2ND  DRAW 

NOT  ANALYZED 

CSent 

S1497-7 

Micro 

45445-13 

2.2 

DRINKING  FOUNTAIN 
1ST DRAW 

1 

Client 

S14S7-7A 

Mkso  45445-14 
DRINKING  FOUNTAM 

ROOM  200 

1ST  DRAW 

NOT  ANALYZED 

cuent 

61497-S 

Micro 

43443-15 

<1.0 

1 

DRINKING  FOUNTAIN 
ROOM  304 
1ST  DRAW 

•  -.<{v. 


Technical  Supervisor 


2 


Analyst: 


FR 


Farid  Rameian^eh'^S. 

Micro  Analytical  Laboratories,  inc.  is  accredited  for  toad  analysis  in  armkmg  water  by  the  California  Department  of  Health  Services.  Ermtonrnental 


Laboratory  AocreaJUdon  Program  (ELAP).  Certificate  #1037.  Same  1m  ore  onaiyzod  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  31138  (Standard  Memoes  for  trie  Exammaeon  of  Water  ana  wastewater,  latn  edition,  laoa,  Amenoon  fvubBc  hmMt. 
Association,  American  Water  Works  Associauon.  Want  Poflunon  Control  f adoration).  This  report  must  not  be  reproduced  except  in  M,  with  the 
approval  of  MkaoAnaJyttoaJ  Laooratonea.  tnc_  and  pertan;  only  to  tne  sarnoiw  anairred.  Unit  Reparation!  ppb  =  parts  par  baton. 

5900  HOLUS  STREET.  SUITE  M.  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABR1LLO  ES 
W.O.  NO.  WT97-357 


MicroLogln  45445 
Total  Samples  42 
Date  Sampled  6/14/97 
Date  Received  6/16/97 
Date  Anaf/zed  6/16/97 


CD 
""S3 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

61497-3A 

Micro  45445-06 

OWN  KING  FOUNTAIN 
ROOM  313 
2ND  DRAW 

MOT  ANALYZED 

Client 

61497-4 

Micro 

45445-07 

5.6 

1 

DRINKING  FOUNTAIN 
ROOM  212 
1ST  DRAW 

Ctont 

S14S7-4A 

Moo  4.5445-08 
DRINKING  FOUNTAW 

ROOM  212 
2ND  DRAW 

NOT  ANALYZED 

Ctent 

61497-5 

Micro 

45445-09 

<1.0 

DRINKING  FOUNTAIN 

ROCMCT2A 

1ST  DRAW 

1 

Client 

«1497.?«A 

Mao  45445-10 

DRINKING  FOUNTAIN 

R00M212A 

2ND  DRAW 

NOT  ANALYZED 

Technical  Supervisor: 


>r — V 


/23/97 


Farid 


Analyst: 


TR 


Mere  Analytical  Lafioratones,  inc.  is  accredited  for  lead  anaTyei*  nHrwdng  water  by  tna  Ca&foma  Department  of  HeaBh  Services,  Environmental 
La  Donatory  Accreditation  Program  (ELAP),  ConSfiof  #1037.  Bwmphm  mm  aratyzad  by  <5mph4o  Furnace  Atomic  Absoipfen  Soeeflwnatry  in 
accoroance  with  Method  31136  (Standard  Ma  mods  for  tne  Cxamnaaon  of  Water  and  wastewater,  I8txi  «stwn,  1902,  American  Pubte  Ho©*h 
Association.  American  Water  Worts  Association.  Water  Potkitkan  Control  Federation).  This  report  mow  not  bo  reproduced  oxcopt  in  tuft,  wrth  the 
aoorcvaiof  Mens  AnajyccaJ  Laocratones,  Inc^ardpartaraortiytotrMSBaipieaarap/zed  Unit  wptanaticn:  ppe  =  parts  per  Wioru 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SRJSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
CABR1LLO  ES 
W.O.  NO.  WT97-357 


UcroLogln  45445 
Total  Sanptes  42 
DatoSamrJad  8/14/97 
Otto  Recaved  6/16/97 
Date  Anah/ied  6/16/97 


CT3 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

61497-1 

Micro 

45445-01 

<  1.0 

DRINKING  FOUNTAIN 
ROOM  214 
1ST  DRAW 

1 

Ctent 

61497-1  A 

Micro  45445-02 

DRINKING  FOUNTAIN 
MOT  214 
2ND  DRAW 

MOT  ANALYZED 

Ctent 

61497-2 

Micro 

46445-03 

<  1.0 

1 

DRINKING  FOUNTAIN 
MOT  21 S 
1ST  DRAW 

CDent 

014S7-2A 

Mao  45445-04 

DRINKING  FOUNTAIN 
ROOM  213 
2ND  DRAW 

NOT  ANALYZED 

61497-3 

Mao 

45445-05 

1.8 

1 

DRINKING  FOUNTAIN 
ROOM  213 
1ST  DRAW 

Technioal  Supervisor: 


— * — i 

6/23/97 

Fart  FiarfezW 

de*.M.S. 

Analyst: 


PR 


Micro  Analytical  Laboratories.  Inc.  a  aocesdttad  for  leid-anarvsis  in  drinking  waiar  fay  the  Cafitoma  Dapwtmait  at  Health  Snrvices,  Environmental 
Lafloranxy  AccreCrtanon  Program  (ELAP),  Certtlfcate  tlOSr.  Samples  are  analysed  by  Graphite  Furnace  Atonao  Abecrgtion  Spectrometry  in 
accordance  with  Method  S113B  (Standard  Methods  tor  the  Examination  or  water  and  Watewaaar,  tern  edition,  1982,  American  Public  Health 
Association.  American  Waior  Worts  Arrooaton.  water  Polluaon  Control  Federation).  Tits  report  must  not  be  reproduced  except  m  tua.  wtth  the 
approval  of  Micro  AnaMtea!  Laboratories,  tnc  and  portam  enry  to  ihe  samples  anatyzed.  Una  explanation:  ppb  =  pans  per  biloa 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  52058 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3 

1551  Newcomb  Avenue,  Rm.  103  BURTON  HS  Date  Sampled  1/14/98 
San  Francisco,  CA  94124 


Date  Received  1/14/98 
Date  Analyzed  1/15/98 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


22A 


Micro  52058-01 

SINK  FAUCET 
ROOM  238 
RESAMPLE 


<  1.0 


1.0 


Client 


22B 


Micro  52058-02 

SINK  FAUCET 
ROOM  238 
RESAMPLE 


<  1.0 


1.0 


Client 


22C 


Micro  52058-03 

SINK  FAUCET 
ROOM  238 
RESAMPLE 


<  1.0 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analyasNo^drinking>water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  CertHicate  ilOSTT  SampTiTaTe  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  52166 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  BURTON  HS  DateSampied  1/17/98 

San  Francisco,  CA    94124  Date  Received  1 /2 0/9 8 

Date  Analyzed  1/20/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
238 

BURTON  22A 

52166-01 
IUCET 

1.4 

1.0 

Client 
Micro 

SINK  F> 
238 

BURTON  22B 

52166-02 
OJCET 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 
236 

BURTON  22C 

52166-03 
WCET 

<  1.0 

1.0 

Client 
Micro 

BLANK 

BURTON  BLANK 

52166-04 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited ToHeed  analysis  in  TJrTnTclng^water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


JAN-15-98  THU  02:35  PH 


FAX  NO. 


r.  u<i/u3 


Pago  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  »  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  m   5205  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3 

1551  Newcomb  Avenue,  Rm.  103  BURTON  HS  Date  sampled  1/14/98 

San  Francisco,  CA  94124  ^  Rec8iV6d  1/14/9Q 

Data  Analyzod  1/15/98 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Nfcro 

SINK  Ft 
ROOMS 
RE  SAM 

22A 

52058-01 

wcer 
m 

PLE 

<  1.0 

1.0 

Client 
Micro 

8MKF4 
ROOMS 
R&SAM 

22B 

52058-02 

tuctrr 
ss 

PLE 

<  1.0 

1.0 

diem 
Mfcro 

SINK  Fi 
ROOM  3 

reaam 

22C 

52058-03 
UUCET 

m 

PLE 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories.  Inc.  Is  accredited  for  had  anrtysjfrfrta^rjnfar^yater  by  the  California  Department  o*  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  CertiflcaN irM»Tr  Samples  fin  analyzed  by  Graphile  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  31138  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  l«h  edition,  1992.  American  PuMc  Health 
Association.  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  rn  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  fnc,  and  pertains  only  to  the  samples  analyzod  Unit  explanation:  ppb  =  parts  per  button. 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


3 


1063  PROJECT:  Micro  Log  In  49186 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  F  &  S  BURTON  HS  DateSampied  1 0/2/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/3/97 

Date  Analyzed  10/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

MULTIP 
BASEM 
FIRST  I 

30B 

49186-11 

LE  DRINKING  FOUNTAIN 
ENT  LEVEL,  TENNIS  COURT 
JRAW 

103.3 

4.0 

Client 
Micro 

MULTIP 
BASEM 
FIRST  C 

30C 

49186-12 

LE  DRINKING  FOUNTAIN 
ENT  LEVEL,  TENNIS  COURT 
DAW 

12.6 

1.0 

Client 
Micro 

BLANK 

BLANK 

49186-13 

<  1.0 

1.0 

Technical 


Supervisor: 

Farid  Ramez^zade^v^Sx 


10/7/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis' in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  49186 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  F  &  S  BURTON  HS  Date  Sampled  10/2/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/3/97 

Date  Analyzed  10/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

25C 

Micro  49186-06 

SINK  FAUCET 

SECOND  FLOOR,  ROOM  238  (#3)  COOKING 
ROOM 

FIRST  DRAW 

10.4 

1.0 

Client 

29A 

Micro  49186-07 

SINK  FAUCET 

SECOND  FLOOR,  ROOM  238  (#6)  COOKING 
ROOM 

FIRST  DRAW 

<  1.0 

1.0 

Client 

29B 

Micro  49186-08 

SINK  FAUCET 

SECOND  FLOOR,  ROOM  238  («6)  COOKING 
ROOM 

FIRST  DRAW 

<  1.0 

1.0 

Client 

29C 

Micro  49186-09 
SINK  FAUCET 

SECOND  FLOOR,  ROOM  238  (#6)  COOKING 
ROOM 

FIRST  DRAW 

1.7 

1.0 

Client 

30A 

Micro  49186-10 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL,  TENNIS  COURT 
FIRST  DRAW 

106.2 

4.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadwiajysis  in\drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037^  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  31 138  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1 


1063  PROJECT:  Micro  Log  In  49186 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  F  &  S  BURTON  HS  Date  Sampled  10/2/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/3/97 

Date  Analyzed  10/3/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

3A 

Micro 

49186-01 

1  0 

law 

DRINKING  FOUNTAIN 
2ND  FLOOR,  ROOM  204 
FIRST  DRAW 

2  3 

Client 

3B 

Micro 

49186-02 

1.0 

DRINKING  FOUNTAIN 
2ND  FLOOR,  ROOM  204 
FIRST  DRAW 

1 .4 

Client 

3C 

Micro 

49186-03 

1.0 

DRINKING  FOUNTAIN 
2ND  FLOOR,  ROOM  204 
FIRST  DRAW 

5.1 

Client 

25A 

Micro  49186-04 
SINK  FAUCET 

SECOND  FLOOR,  ROOM  238  (#3)  COOKING 
ROOM 

FIRST  DRAW 

4.7 

1.0 

Client 

25B 

Micro  49186-05 

SINK  FAUCET 

SECOND  FLOOR,  ROOM  238  (#3)  COOKING 
ROOM 

FIRST  DRAW 

2.1 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaoNanalysis\n  dnrlkirtg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037r-Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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Page  9 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47846 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  4  5 

1551  Newcomb  Avenue,  Rm.  103  FAIRMOUNT  ES  Date  Sampled  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  8/26/97 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

40 

Micro 

BLANK 

47846-41 

<1.0 

1.0 

•< 

Client 

41 

Micro  47846-42 

DRINKING  FOUNTAIN 
BLDGD  LEFT  OUTSIDE 
BELOW  MID  LEVEL  "D" 

<1.0 

1.0 

Client 

42 

Micro  47846-43 

DRINKING  FOUNTAIN 
BLDG  D  RIGHT  OUTSIDE 
BELOW  MID  LEVEL  "D" 

<1.0 

1.0 

Client 

43 

Micro  47846-44 

SINK  FAUCET 

BLDG  D  RR  SINK  LEFT 

BELOW  MID  LEVEL  "D" 

2.0 

1.0 

Client 

44 

Micro  47846-45 

SINK  FAUCET 

BLDG  D  RR  SINK  RIGHT 

BELOW  MID  LEVEL  "D' 

<1.0 

1.0 

Technical  Supervisor:    "V    — ^r^C^^  9/8/97  Analyst: 


9/8/97  Analwcf  FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  read_aiiaysis~irrdftnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  FAIRMONT  ES 

San  Francisco,  CA  94124 


Micro  Log  In  49248 
Total  Samples  1  6 
Date  Sampled  10/6/97 
Date  Received  10/6/97 
Date  Analyzed  10/6/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


2A 


Micro  49248-01 

SINK  FAUCET 

BLOG.  C,  SINK  NEAR  ENTRANCE 
1ST 


1.0 


1.0 


Client 


2B 


Micro  49248-02 
SINK  FAUCET 

BLOG.  C,  SINK  NEAR  ENTRANCE 
2ND 


1.0 


1.0 


Client 


2C 


Micro  49248-03 
SINK  FAUCET 

BLOG.  C,  SINK  NEAR  ENTRANCE 
3RD 


3.3 


1.0 


Client 


4A 


Micro  49248-04 

SINK  FAUCET 

RIGHT  SIDE  RR,  BLOG.  C 

1ST 


1.0 


1.0 


Client 


4B 


Micro  49248-05 

SINK  FAUCET 

RIGHT  SIDE  RR,  BLDG.  C 

2ND 


1.0 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  dnhtdngMwater  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  CertificateN)4fl37.  jBamples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  4  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  6 

1551  Newcomb  Avenue,  Rm.  103  FAIRMONT  ES  Date  Sampled  1 0/6/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/ 6/9 7 

Date  Analyzed  10/6/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  Ft 
RIGHT! 
3RD 

4C 

49248-06 
VUCET 

SIDE  RR,  BLDG.  C 

3.2 

1.0 

Client 
Micro 

SINK  Ft 
LEFT  SI 
1ST 

5A 

49248-07 
VUCET 

DE  RR,  BLDG.  C 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 
LEFT  SI 
2ND 

5B 

49248-08 
VUCET 

DE  RR,  BLDG.  C 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 
LEFT  SI 
3RD 

5C 

49248-09 
VUCET 

DE  RR,  BLDG.  C 

2.1 

1.0 

Client 
Micro 

SINK  Ft 
BLDG.  I 
1ST 

14A 

49248-10 

VUCET 

),  RIGHT  RR 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis"1n~drjnj$ng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate>t©3l^  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    49  2  48 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Avenue,  Rm.  103  FAIRMONT  ES  Date  Sampled  10/6/97 

San  Francisco,  CA   94124  _  .  _  . 

Date  Received  10/6/97 
Date  Analyzed  10/6/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Fi 
BLOG.I 
2ND 

14B 

49248-11 

UJCET 

3,  RIGHT  RR 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 

BLOG.I 

3RD 

14C 

49248-12 

UJCET 

>,  RIGHT  RR 

<  1.0 

1.0 

Client 
Micro 

BLDG.  1 
1ST 

15A 

49248-13 
),  LEFT 

<  1.0 

1.0 

Client 
Micro 

BLDG.  ( 
2ND 

15B 

49248-14 
),  LEFT 

<  1.0 

1.0 

Client 
Micro 

BLDG. t 
3RD 

15C 

49248-15 
),  LEFT 

<  1.0 

1.0 

Technical  Supervisor:  _Z  j£™—±ucs2sz\^:  s^r    io/q/»  {  Analyst 


MA  0/6/ 


97  Analv/ct-  FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysisin  dnhking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificat«^#i037)  Sdmples^re  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  foTTfie  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


4 


1063  PROJECT:  Micro  Log  In  49248 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Avenue,  Rm.  103  FAIRMONT  ES  Date  Sampled  1  0/6/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/6/9 7 


Date  Analyzed  10/6/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

45 

Micro  49248-16 

DRINKING  FOUNTAIN 
DRINKING  FOUNTAIN  IN  YARD 

100.4 

3.3 

Technical  Supervisor:     r/LA^     ^  10/6/97         Analyst:   E§  

Farid  Rameza^ziM^h,  W-S>\ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacr-analysisV i^kjjnkin^  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  theexainirnption  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Paga  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47739 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  FILIPINO  ED.  CHILD  CTR  Date  Sampled  8/16/97 

San  Francisco,  CA   94124  _  ,  _ 

Dale  Received  8/25/97 

Date  Analyzed  8/31/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
1 

FIRST  C 

1 

47739-01 
HQ  FOUNTAIN 

)RAW 

14.0 

1.0 

Client 
Micro 

ORINKI 
2 

FIRST  t 

2 

47739-02 

HQ  FOUNTAIN 
>RAW 

6.2 

1.0 

Client 
Micro 

ORINKII 
3 

FIRST  C 

3 

47739-03 
1G  FOUNTAIN 

>RAW 

3.8 

1.0 

Client 
Micro 

ORINKII 
4 

FIRST  C 

4 

47739-04 
1Q  FOUNTAIN 

)RAW 

6.8 

1.0 

Client 
Micro 

ORINKII 

s 

FIRST  C 

5 

47739-05 
HQ  FOUNTAIN 

>RAW 

4.6 

1.0 

Technical  Supervisor 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  formfeed-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  7  739 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  FILIPINO  ED.  CHILD  CTR  Date  Sampled  8/16/97 

San  FranciSCO,  CA    94124  Date  Received  8 /2 5/9  7 

Date  Analyzed  8/31/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
6 

FIRST  I 

6 

47739-06 
MG  FOUNTAIN 

>RAW 

4.5 

1.0 

■■ 

Client 
Micro 

DRINKI 
7 

FIRST  C 

7 

47739-07 
*G  FOUNTAIN 

IRAW 

1.3 

1.0 

Client 
Micro 

SINK  Ft 
KITCHE 
FIRST  C 

8 

47739-08 

WCET 
N 

)RAW 

6.4 

1.0 

Client 
Micro 

DRINKII 
L 

FIRST  C 

9 

47739-09 
<4G  FOUNTAIN 

IRAW 

4.1 

1.0 

Client 
Micro 

SINK  Ft 
STAFF 
FIRST  C 

1  0 

47739-10 

WCET 

KITCHEN 

IRAW 

8.0 

1.0 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4773  9 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  FILIPINO  ED.  CHILD  CTR  Date  Sampled  8/16/97 

San  Francisco,  CA   94124  n  ,  _ 

Date  Received  8/25/97 
Date  Analyzed  8/31/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

BLANK 

B 

47739-1 1 

<  1.0 

1.0 

Client 
Micro 

DRINKII 
OUTSIO 
FIRST  C 

1  1 

47739-12 

1G  FOUNTAIN 
E 

>RAW 

2.8 

1.0 

Client 
Micro 

SPIKED 

1  2 

47739-13 

57.1 

2.2 

1  Jk — mi 


Technical  Supervisor:      ^  — y<T^       —    ^/91          Analyst:   £k  

Farid  Ramezan2e.dehTM>§. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis>Mlririking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    492  9  7 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  FILIPINO  DateSampied  10/1/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/97 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINKD 
ROOM1 
FIRST  [ 

1  A 

49297-01 
LINKING  FOUNTAIN 

)RAW 

3.9 

1.0 

Client 
Micro 

SINK  Dl 
ROOM1 
FIRST  [ 

1  B 

49297-02 
UNKING  FOUNTAIN 

)RAW 

5.0 

1.0 

Client 
Micro 

SINK  Dl 
ROOM  1 
FIRST  C 

1C 

49297-03 

UNKING  FOUNTAIN 
>RAW 

4.5 

1.0 

Client 
Micro 

BLANK 

BLANK 

49297-04 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  anatyeisNQ^nkiftiwater  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  rW37j  SampTss-aw  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


ttAR-25-99  THU  09:37  AM 


FAX  NO. 


P.  02/1 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In  66361 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  26 

1551  Newcomb  Avenue,  Rm.  103  ALICE  FONG  YU  tote  Sampled  3/18/99 

San  Francisco,  CA  94124  Dat*  Recced  3/19/99 

Data  Analyzed  3/22/99 


Client  Sample  ID 


Lead  Concentretlon 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Ctont 

ALICE  1A 

Micro 

66361-01 

1 

1ST  DRAW,  EXTERIOR  COURTYARD 
MULTIPLE  DRINKING  FOUNTAIN 

6 

Cborrt 

ALICE  1B 

Micro 

66361-02 

1 

2ND  DRAW,  EXTERIOR  COURTYARD 
MULTIPLE  DRINKING  FOUNTAIN 

3 

Client 

ALICE  2A 

Micro 

66361*03 

1  9 

1 

1ST  DRAW,  HALLWAY  (3RD  FLOOR) 

Drinking  fountain 

CSent 

ALICE  2B 

Micro 

66361-04 

24 

2ND  DRAW.  HALLWAY  (3RD  FLOOR) 
DRINKING  FOUNTAIN 

1 

Cient 

ALICE  3A 

Micro 

66361-05 

1ST  DRAW.  HALLWAY  (3RD  FLOOR) 
ORMKMG  FOUNTAM 

4 

1 

Technical  SupwISOf!  <*<TA*^AmA 3/24/99       Analyst:   H  

JLj  Fsrtd  Rarnazanzfldefi,  M.S.        Date  Reported 

Micro  AnerybcaJ  Laborotoriea,  me,  is  eeoredited  (or  lead  analysis  In  drinking  welar  by  the  Callfomle  Deparlmant  of  Health  Services,  Environment*! 
Laboretary  Accreditation  Program  (ELAP),  Certrfleale  #1087.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  wiih  Method  31138  (Standard  Method*  lor  the  Examination  of  Water  and  Wastewater,  16th  edition,  1982,  American  Public  Health 
Association.  American  Water  Works  Association.  Welar  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  inc..  end  pertains  onty  to  riie  samples  analyzed.  Unit  explanation:  ppb m  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  S460S  -  (510)  653-0624 


MAR-25-99  THU  09:37  AM 


FAX  NO. 


P.  03/11 


Page  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    6  6361 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samptos  26 

1551  Newcomb  Avenue,  Rm.  103  ALICE  FONG  YU 

Data  Sampled  3/18/99 

San  Francisco,  CA    94124  Dale  Received  3/19/99 


Data  Analyzed  3/22/99 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

ALICE  3B 

Micro 

66361-06 

1 

2ND  DRAW,  HALLWAY  (3RD  FLOOR) 
DRINKING  FOUNTAIN 

3 

Client 

ALICE  4A 

Micro 

66361-07 

1 

1ST  DRAW,  HALLWAY  (2ND  FLOOR) 
DRINKING)  FOUNTAIN 

7 

Client 

ALICE  48 

Micro 

66361-06 

46 

2ND  DRAW,  HALLWAY  (2ND  FLOOR) 
DRINKING  FOUNTAIN 

1 

Cttant 

ALICE  5A 

Micro 

66361-09 

35 

1 

1ST  DRAW,  HALLWAY  (2ND  FLOOR) 
DRINKING  FOUNTAIN 

Client 

AUCE  SB 

Micro 

66361-10 

33 

2ND  DRAW,  HALLWAY  (2ND  FLOOR) 
DRINKING  FOUNTAIN 

1 

Technical  Supervisor:  dbltM^t^t/f^Q  724/99       Analyst:   al 

A»7  Farid  Ramazanza&Bh.  M&        Data  Reported 


Farid  Ramazanzaefeh.  M.S.        Data  Reported 

Micro  Analytical  Laboratories,  Inc.  Is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
ecwdanco  with  Method  311  SB  (Standard  Methods  tor  the  Examination  of  Water  and  Waaiowaior,  isth  edition,  1092,  American  Public  Heel  in 
Association,  American  Water  Works  Association,  Water  Pollution  Conirol  Federation}.  This  report  must  not  be  reproduced  except  in  fun  with  the 
approval  of  Micro  Analytical  Laboratories,  fnc,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  »  parts  per  billion. 

5900  HOLL1S  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  •  (S10)  653-0824 


MAR-25-99  THU  09:38  AM 


FAX  NO. 


P.  04/1 


Paga  3 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  ■  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  66361 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Toiai  samples  26 

1551  Newcomb  Avenue,  Rm.  103  ALICE  PONG  YU  Data  Sampled  3/13/99 

San  Francisco.  CA  94124  Date  Received  3/1 9/99 

Data  Analyzed  3/24/99 


Detection 


Client  Sample  ID 

Lead  Concentration 

\fffUf 

Limit 

fDDbl 
IKK1*/ 

Comments 

Client 

ALICE  6A 

Micro  66361-11 

1ST  DRAW,  FACULTY  LOUNGE 
BSNK  FAUCET 

<  1 

1 

CSant 

ALICE  60 

Micro  66361-12 

2ND  DRAW,  FACULTY  LOUNGE 
SINK  FAUCET 

<  1 

1 

Ctont 

ALICE  7A 

Micro  66361-13 

1ST  DRAW,  HALLWAY  (1ST  FLOOR) 
DRINKING  FOUNTAIN 

>  1  60 

1 

Cflent 

ALICE  7B 

Micro  66361-14 

WD  DRAW.  HALLWAY  (1ST  FLOOR) 
OflJWQNG  FOUNTAIN 

1 

1 

dent 

ALICE  8A 

Micro  66361-15 

1ST  DRAW,  HALLWAY  (1ST  FLOOR) 
Mat  KMC  FOUNTAM 

26 

1 

Technical  Supervisor: 


Fa/id  Ram 


M.S. 


3/24799  Analyst: 


AL 


Data  Reported 


Micro  Analytical  Laboratories,  Inc.  it  accradHad  (or  lead  analysis  in  drinking  water  by  tha  California  Dapartmant  of  Health  Service*,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  CartMcalo  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  wfm  Method  31138  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
AMivilatlmi,  American  Water  Worts  Association.  Water  Potuflon  Control  Federation).  This  report  must  not  be  reproduced  except  In  tut,  with  the 
approve  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  lo  the  samples  analyzed.  Unit  explanation;  ppb  -  pane  per  biWoa 


6900  MOLLIS  STREET,  SUITE  U,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0624 


MAR-25-99  THU  09:38  AM 


FAX  NO. 


P.  05/11 


Pag*  4 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
ALICE  FONG  YU 


Micro  Log  In  66361 
Total  Samples  2  6 
Date  Sampled  3/18/99 
Dalo  Received  3/19/99 
Data  Analyzed  3/24/9  9 


Detection 

Lead  Concentration                  Limit  Comments 
Client  Sample  ID   (ppb)  (ppb)  


Client 

ALICE  SB 

7 

1 

Micro  66361-16 

2ND  DRAW,  HALLWAY  (1ST  FLOOR) 
DRINKING)  FOUNTAIN 

Ctont 
Micro 

ISTDRi 
SINK  Dl 

ALICE  9A 

<  1 

1 

6636M7 

IW,  CLASS  101 
UNKING  FOUNTAIN 

Client 

Micro 
2ND  DR 

sm<  di 

ALICE  SB 

<  1 

1 

66361-18 

AW,  CLASS  101 
LINKING  FOUNTAIN 

Client 

ALICE  10A 

<  1 

1 

Micro  66361-19 

1ST  DRAW,  CLASS  102 
SINK  DRINKING  FOUNTAIN 

Client 

ALICE  10B 

<  1 

1 

Micro  66361-20 

2ND  ORAW.  CLASS  102 
SINK  DRINKING  FOUNTAIN 

Technical  Supervisor:        -<x[U*AJWAAJUb      3/24/99       Analyst:   5?  

^      Fartd  Rsfneahzadsh,  M.S.        Data  Reported 

Micro  Analytical  Laboratories,  Inc.  is  accredited  (or  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  CartiRcate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  31 168  (Standard  Methods  for  the  Examination  of  Water  end  Wastewater,  ieth  edition.  1992,  American  Public  Hoahh 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full  wtih  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  -  parts  per  bttion. 


8900  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  683-0824 


HAR-25-99  THU  09:38  AM 


FAX  NO. 


P.  06/ 


Page  $ 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  66361 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  26 

1551  Newcomb  Avenue,  Rm.  103  ALICE  FONG  YU  DaioSwnpied  3/18/99 

San  Francisco,  CA  94124  Date  Received  3/19/99 

Dale  Analyzed  3/24/99 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Llmft 
(ppb) 


Comments 


Client 
Micro 

1ST  Ml 
SJNKDI 

ALICE  11 A 

66361-21 

kW.  CLASS  10s 
WlONC  FOUNTAIN 

<  1 

1 

Client 
Mod 

2ND  OR 
SINK  n 

ALICE  118 

66361-22 

AW.  CLASS  10S 
WlfONQ  FOUNTAIN 

<  1 

1 

dent 

Micro 

ISTDfti 
SINK  Dl 

ALICE  12A 

66361-23 

IW,  CLASS  104 
UNKING  FOUNT  AM 

3 

1 

Client 
Micro 

2ND  OR 

aauiCDi 

ALICE  12B 

66361-24 

AW.  CLASS  104 
NNKMG  FOUNTAIN 

3 

1 

Client  |             ALICE  13A 

Micro  66361-25 

1ST  DRAW.  CLASS  10B 
SINK  DRMKMG  FOUNTAIN 

12 

1 

Technical  Supervisor: 


Farid  Ramezafjradeh.  M.8. 


3/24/99  Analyst: 


TT 


Date  Reported 


Mtero  Analytical  Laboratories,  tncrle  accredied  tor  lead  analyst*  In  drinking  water  by  Ihe  California  Department  of  Health  Service*,  Environmental 
Laboratory  AoeredHatton  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graph  Kb  Pumaoa  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113a  (Standard  Methods  tor  (he  Examination  el  Water  end  Wastewater,  18th  edition,  1932,  American  Pubic  Health 
AtaaeiaUon,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  bo  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  ta  tha  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLI5  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  659-0824 


MAR-25-99  THU  09:39  AM 


FAX  NO. 


P.  07/11 


Pag*  6 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  *  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  31138 


1063  PROJECT:  Micro  Log  In  66361 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  sampios  2  6 

1551  Newcomb  Avenue,  Rm.  103  ALICE  PONG  YU  Dais  sampled  3/18/99 

San  Francisco,  CA  94124  r*io  received  3/19/99 

Dale  Analyzed  3/24/9  9 


Client  Sample  ID 


Lead  Concentration 
(Ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

ALICE  13B 

Micro  66361-26 

2ND  DRAW.  CLASS  10S 
SINK  DRINKING  FOUNTAIN 

1 

1 

3^4/"  .  Analyst: 


TT 


Technical  Supervisor:  

Farld Ramezdtaadah, MS.        Data  Reported 

Micro  Analytical  Laboratories,  Inctft  accredited  for  load  analysis  (n  drinking  water  by  the  California  Department  of  Health  Service*  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Sampios  era  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Method*  for  the  Examination  of  Water  and  Wastewater,  iflth  edition,  1&92  American  Puoflc  Health 
Association.  American  Water  Works  Association,  Wator  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full  with  the 
approval  of  Micro  Analytical  Laboratori...  inc.,  and  portaine  only  to  the  samples  analyzed.  Unit  explanation:  ppb  -  parts  per  billion. 


5900  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  •  (510)  653-0624 


HAR-25-99  THU  11:29  AM 


FAX  NO. 


P.  02 


P«ge  6 

MICRO  ANALYTICAL  LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311  SB 


1063  PROJECT:  Micro  Log  In  66361 

SFUSD  <  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  26 

1551  Newcomb  Avenue.  Rm.  103  AUCE  FONG  YU  DeteSampiod  3/18/99 

San  FrandSCO.  CA    94124  Dale  Received  3/19/99 

Date  Analyzed  3/24/99 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 
Moo 

2ND  DR 
SWKfM 

ALICE  13B 

66361-26 

AW.  CLASS  105 
LINKING  FOUNTAIN 

1 

1 

Caoru 

Micro 

BLANK 

AUCE  BL1 

66361-27 

<  1 

1 

Orient 

Micro 
BLANK 

ALICE  DL2 

66361-26 

<  1 

1 

Technical  Supervisor 


i,  inc.  if 


Farfd 


I  0,     3/25/99  Analyst: 


TT 


,  M.S. 


Data  Reported 


Micro  Analytical  Labor*  toriea.Tnc.  It  accredited  for  laad  analysis  in  drinking  water  by  lha  California  Department  of  Health  Services,  Environmental 
Laboratory  Aocradit»Uon  Program  (ELAP),  Corifu»i#  #1037.  Samples  are  anaiyzad  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  31138  (Standard  Malhode  for  tha  Examination  of  Water  and  Waattwater,  16th  edition,  1092,  Amarican  Public  Health 
Aaaodabon,  American  Walar  Works  Association.  Water  PoOution  Control  Federation).  Thia  report  must  not  be  reproduced  except  in  full,  with  tho 
approval  or  Micro  Analytical  Laboratories,  Inc.,  and  portaina  onry  to  th*  camples  anoJyzad.  Unit  explanation:  ppb  «  parte  per  billion. 


5900  HOLLIS  STREET,  SUITE  M.  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
FLYNN  ES 


Micro  Log  In    4  7  5  24 
Total  Samples  1  2 
Date  Sampled  8/17/97 
Date  Received  8/19/97 
Date  Analyzed  8/24/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

MULTJP 
190  (HA 

FLYNN  1 

47524-01 

LE  DRINKING  FOUNTAIN 
LL)/ FIRST  DRAW 

1.8 

1.0 

Client 
Micro 

WATER 
190  (HA 

FLYNN  2 

47524-02 

-COOLED  DRINKING  FOUNTAIN 
LL)/ FIRST  DRAW 

1.9 

1.0 

Client 
Micro 

SINK  Dl 
108B/I 

FLYNN  3 

47524-03 

UNKING  FOUNTAIN 
HRST  DRAW 

2.5 

1.0 

Client 
Micro 

SINK  Ft 
108B/S 

FLYNN  4 

47524-04 

U1CET 
TRST  DRAW 

10.3 

1.0 

Client 
Micro 

SINK  Dl 
202 /Rf 

FLYNN  5 

47524-05 

UNKING  FOUNTAIN 
1ST  DRAW 

2.6 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forfeatrtnalysis  irTdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  5  2  4 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  FLYNN  ES  Date  Sampled  a/17/97 

San  Francisco,  CA  94124  _  .  _       ,  „,  , 

Date  Received  8/19/97 
Date  Analyzed  8/24/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


FLYNN  6 


Micro  47524-06 

SINK  FAUCET 
211  /  FIRST  DRAW 


29.9 


1.0 


Client 


FLYNN  7 


Micro  47524-07 

MULTIPLE  DRINKING  FOUNTAIN 
230  (HALL)  /  FIRST  DRAW 


2.6 


1.0 


Client 


FLYNN  8 


Micro  47524-08 

WATER-COOLED  DRINKING  FOUNTAIN 
230  (HALL)  /  FIRST  DRAW 


1.7 


1.0 


Client 


FLYNN  9 


Micro  47524-09 

WATER-COOLED  DRINKING  FOUNTAIN 
350  (HALL)  /  FIRST  DRAW 


2.7 


1.0 


Client 


FLYNN  10 


Micro  47524-10 

MULTIPLE  DRINKING  FOUNTAIN 
350  (HALL)  /  FIRST  DRAW 


13.6 


1.0 


FR 


Technical  Supervisor:  jjt^z — yT     ^^i^  9/5/97   Analyst: 

FaridR, 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacransTysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    47  52  4 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  FLYNN  ES  Date  Sampled  8/17/97 

San  FranciSCO,  CA    94124  Date  Received  8/19/97 

Date  Analyzed  8/24/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

MULTIP 
350  (HA 

FLYNN  11 

47524-1 1 

LE  DRINKING  FOUNTAIN 
LL)/  FIRST  DRAW 

22.0 

1.0 

Client 
Micro 

BLANK 

FLYNN  12 

47524-12 

<  1.0 

1.0 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaJTanalysis  Tn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


OCT,  14.  1997  12:07PM 


NO.  7167    F.  25/76 


f  1  "V         SPnilOia  <I0  Chewpeakc  Drive  Redwood  Oty,  CA  94063      (650)164-9600         FAX  (6S0)  364-9311 

fjil        °tVl  404  N.  Wifet  Unc  Walnut  Crwk,  CA  94598       (510)  911-9600         FAX  ($10)  988-9673 

y^J-^Jy^j£jj|  B 19  Striker  Avenue,  Suite  •    Sacramento.  CA  958)4         (916)911-9600         FAX  (916)  921-0100 


Z SFUSD 

j  1551  NewcombAve.,  Hm.  103 
|  San  Francisco,  CA  94124 

■ 
I 

!  Attention:     Bruce  Giannini 


■  •'<  ••"•|||||||||||||limiHlir:^E=S= 

^i-^siauiiiiiiiiimiii'r1!'1 ..'  :....--== 


Client  Proj.  ID:  Leonard  Flynn  ES 
Lab  Proj.  ID:  9710493 


in.iiimniniima" 


^li:!U  UlUIII  liiilkl  luiuu  uihui 


 mmmnjiiKSnin::.-:.^' 

i=ii»'!»rmMi|iiillililiin».,.-M..r— : 


::: '  ;ii"^wlllll!l!l!llra,!SL^S^= 

LABORATORY  ANALYSIS 


ate   :?Hiiiwiiiiiiilil!.;;:;: 

Sampled:  09/26/97  | 
Received:  10/09/97  s 
Analyzed:  see  below  n 

Reported: 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710493-01 
Sample  Desc :  LIQUID, Flynn  10-A 

Lead 

mg/L 

10/13/97 

0.0050 

N.D 

Lab  No:  9710493-02 
Sample  Desc :  LIQUID,  Flynn  10-B 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710493-03 
Sample  Desc  :  UQUID,Ftynn  10-C 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710493-04 
Sample  Desc  :  UQUID.FIynn  6-A 

Lead 

mg/L 

10/T3/97 

0.0050 

N.D. 

Lab  No:  9710493-05 
Sample  Desc  :  UQUID.FIynn  6-B 

Lead 

mg/L 

10/13/97 

00050 

N.D. 

Lab  No:  9710493-06 
Sample  Desc  :  UOUID,Ftynn  6-C 

Lead 

mg/L 

10/13/97 

0.0050 

0.011 

Lab  No:  9710493-07 

Sample  Desc  :  UQUID,Flynn  6-C  (duplicate) 

Lead 

mg/L 

10/13/97 

0.0050 

0.010 

Analytic  reported  at  N.D.  were  not  present  above  the  stated  Nmit  of  detection. 

SEQUOIA  ANALYTICAL     ELAP  #1210 


Sheila  Flynn 
Prefect  Manager 


p»9« 


10/14/97    11:58         TX/RX  NO. 0298         P. 025 


■v\*L.       133?  1£.uotjk  ft".  '10,      r.    £2..  ,0 

SpmiOiri  680  Chesapeake  Drive  Redwood  City.  CA  94063  (650)  364-9600        FAX  (650)  364*923) 

VI  404  N,  Wigei  Lane  Walnut  Creek.  CA  94598  (510)  988  9600         FAX  (510)  988  9673 

fi  19  Striker  Avenue,  Suit*  6  Sacnmrnto,  CA  95934  (916)921-9600  FAX  (916)  92 1-0100 


Analytical 


SFUSD 

1551  NewcombAve.,  Rm.  103 
San  Francisco,  CA  94124 


,;.  ;ii  -tr,^  -~  — -istanwiiiiiiiiitnM'i- 1  •  i    '  "'''!"llt-"y|-1^| 

Client  Proj.  ID:     Leonard  Flynn  ES 


I  Attention:     Bruce  Giannini 

iiiiiiHnyiiHHiuiwiiiiiHijiiiiiiiiiuiriill 


Lab  Pro].  fD.  9710493 


,„,iuiiiuiimiiiiniu 


ifNt^;iiiMiiiiiiinjjiHiia 

Sampled:  09/26/97  1 
Received:  10/09/97  | 
Analyzed:  see  below  1 

n 

Reported:  10/14/97  jji 

tjL-i  —  ■•    -   ••-  ~.mr.unim;,x 


Anaiyte 


LABORATORY  ANALYSIS 


Units 


Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9710493-08 
Sample  Desc  :  LIQUID, Flynn  Blank 


Lead 


mg/L 


10/13/97 


0.0050 


N.D. 


Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  o<  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Page:  2 


10/14/97    11:58         TX/RX  NO. 0298         P. 026 


Pag*  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  FRANCISCO  MS 
San  Francisco,  CA  94124 


Micro  Log  In  47414 
Total  Samples  1  5 
Date  Sampled  8/12/97 
Date  Received  8/15/97 
Date  Analyzed  8/15/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

i 

Micro 

47414-01 

2.8 

DRINKING  FOUNTAIN 
2ND  FLOOR  MAIN  BLDG 
FIRST  DRAW 

1.0 

Client 

2 

Micro  47414-02 

DRINKING  FOUNTAIN 
2ND  FLOOR  MAIN  BLDG 
(NO  SAMPLE) 

SAMPLE  NOT 
RECEIVED 

Client 

3 

Micro 

47414-03 

9.2 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  MAIN  BLDG 
FIRST  DRAW 

Client 

4 

Micro  47414-04 
SINK  FAUCET 

1ST  FLOOR  MAIN  BLDG  RM  115 
FIRST  DRAW 

10.0 

1.0 

Client 

5 

Micro 

47414-05 

8.8 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  MAIN  BLDG 
FIRST  DRAW 

Technical  Supervisor: 


Farid  Rami 


Analyst: 


FR 


deh^S^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  le&d-anefysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  »  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47414 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  FRANCISCO  MS  Date  Sampled  8/12/97 

San  FranciSCO.  CA    94124  Date  Received  8/ 1  5/9  7 

Date  Analyzed  8/1  5/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

DRINKI 
2ND  FL< 
FIRST  [ 

6 

47414-06 

AG  FOUNTAIN 
DOR  SHOP  WING 
>RAW 

7.0 

1.0 

Client 
Micro 

DRINKI 
2ND  FLI 
FIRST  C 

7 

47414-07 

AG  FOUNTAIN 
DOR  SHOP  WING 
)RAW 

<1.0 

1.0 

Client 
Micro 

DRINKII 
3RD  FLI 
(NO  SA 

8 

47414-08 

AG  FOUNTAIN 
DOR  EAST  WING 
MPLE) 

SAMPLE  NOT 
RECEIVED 

Client 
Micro 

DRINKII 
3RD  FLI 
FIRST  C 

9 

47414-09 

AG  FOUNTAIN 
DOR  EAST  WING 
IRAW 

<1.0 

1.0 

Client 
Micro 

MULTIP 
LOWER 
FIRST  C 

1  0 

47414-10 

LE  DRINKING  FOUNTAIN 
YARD 
»RAW 

<1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  "analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47414 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  FRANCISCO  MS  DateSampied  8/12/97 

San  Francisco,  CA  94124 

Date  Received  8  / 1  5  /  9  7 
Date  Analyzed  8/15/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

MULT1P 
UPPER 
FIRST  C 

1 1 

47414-11 

LE  DRINKING  FOUNTAIN 

YARD 

)RAW 

3.2 

1.0 

Client 
Micro 

DRINKII 
BASEM 
FIRST  C 

1  2 

47414-12 

HQ  FOUNTAIN 
ENT  GYM  ANNEX 
IRAW 

2.4 

1.0 

Client 
Micro 

DRINKII 
BASEM 
FIRST  C 

1  3 

47414-13 

HQ  FOUNTAIN 

ENT  GYM  ANNEX  RM.  400 

IRAW 

8.6 

1.0 

Client 
Micro 

DRINKII 
GYM  Ah 
FIRST  C 

1  4 

47414-14 

HQ  FOUNTAIN 
INEX  FIRST  FLOOR 
>RAW 

34.0 

1.0 

Client 
Micro 

BLANK 

1  5 

47414-15 

<1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories.  Inc.  is  accredited  for  lead  analysis  in  drTnkmg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  31 138  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In  47692 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  7 

1551  Newcomb  Avenue,  Rm.  103  BENJAMIN  FRANKLIN  JH  Date  Sampled  8/22/97 

San  FranciSCO,  CA    94124  Date  Received  8/22/97 

Date  Analyzed  8/2  5/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

BLANK 

1 

47692-01 

<     1 .0 

1.0 

Client 
Micro 

DRINKII 
BASEM 
FIRST  C 

2 

47692-02 

FOUNTAIN 
ENT  FLOOR  •  FRONT  OF  ROOM  008 
IRAW 

<  1.0 

1.0 

Client 
Micro 

DRINKII 
BASEM 
FIRST  C 

3 

47692-03 

FOUNTAIN 
ENT  FLOOR  -  FRONT  OF  ROOM  014 
IRAW 

1.4 

1.0 

Client 
Micro 

DRINKII 
FIRST  F 
FIRST  C 

4 

47692-04 
YG  FOUNTAIN 

LOOR  -  FRONT  OF  ROOM  102 
IRAW 

1.2 

1.0 

Client 
Micro 

DRINKII 
BASEM 
FIRST  C 

5 

47692-05 
HG  FOUNTAIN 

ENT  FLOOR  •  GIRLS'  GYM  -  ROOM  030 
IRAW 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  tead^nalysTrirrdnnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 

1063                                                                  PROJECT:  Micro  Log  In  47692 

SFUSD  -  Asbestos  Control  Program                   S.F.U.S.D.  Total  Samples  1  7 

1551  Newcomb  Avenue,  Rm.  103  BENJAMIN  FRANKLIN  JH               Date  Sampled  8/22/97 

San  Francisco,  CA  94124  _  ,  _  , 

Date  Received  8/22/97 
Date  Analyzed  8/25/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

6 

Micro  47692-06 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  FLOOR  •  CAFETERIA  •  040 
FIRST  DRAW 

<  1.0 

1.0 

Client 

7 

Micro  47692-07 
SINK  FAUCET 

BASEMENT  LEVEL  KITCHEN  -  ROOM  041 
FIRST  DRAW 

4.4 

1.0 

Client 

8 

Micro  47692-08 

SINK  FAUCET 

BASEMENT  LEVEL  KITCHEN  •  ROOM  041 
FIRST  DRAW 

1.7 

1.0 

Client 

9 

Micro  47692-09 

SINK  FAUCET 

BASEMENT  LEVEL  KITCHEN  •  ROOM  041 
FIRST  DRAW 

2.5 

1.0 

Client 

1  0 

Micro  47692-10 
SINK  FAUCET 

BASEMENT  LEVEL  KITCHEN  -  ROOM  041 
FIRST  DRAW 

8.1 

1.0 

Technical  Superviso 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  BENJAMIN  FRANKLIN  JH 

San  Francisco,  CA  94124 


Micro  Log  In    4  7  6  9  2 
Total  Samples  1  7 
Date  Sampled  8/22/9  7 
Date  Received  8/22/97 
Date  Analyzed  8/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 1 

Micro 

47692-1 1 

1 .5 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  -  FRONT  OF  ROOM  113 

FIRST  DRAW 

Client 

1  2 

Micro  47692-12 

SINK  FAUCET 
FIRST  FLOOR  ROOM  1 19A 
TEACHERS'  LOUNGE 
FIRST  DRAW 

3.0 

1.0 

Client 

1  3 

Micro 

47692-13 

1.0 

DRINKING  FOUNTAIN 
SECOND  FLOOR 
FRONT  OF  ROOM  206 
FIRST  DRAW 

2.0 

Client 

1  4 

Micro 

47692-14 

1.0 

DRINKING  FOUNTAIN 
SECOND  FLOOR 
FRONT  OF  ROOM  21 4A 
FIRST  DRAW 

6.7 

Client 

1  5 

Micro 

47692-15 

1.0 

DRINKING  FOUNTAIN 
SECOND  FLOOR  HALLWAY 
OUTSIDE  ROOM  240 
FIRST  DRAW 

6.0 

Technical  Supervisor: 


9/7/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  m  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Pag*  4 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063                                                                        PROJECT:  Micro  Log  In    4  76  92 

SFUSD  -  Asbestos  Control  Program                   S.F.U.S.D.  Total  Samples  1  7 

1551  Newcomb  Avenue,  Rm.  103  BENJAMIN  FRANKLIN  JH               DateSampied  8/22/97 

San  Francisco,  CA  94124  _  ,  Q    .    .  ainnln^ 

Date  Received  8/22/97 
Date  Analyzed  8/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1  6 

Micro 

47692-16 

3.8 

1.0 

DRINKING  FOUNTAIN 
FIRST  FLOOR  ANNEX 
BOY*S'  GYM  -  ROOM  002 
FIRST  DRAW 

Client 

1  7 

Micro 

47692-17 

13.0 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL  •  PLAYGROUND 
OUTSIDE  RM.  016 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories.  Inc.  is  accredited  for  learf'analysts-fn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater.  18th  edition.  1992.  American  Public  Health 
Association.  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49187 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  BENJAMIN  FRANKLIN  JH  Date  Sampled  1 0/2/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/3/97 

Date  Analyzed  10/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

MULTIP 
OUTSIO 
FIRST  E 

17A 

49187-01 

LE  DRINKING  FOUNTAIN 
E  ROOM  16,  PLAYGROUND 
)RAW 

1.1 

1.0 

Client 
Micro 

MULTIP 
OUTSID 
FIRST  C 

17B 

49187-02 

LE  DRINKING  FOUNTAIN 
E  ROOM  16,  PLAYGROUND 
)RAW 

1.2 

1.0 

Client 
Micro 

MULTIP 
OUTSID 
FIRST  C 

17C 

49187-03 

LE  DRINKING  FOUNTAIN 
E  ROOM  16,  PLAYGROUND 
>RAW 

<  1.0 

1.0 

Client 
Micro 

BLANK 

BLANK 

49187-04 

<  1.0 

1.0 

Analyst:   t£±  

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Iea3~a*nalysis"irf  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


Technical  Supervisor: 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    483  61 

SFUSD  -  Asbestos  Control  Program  S.  F.  U.  S.  D.  Total  Samples  1 1 

1551  Newcomb  Avenue,  Rm.  103  GALILEO  HS  Date  Sampled  9/9/97 

San  Francisco,  CA   94124  _  .  _ 

Date  Received  9/10/97 

Date  Analyzed  9/10/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

GALILEO  1 

Micro  48361-01 

WATER  FAUCET 
CM 

FIRST  DRAW 

5.5 

1.0 

Client 

GALILEO  2 

Micro  48361-02 

WATER  FAUCET 
C93 

FIRST  DRAW 

3.4 

1.0 

Client 

GALILEO  3 

Micro  48361-03 

WATER  FAUCET 
C93 

FIRST  DRAW 

3.9 

1.0 

Client 

GALILEO  4 

Micro 

48361-04 

1.0 

1.0 

WATER  FAUCET 
CM 

FIRST  DRAW 

Client 

GALILEO  5 

Micro 

48361-05 

1.4 

1.0 

WATER  FAUCET 
700 

FIRST  DRAW 

Technical  Supervisor:  — 1  — ^  ^cX  ¥• — sb/wjh   Analyst 


9/14/97  Analvsf  FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  leedL^rialysresojlnaking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


2 


1063  PROJECT:  Micro  Log  In  48361 

SFUSD  -  Asbestos  Control  Program  S.  F.  U.  S.  D.  Total  Samples  1  1 

1551  Newcomb  Avenue,  Rm.  103  GALILEO  HS  Date  Sampled  9/9/97 

San  FranciSCO,  CA    94124  Date  Received  9/1  0/9 7 

Date  Analyzed  9/10/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

GALILEO  6 

Micro 

48361-06 

1.0 

WATER  FAUCET 
C93 

FIRST  DRAW 

1.1 

Client 

GALILEO  7 

Micro 

48361-07 

1.0 

WATER  FAUCET 
C91 

FIRST  DRAW 

1.7 

Client 

GALILEO  8 

Micro 

48361-08 

1.0 

WATER  FAUCET 
C92 

FIRST  DRAW 

1.2 

Client 

GALILEO  9 

Micro 

48361-09 

1.1 

1.0 

WATER  FAUCET 
C94 

FIRST  DRAW 

Client 

GALILEO  10 

Micro  48361-10 

222A 

FIRST  DRAW 

4.4 

1.0 

Technical  Supervisor: 


3 


^9/14/97 

Farid  Ramd^anzld^ 

2^ 

Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


3 


1063  PROJECT:  Micro  Log  In    483  61 

SFUSD  -  Asbestos  Control  Program  S.  F.  U.  S.  D.  Total  Samples  1 1 

1551  Newcomb  Avenue,  Rm.  103  GALILEO  HS  Date  Sampled  9/9/97 

San  Francisco,  CA   94124  p.  ,  _  . 

1  Date  Received  9/10/97 

Date  Analyzed  9/10/97 


Detection 


Lead  Concentration 

Limit 

Comments 

Client  Sample  ID 

(PPb) 

(PPb) 

Client 

GALILEO  11 

Micro 

48361-11 

BLANK 

<  1.0 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47730 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  24 

1551  Newcomb  Avenue,  Rm.  103  GARFIELD  ES  DateSampied  8/17/97 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 


Date  Analyzed  8/29/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
ROOM  A 
FIRST  C 

2 

47730-01 
MG  FOUNTAIN 

m 

)RAW 

28.6 

1.0 

Client 
Micro 

DRINKII 
ROOM  4 
FIRST  C 

3 

47730-02 

YG  FOUNTAIN 

05 

>RAW 

20.1 

1.0 

Client 
Micro 

DRINKII 
ROOM  4 
FIRST  C 

4 

47730-03 

YG  FOUNTAIN 
08 

(RAW 

22.0 

1.0 

Client 
Micro 

DRINKII 
ROOM  4 
FIRST  C 

5 

47730-04 

AG  FOUNTAIN 
09 

(RAW 

44.8 

1.0 

Client 
Micro 

DRINKII 
ROOM  4 
FIRST  C 

6 

47730-05 

vIG  FOUNTAIN 
11 

•RAW 

1  04 

3.3 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


2 


1063  PROJECT:  Micro  Log  In  47730 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  24 

1551  Newcomb  Avenue,  Rm.  103  GARFIELD  ES  Date  Sampled  8/17/97 

San  Francisco,  CA   94124  _  .       .  . 

'  Date  Received  8/25/97 

Date  Analyzed  8/29/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

BLANK 

B 

47730-06 

<1.0 

1.0 

Client 
Micro 

SPIKED 

25 

47730-07 

56.7 

2.0 

Client 
Micro 

DRINKI 
ROOM  3 
FIRST  C 

7 

47730-08 

NG  FOUNTAIN 
15 

>RAW 

60.0 

2.2 

Client 
Micro 

DRINKII 
ROOM  3 
FIRST  C 

8 

47730-09 

<*G  FOUNTAIN 
14 

>RAW 

1203 

20.0 

Client 
Micro 

DRINKII 
ROOM  3 
FIRST  C 

9 

47730-10 

*G  FOUNTAIN 
16 

)RAW 

25.5 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysTSTfi- drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


3 


1063  PROJECT:  Micro  Log  In    4  7730 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  24 

1551  Newcomb  Avenue,  Rm.  103  GARFIELD  ES  DateSampied  8/17/97 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 


Date  Analyzed  8/2  9/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

DRINKI 
ROOMS 
FIRST  [ 

1  0 

47730-1 1 

NG  FOUNTAIN 

113 

)RAW 

26.5 

1.0 

Client 
Micro 

DRINKI 
ROOM  3 
FIRST  [ 

1  1 

47730-12 

NG  FOUNTAIN 

05 

)RAW 

82.7 

2.9 

Client 
Micro 

DRINKI 
ROOMS 
FIRST  C 

1  2 

47730-13 
4G  FOUNTAIN 

m 

)RAW 

20.2 

1.0 

Client 
Micro 

DRINKII 
ROOM  3 
FIRST  C 

1  3 

47730-14 

<JG  FOUNTAIN 

03 

(RAW 

75.5 

2.5 

Client 
Micro 

DRINKII 
ROOM  2 
FIRST  C 

1  5 

47730-15 

4G  FOUNTAIN 
20 

(RAW 

24.6 

1.0 

Analyst:   E*^  

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead~analy5if'in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


Technical  Supervisor: 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


4 


1063  PROJECT:  Micro  Log  In  47730 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  24 

1551  Newcomb  Avenue,  Rm.  103  GARFIELD  ES  Date  Sampled  8/17/97 

San  Francisco,  CA   94124  _    .  . 

Date  Received  8/25/97 

Date  Analyzed  8/29/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 

CLASS  1 

FIRST  r 
r ins  I  I 

1  6 

47730-16 

NIG  FOUNTAIN 
lOOM  104 

/HAW 

84.6 

2.9 

Client 
Micro 

DRINKI 
CLASS! 
FIRST  C 

1  7 

47730-17 

HQ  FOUNTAIN 

WOM10S 

)RAW 

108 

4.0 

Client 
Micro 

SINK  Ft 
KITCHE 
FIRST  C 

1  8 

47730-18 

MICET 

N  ROOM  103 

)RAW 

9.7 

1.0 

Client 
Micro 

DRINKI 
201 

FIRST  C 

1  9 

47730-19 
HQ  FOUNTAIN 

)RAW 

68.0 

2.5 

Client 
Micro 

DRINKJI 
202 

FIRST  C 

20 

47730-20 
4G  FOUNTAIN 

MAW 

34.1 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association.  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7730 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  24 

1551  Newcomb  Avenue,  Rm.  103  GARFIELD  ES  Date  sampled  8/17/97 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/2  9/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

DRINKI 
206 

FIRST  [ 

21 

47730-21 
NG  FOUNTAIN 

)RAW 

66.4 

2.2 

Client 
Micro 

DRINKI 
205 

FIRST  C 

22 

47730-22 
HG  FOUNTAIN 

)RAW 

57.1 

2.0 

Client 
Micro 

DRINKI 
203 

FIRST  t 

23 

47730-23 
<4G  FOUNTAIN 

IRAW 

41.5 

1.0 

Client 
Micro 

DRINKII 

222 

FIRST  C 

24 

47730-24 
*G  FOUNTAIN 

IRAW 

77.6 

3.3 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  6  4  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  29 

1551  Newcomb  Avenue,  Rm.  103  A.P.  GIANNINI  JH  DateSampied  8/21/97 

San  Francisco,  CA  94124  „  „ 

Date  Received  8/21/9  7 
Date  Analyzed  8/31/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


Micro  47642-01 
BLANK 


1.0 


1.0 


Client 


Micro  47642-02 

DRINKING  FOUNTAIN 

FIRST  FLOOR  OUTSIDE  RM116 

FIRST  DRAW 


1.0 


1.0 


Client 


Micro  47642-03 
SINK  FAUCET 

FIRST  FLOOR  COOKING  AREA  ROOM  108 
FIRST  DRAW 


9.0 


1.0 


Client 


Micro  47642-04 

DRINKING  FOUNTAIN 

FRST  FLOOR  OUTSIDE  ROOM  101 

FIRST  DRAW 


3.4 


1.0 


Client 


Micro  47642-05 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  040 
FIRST  DRAW 


1.0 


1.0 


Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  tor-Jaad-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4764  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  2  9 

1551  Newcomb  Avenue,  Rm.  103  A.P.  GIANNINI  JH  DateSampied  8/21/97 

San  FranciSCO,  CA    94124  Date  Received  8/21/97 

Date  Analyzed  8/31/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
BASEM 
FIRST  1 

6 

47642-06 

NG  FOUNTAIN 

ENT  FLOOR  ROOM  040 

IRAW 

35.8 

1.0 

Client 
Micro 

DRINKI 
BASEM 
FIRST  I 

7 

47642-07 

NG  FOUNTAIN 

ENT  FLOOR  ROOM  041 

)RAW 

6.7 

1.0 

Client 
Micro 

DRINKI 
FIRST  F 
FIRST  [ 

9 

47642-08 

NG  FOUNTAIN 
LOOR  GYM  ROOM  141 
>RAW 

<  1.0 

1.0 

Client 
Micro 

DRINKI 
SECON 
FIRST  C 

1  0 

47642-09 
NG  FOUNTAIN 

D  FLOOR  OUTSIDE  ROOM  201 
IRAW 

2.4 

1.0 

Client 
Micro 

DRINKI 
SECON 
FIRST  I 

1  1 

47642-10 
NG  FOUNTAIN 

0  FLOOR  OUTSIDE  ROOM  220 
>RAW 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for-ieaa  Bnatysisjh  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    47  64  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  29 

1551  Newcomb  Avenue,  Rm.  103  A.P.  GIANNINI  JH  Date  Sampled  8/21/97 

San  Francisco,  CA  94124  _  .  _ 

Date  Received  8/21/97 
Date  Analyzed  8/31/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

1  2 

1.0 

1.0 

Micro  47642-11 

DRINKING  FOUNTAIN 

SECOND  FLOOR  OUTSIDE  ROOM  216 

FIRST  DRAW 

Client 
Micro 

DRINKI 
SECON 
FIRST  C 

1  3 

<  1.0 

1.0 

47642-12 
HG  FOUNTAIN 

D  FLOOR  CAFETERIA  WALL  ROOM  227 
>RAW 

Client 

1  4 

<  1.0 

1.0 

Micro  47642-13 

DRINKING  FOUNTAIN 

SECOND  FLOOR  CAFETERIA  WALL  ROOM  227 
FIRST  DRAW 

Client 

1  5 

1.5 

1.0 

Micro  47642-14 

SINK  FAUCET 

SECOND  FLOOR  CAFETERIA  KITCHEN 
BACK  OF  ROOM  227 
FIRST  DRAW 

Client 

1  6 

14.1 

1.0 

Micro  47642-15 

SINK  FAUCET 

SECOND  FLOOR  CAFETERIA  KITCHEN 
BACK  OF  ROOM  227 
FIRST  DRAW 

Technical  Supervisor:   1   —   9/6/97   Analyst: 


AL 


Micro  Analytical  Laboratories.  Inc.  is  accredited  for  le&d-erhalysis'  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  31138  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories.  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
A.P.  GIANNINI 


JH 


Micro  Log  In    47  642 
Total  Samples  29 
Date  Sampled  8/21/9  7 
Date  Received  8/21/97 
Date  Analyzed  8/31/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  7 

<       1  .0 

1.0 

Micro  47642-16 

SINK  FAUCET 

SECOND  FLOOR  CAFETERIA  KITCHEN 
BACK  OF  ROOM  227 
FIRST  DRAW 

Client 

1  8 

<  1.0 

1.0 

Micro  47642-17 
SINK  FAUCET 

SECOND  FLOOR  CAFETERIA  KITCHEN 
BACK  OF  ROOM  227 
FIRST  DRAW 

Client 

1  9 

<  1.0 

1.0 

Micro  47642-18 

DRINKING  FOUNTAIN 
SECOND  FLOOR  HALLWAY 
OUTSIDE  AUDITORIUM 
FIRST  DRAW 

Client 

20 

<  1.0 

1.0 

Micro  47642-19 

DRINKING  FOUNTAIN 
SECOND  FLOOR  HALLWAY 
OUTSIDE  AUDITORIUM 
FIRST  DRAW 

Client 

21 

2.3 

1.0 

Micro  47642-20 
SINK  FAUCET 

SECOND  FLOOR  ROOM  230  •  COOKING  AREA 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  64  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  9 

1551  Newcomb  Avenue,  Rm.  103  A.P.  GIANNINI  JH  Date  Sampled  8/21/97 

San  Francisco,  CA  94124  _    .  . 

Date  Received  8/21/97 

Date  Analyzed  8/31/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

22 

Micro  47642-21 

SINK  FAUCET 

SECOND  FLOOR  ROOM  230  •  COOKING  AREA 
FIRST  DRAW 

3.1 

1.0 

Client 

23 

Micro  47642-22 
SINK  FAUCET 

SECOND  FLOOR  ROOM  230  •  COOKING  AREA 
FIRST  DRAW 

15.1 

1.0 

Client 

24 

Micro  47642-23 

SINK  FAUCET 

SECOND  FLOOR  ROOM  230  •  COOKING  AREA 
FIRST  DRAW 

2.0 

1.0 

Client 

25 

Micro  47642-24 
SINK  FAUCET 

SECOND  FLOOR  ROOM  230  -  COOKING  AREA 
FIRST  DRAW 

4.6 

1.0 

Client 

26 

Micro  47642-25 
SINK  FAUCET 

SECOND  FLOOR  ROOM  230  -  COOKING  AREA 
FIRST  DRAW 

7.6 

1.0 

Technical  Supervisor:    HL  ■  — ^<  — — ^    9/6/97          Analyst:  _  tk. 


Micro  Analytical  Laboratories.  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association.  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  764  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  9 

1551  Newcomb  Avenue,  Rm.  103  A.P.  GIANNINI  JH  DateSampied  8/21/97 

San  FranciSCO,  CA    94124  Date  Received  8/2 1/9  7 

Date  Analyzed  8/31/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

27 

27.8 

1.0 

Micro  47642-26 

DRINKING  FOUNTAIN 

THIRD  FLOOR  OUTSIDE  ROOM  303 

FIRST  DRAW 

Client 

28 

<  1.0 

1.0 

Micro  47642-27 

DRINKING  FOUNTAIN 
THIRD  FLOOR  PLAY 
HALLWAY  OUTSIDE  ROOM  301 
FIRST  DRAW 

Client 

29 

2.9 

1.0 

Micro  47642-28 

MULTIPLE  DRINKING  FOUNTAIN 
THIRD  FLOOR  PLAYGROUND 
OUTSIDE -WEST 
FIRST  DRAW 

Client 

30 

<  1.0 

1.0 

Micro  47642-29 
SINK  FAUCET 

FIRST  FLOOR  ROOM  119  -  WORK  ROOM 
FIRST  DRAW 

Technical  Supervisor:  Hwv--^ — yc~-My*y  9/6/97         Analyst:   ^  

Farid  Ramezarratien\  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  48317 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3 

1551  Newcomb  Avenue,  Rm.  103  A.P.  GIANNINI  JH  Date  Sampled  9/9/97 

San  Francisco,  CA  94124 


Date  Received  9/9/97 
Date  Analyzed  9/10/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

31 

Micro 

48317-01 

2.1 

1.0 

SINK  FOUNTAIN 

SECOND  FLOOR  COOKING  AREA 
ROOM  230 
FIRST  DRAW 

Client 

32 

Micro 

48317-02 

2.1 

1.0 

SINK  FOUNTAIN 

SECOND  FLOOR  COOKING  AREA 
ROOM  230 
FIRST  DRAW 

Client 

33 

Micro 

48317-03 

1.6 

1.0 

SINK  FOUNTAIN 

SECOND  FLOOR  COOKING  AREA 
ROOM  230 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea!T^nalys1s«40jJrirjking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
A.P.G.  GIANNINI 


Micro  Log  In    5  0  8  0  7 
Total  Samples  6 
Date  Sampled  11/19/97 
Date  Received  11/19/97 
Date  Analyzed  11/19/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

16A 

<  1.0 

1.0 

Micro  50807-01 

SINK  FAUCET 

CAFETERIA  KITCHEN  BACK  OF  227 
FIRST  DRAW 

Client 

16B 

<  1.0 

1.0 

Micro  50807-02 

SINK  FAUCET 

CAFETERIA  KITCHEN  BACK  OF  227 
FIRST  DRAW 

Client 

16C 

1.1 

1.0 

Micro  50807-03 

SINK  FAUCET 

CAFETERIA  KITCHEN  BACK  OF  227 
FIRST  DRAW 

Client 

23A 

2.6 

1.0 

Micro  50807-04 

SINK  FAUCET 

ROOM  230  •  COOKING  AREA 
FIRST  DRAW 

Client 

23B 

1.1 

1.0 

Micro  50807-05 

SINK  FAUCET 

ROOM  230  •  COOKING  AREA 
FIRST  DRAW 

Technical  Supervisor: 


11/25/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for1ead_an£ly$is  in  drifting  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


2 


1063  PROJECT:  Micro  Log  In    5  08  07 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  A.P.G.  GIANNINI  DateSampied  11/19/97 

San  Francisco,  CA  94124  _t  _  w 

1  Date  Received  1  1/19/97 

Date  Analyzed  11/19/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

23C 

Micro  50807-06 
SINK  FAUCET 

ROOM  230  -  COOKING  AREA 
FIRST  DRAW 

1.7 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  XdnnkinA  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples-are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  47413 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  GLEN  PARK  ES  Date  Sampled  8/12/97 

San  FranciSCO,  CA    94124  Date  Received  8/ 1  5/97 

Date  Analyzed  8/15/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

DRINKI 
OUTSID 
PIHbT  1 

1 

47413-01 

KG  FOUNTAIN 
EYARD  EAST  SIDE 

IB1III 

J  HAW 

11.5 

1.0 

Client 
Micro 

DRINKI 
OUTSID 
FIRST  C 

2 

47413-02 

HG  FOUNTAIN 
EYARD  WEST  SIDE 
»RAW 

6.3 

1.0 

Client 
Micro 

DRINKI 
CORRIC 
FIRST  C 

3 

47413-03 

YG  FOUNTAIN 

►OR  C-90  FIRST  FLOOR 

(RAW 

4.0 

1.0 

Client 
Micro 

DRINKII 
CORRIC 
FIRST  C 

4 

47413-04 

YG  FOUNTAIN 

(OR  C-90  SECOND  FLOOR 

(RAW 

7.8 

1.0 

Client 
Micro 

SINK  Ft 
STAFF 
FIRST  t 

5 

47413-05 
WCET 

LUNCH  ROOM  -  KITCHEN 
(RAW 

8.3 

1.0 

Technical  Supervisor:  S|  JEskz — — {^T^  9/7/97  Analyst:   EL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  wad^dafysisJcOdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47413 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  GLEN  PARK  ES  Date  Sampled  8/12/97 

San  Francisco,  CA  94124  nt  _ 

1  Date  Received  8/15/97 

Date  Analyzed  8/15/97 


Detection 


Lead  Concentration 

Limit 

Comments 

Client  Sample  ID 

(ppb) 

(ppb) 

Client 

6 

Micro 

47413-06 

BLANK 

<  1.0 

1.0 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  tead^arta>lysis~1n~brinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association.  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories.  Inc..  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


FEB-05-98  THU  07:48  AM 


FAX  NO. 


P.  10/22 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •>  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5253  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3 

1551  Newcomb  Avenue,  Rm.  103  GLEN  PARK  ES  Date  sampled  1/31/98 

San  FranciSCO,  CA    94124  Date  Received  2/2/9  8 

Data  Analyzed  2/3/9  8 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

GLEN  PARK  1A 

Micro 

52536-01 

1.1 

1.0 

MULTIPLE  DF 
YARD  NE 
RESAMPLE 

Client 

GLEN  PARK  10 

Micro  52536-02 

MULTIPLE  DF 
YARD  NE 
RESAMPLE 

<  1.0 

1.0 

Client 

GLEN  PARK  1C 

Micro  52536-03 

MULTIPLE  DF 
YARD  NE 
RESAMPLE 

1,4 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  le^djo^4&so^ojin£r>g  walar  by  tho  California  Department  or  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  CertrHcate  #1037,  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  31138  (Standard  Methods  lor  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full  with  the 
approval  of  Micro  Analytical  Laboratories.  Inc.,  and  ponalns  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  par  billion. 

5900  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-0824 


AUG.  21.  1957  10: 29AM  NC-  526^    F-  24/26 

fk\  Sequoia 
~   ~  Analytical 


6(0  Choapcike  Drtvc  fced»ood  Qty.  CA  MMl      (650)  364-9600         FAX  (650)  164-9333 

404  N  WigctLxtt  Wilnut  Creek,  CA  94599       (510)  MB -9600         FAX  (510)  9M-9673 

119  Striker  AveniM.  Smtm  I    Sacramento.  CA  95134         (916)  931-9600         PAX  (916)  92 1 -01 00 


fSFUSD 

S  1551  Newcomb  Ave.,  Rm.  103 
i  San  Francisco.  CA  94124 


anss 


Client  Proj.  ID:  Golden  Gate  Annex 
Lab  Proj.  ID:  9708B64 


Sampled:  08/19/97  i 
Received:  06/22/97  1 
Analyzed:  see  below  l 


1  Attention:     Bruce  Gjannjnj  

TBBM       .■I'll'  1   Illl 


LABORATORY  ANALYSIS 


Analyte 

UnKs 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B64-01 

Sample  Desc :  LIQUID, Golden  Gate  Annex  1 

Lead 

mg/L 

08/26/97 

0.0050 

ND. 

Lab  No:  9708B64-02 

Sample  Desc  :  LIQUID, Golden  Gate  Annex  2 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B64-03 

Sample  Desc  :  LIQUID, Golden  Gate  Annex  2  Dup 

T 

Lead 

mg/L 

08/26/97 

0-0050 

ND. 

Lab  No:  9708B64-04 

Sample  Desc :  UQUID.Goiden  Gate  Annex  3 

Lead 

mgA 

08/26/97 

00050 

N.D. 

Lab  No:  9708B&MJ5 

Sample  Desc :  UQUID.Goiden  Gate  Annex  4 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Ub  No:  9706864-06 

Sample  Desc .  UQUID.Goiden  Gate  Annex  5 

Lead 

mg/L 

06/26/97 

0.0050 

N.D. 

Lab  No.  9708864-07 

Sample  Desc :  UQUID.Goiden  Gate  Annex  6 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Anar/tet  reported  ac  MO.  wore  not  patent  tbova  the  stated  BnWt  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


SheteRynn 
Project  Manager 


Page: 


08/27/97    11:23         TX/RX  NO. 9237         P. 024 


AUG.  21.  1997  10 :29AM  Nc-  5262     F-  25/26 

fk\  Sequoia 
Analytical 


«SO  Chesapeake  Drive  Redwood  Cry  CA  94063      (650)  364-9600         FAX  (650)  J64-953J 

404  N.  Wi«et  lane  WJrtqt  Creek,  CA  94591       (510)  981.9600         FAX  (510)  9f  B.9673 

819  Striker  Avenue.  Suite  8     StOMKMO.  CA  95194  (916)  921-9600  FAX  (916)  931-0100 


gSFUSD 
1 1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco,  CA  94124 

Bruce  GiannlrtJ 

mm 


Client Proj.  ID:  Golden  date  Annex* 
Lab  Proj.  ID:  9708B64 


Sampled:  08/19/97  ? 
Received:  OB/22/97  yj 
Analyzed:  see  below  | 


ted;  08/27/97^  j 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B64-08 

Sample  Desc :  UQUID,Golden  Gate  Annex  7 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B64-09 

Sample  Desc :  LIQUID, Golden  Gate  Annex  8 

Lead 

mg/L 

08/26/97 

00050 

N.D 

Lab  No:  9708B64-10 

Sample  Desc :  UQUID,Golden  Gate  Annex  9 

Lead 

mg/L 

08/26/97 

0.0050 

0.026 

AnaJyttt  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Pa©* 


08/27/97    11:23         TX/RX  NO. 9237         P. 025 


AUG.  21.  1997  10:21AM  NO.  5262     F.  2  i: 

f£\  Sequoia 
~  —  Analytical 


610  ChcHpcake  Driv«  Redwood  City,  CA"  94063  (650)  364-9600  FAX  (650)  364-9233 
404  N.  Viget  Lane  WiW  Crttk.  CA  5M59J       (5i0)  911-9600        (AX  (510)  998-9673 

•  i»ScTtkcT/Wenuc.Suke  •    Sacnmcma,  CA  95134         (916)  921-9600         FAX  (916)  921-0100 


liiHUiy*ii«.«.:-.-* 


3  SFUSD 

i  1551  NewcombAva,  Rm.  103 

1  San  Francisco.  CA  t>4124 

■ 

■ 

«  Attention:      Bruce  Glanrtrnl 


Client  Proj.  ID.  Golden  Gate  Elementary 
Lab  Proj.  ID  9708B62 


Sampled:  08/18/97  J 
Received:  08/22/97  1 
Analyzed:  see  below  | 


Anetyte 


LABORATORY  ANALYSIS 


Units 


Date 
Analyzed 


Detection 
Umrt 


Sample 
Results 


Lab  No:  9708B62-01 

Sample  Desc :  UQUID.Golden  Gate  1 

Lead 


mg/L 


08/26/97 


0.0050 


N.D. 


Lab  No:  9708B62-02 

Sample  Desc  :  LIQUID, Gold  en  Gate  2 

Lead 


mg/L 


08/26/97 


0.0050 


N.D. 


Lab  No:  9708B6243 

Sample  Desc :  UOUlD.Golden  Gate  2  Duplicate 


Lead 


mg/L 


08/26/97 


0.0050 


N.D. 


Lab  No:  9706B62-04 

Sample  Desc :  LIQUID, Gold  en  Gate  4 

Lead 


mg/L 


08/25/97 


0.0050 


N.D. 


Lab  No:  9708862-05 

Sample  Desc :  UOUlD.Golden  Gate  4  Duplicate 


Lead 


mg/L 


08/25/97 


0.0050 


N.D. 


V 


Lab  No.  9708B62-06 

Sample  Desc :  UQUID.Golden  Gate  5 
Lead 


mg/L 


08/25/97 


0.0050 


N.D. 


Lab  No:  9706862-07 

Sample  Desc  :  UQUID.Golden  Gate  5  Duplicate 


Lead 


mg/L 


08/25/97 


0.0050 


N.D. 


AntrytM  reported  at  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheaa  Rynn 
Project  Manager 


PbQ6: 


08/27/97    11:23         TX/RX  NO. 9237         P. 002 


AUG.  27.  199?  10:21AM  NO.  5262     F.  3/2 


rf\  Sequoia 
-  —  Analytical 


680  Chesapeake  Drive  Redwood  Gty.  CA  94063  (650)  964-9600  FAX  (650)  364-9233 
404  N-  Wlget  Lane  Valnut  Creek,  CA  94598       (510)988-9600         FAX  (510)  988-9673 

819  Striker  Avenue,  Suite  8    Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  921-0100 


H!  SFUSD 
Hi  1551  Newcomb  Ave.,  Rm.  103 
§j  San  Francisco,  CA  94124 

I  Attention:     Bruce  Giannlnl 

HI  1 1  n  MMButfHHJOl  l  w  I  KM  E 


Client  Pro].  ID:  Golden  Gate  Elementary 
Lab  Pro).  ID:  9708B62 


nMnwBnNaHB 

ihlifiiin'KS 


ehmiubbbi 


Sampled.  08/18/97  | 
Received:  08/22/97  | 
Analyzed:  see  below  ~, 


LABORATORY  ANALYSIS 


Anaiyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

LaU                        iff  UODUc-Vv 

Sample  Desc :  LIQUID, Golden  Gate  6 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

|  ah  No-  Q7nfiBfi?-ft9 

Sample  Desc :  UQUID, Golden  Gate  7 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

1  ah  IlJ^s  1                 C17noDCO  4fl 

uac  no.  y/UoDot-jU 

Sample  Desc :  UQUID.Golden  Gate  8 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B62-11 

Sample  Desc :  UQUID.Golden  Gate  9 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B62-12 

Sample  Desc :  UQUID.Golden  Gate  10 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B62-13 

Sample  Desc :  UQUID.Golden  Gate  1 1 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B62-14 

Sample  Desc :  UQUID.Golden  Gate  12 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

AnatytM  reported  as  N.D.  w*re  not  present  above  the  stated  limit  of 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Pa©o: 


08/27/97    11:23         TX/RX  NO. 9237         P. 003 


AUG.  27. 1997  10:22AM  SO.  5262    F.  4/  2 

-  Analytical 


^Pniinia  ««>  CHcwp^ke  CW         IWwood  Cry.  CA  9*06}      (650)364.9600         FAX  (650)  364-9233 

^tVi  404NV«ctLmc  Vainut  Creek.  CA  94594      (510)  918-9600        FAX  (510)  911.967? 

819  Striker  Avenue.  SuiceS    Sacramento,  CA  95134  (916)  93 1 •9600         FAX  (916)  911-0100 


j  SRJSD 

|  1551  Newcomb  Ave..  Rm.  103 
S  San  Francisco,  CA  94124 


Client  Proj  ID:  Golden  Gate  Elementary 
Lab  Proj.  10:  9708862 


Sampled:  OB/18/97  0 
Received:  08/22/97  | 
Analyzed:  see  below  f 


5  Attention:     Bruce  Giannini 


LABORATORY  ANALYSIS 


Anaryte 

Unite 

Date 
Analyzed 

Detection 
Limit 

Sample 
Result* 

Lab  No:  9708B82-15 

Sample  Desc  :  LIQUID, Golden  Gate  13 

Lead 

ma/L 

06/26/97 

0  0050 

V*  Www 

o  oosn 

Lab  No:  9708B62-16 

Sample  Desc :  UQUID.Golden  Gate  14 

Lead 

ma/L 

08/26/97 

0  0050 

N  □ 

Lab  No:  9708B62-17 

Sample  Desc :  UQUID.Golden  Gate  15 

Lead 

mg/L 

08/26/97 

00050 

N.D. 

Lab  No:  9708B62-18 

Sample  Desc :  UQUID.Golden  Gate  16 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:         9708B62  19 

Sample  Desc  :  UQUID,Gofden  Gate  17 

Lead 

mg/L 

08/26/97 

0.0050 

0.0063 

Lab  No:  9708B62-20 

Sample  Desc :  UQUID.Golden  Gale  18 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B62-21 

Sample  Desc :  UQUID.Golden  Gate  18 

Lead 

mg/L 

06/26/97 

0.0050 

N.D. 

AnaJy*»  r*oor»d  aa  M.D.  wore  rxrt  present  above  the  stated  Bmit  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP#1210 


Shela  Flynn 
Project  Manager 


Pag*: 


08/27/97    11:23         TX/RX  NO . 9237         P . 004 


NC.  5262     F.  5/2: 

QpnilAlA  680  Chesapeake  Dmt         Redwood  Gty,  CA  94063      (650)  36*-96O0        FAX  (650)  56*-9233 

JCkjUUia  404NWig«L»«  WUnut  0«k.  CA  !M59«      (510)  988-9600         FAX  (5»Q)  9M-9673 

819  Striker  Avenue,  Suite  •    5»cnm«mo.  CA  95834         (916)911-9600        FAX  (916)  921-0100 


ADG.  27.  1997  10 :22AM 

Analytical 


jjjSFUSD 

1 1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco.  CA  94124 

I  Attention:     Bruce  Gianni™ 

teiiii  


samuinmuraniHiir 


Client  Proj.  ID:  Golden  Gate  Elementary 
LabProJ.ID:  9708B62 


jjfljjjjggggsi 


Sampled:  08/18/97  g 
Received:  08/22/97  I 
Analyzed:  see  below  = 


LABORATORY  ANALYSIS 


Anaryte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

USD  NUi                9  /  UODw'u 

Sample  Desc :  UQUID.GokJen  Gate  20 

Lead 

mg/L 

08/26/97 

0.0050 

0-020 

i  rlU  lie''                 9  f  U9DU£^fiu 

Sample  Desc :  UQUID,GoMen  Gate  21 

■  ~.  ~.  _j 
Lead 

mg/L 

08/26/97 

0.0050 

0-0062 

LSD  NO-  VfUoOOA'^n 

Sample  Desc :  LIQUID, Golden  Gate  22 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B62-25 

Sample  Desc :  UQUID,Golden  Gate  23 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B62-26 

Sample  Desc :  UQUID.Golden  Gate  24 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  NO:  9708B62-27 

Sample  Desc :  UQUID.Golden  Gate  25 

Lead 

mg/L 

08/25/97 

00050 

N.D. 

Lab  No:  97D8B62-28 

Sample  Desc :  LIQUID, Goklen  Gate  26 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

AnalytBS  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Rynn 
Project  Manager 


® 


08/27/97  11:23 


TX/RX  NO. 9237         P. 005 


AUG.  27.  1997  10:22AM  N.  5262    F.  6/2: 


fk\  Sequoia 
'  ~  Analytical 


MO  Chetapeilu?  Drive  Redwood  Cty,  CA  94063      (650)364-9600         FAX  (650)  364*9133 

404  N  W|tt  l»f*  Wilnut  Geek.  CA  94591      (510)  9tt  9600         FAX  (SlO)  911-9673 

•  19  Striker  A»CMue,  Suite*    Satnmcnto,  CA  95t34         (9 1 6)  92 1 -9600         FAX  [9)6)  921-0100 


SRJSO 

3  1551  Newcomb  Ave..  Rrtv  103 
j  San  Francisco,  CA  94124 

1 

S  Attention:     Bruce  Giarwlnj  

m  fsatm 


Client  Pro).  ID:  Golden  Gate  Elementary 
Lab  Proj.  ID:  9706B62 


WBMBSS& 


Sampled:  08/18/97  m 
Received:  06/22/97  § 
Analyzed:  see  below  I 
I 

Reported:  08/27 /97  = 


LABORATORY  ANALYSIS 


Anelyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9706B62-29 

Sample  Desc :  UQUID.Gofden  Gate  27 

Lead 


mg/L 


06/25/97 


0.0050 


0.020 


Lab  No:  9708862^30 

Sample  Desc :  UQUID.Golden  Gate  28 


Lead 


mg/L 


08/26/97 


0.0050 


0.017 


ArwUytn  report*!  at  N.D,  were  not  present  above  the  stated  Emit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


Page: 


08/27/97  11:23 


TX/RX  NO. 9237         P. 006 


Page  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    48  02  9 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  4 

1551  Newcomb  Avenue,  Rm.  103  GOLDEN  GATE  ES  Date  Sampled  8/30/97 

San  FranciSCO,  CA    94124  Date  Received  8/30/97 

Date  Analyzed  8/30/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

29 

<      1 .0 

1.0 

Micro 

BLANK 

48029-01 

Client 

1.9 

1.0 

Micro  48029-02 

MULTIPLE  DRINKING  FOUNTAIN 
MAIN  LEVEL  (1ST  FLOOR)  PLAYGROUND 
SOUTH  SIDE 
FIRST  DRAW 

Client 

2« 

<  1.0 

1.0 

Micro  48029-03 

MULTIPLE  DRINKING  FOUNTAIN 
MAIN  LEVEL  (1ST  FLOOR)  PLAYGROUND 
SOUTH  SIDE 
SECOND  DRAW 

Client 

V  2tC> 

1.9 

1.0 

Micro  48029-04 

MULTIPLE  DRINKING  FOUNTAIN 
MAIN  LEVEL  (1ST  FLOOR)  PLAYGROUND 
SOUTH  SIDE 
THIRD  DRAW 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  armtysie  in  drirlking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  G RATTAN  ES  /  CC 
San  Francisco,  CA  94124 


Micro  Log  In    473  64 
Total  Samples  56 
Date  Sampled  8/14/9  7 
Date  Received  8/14/97 
Date  Analyzed  8/17/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

BLANK 

1 

47364-01 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 
FIRST  F 
FIRST  t 

2 

47364-02 
UJCET 

LOOR  RM.  105 A 
MAW 

18.6 

1.0 

Client 
Micro 

SINK  Ft 
FIRST  F 
FIRST  C 

3 

47364-03 
UJCET 

LOOR  KITCHEN  RM.  105F 
>RAW 

6.3 

1.0 

Client 
Micro 

SINK  FJ 
FIRST  F 
FIRST  C 

4 

47364-04 
UJCET 

LOOR  RM.  106 
MAW 

9.8 

1.0 

Client 
Micro 

SINK  01 
FIRST  F 
FIRST  C 

5 

47364-05 

UNKING  FOUNTAIN 
LOOR  RM.  106 
MAW 

3.7 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  -  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GRATTAN  ES  /  CC 


Micro  Log  In    473  64 
Total  Samples  56 
Date  Sampled  8/14/9  7 
Date  Received  8/14/97 
Date  Analyzed  8/15/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  Fi 
RRSTF 
FIRST  1 

6 

47364-06 
MJCET 

LOOR  RM.  106 
(RAW 

28.0 

1.0 

Client 
Micro 

SINK  Dl 
RRSTF 
FIRST  C 

7 

47364-07 

LINKING  FOUNTAIN 
LOOR  RM.  108 
>RAW 

9.5 

1.0 

Client 
Micro 

SINK  Ft 
RRSTF 
FIRST  C 

8 

47364-08 
MJCET 

LOOR  RM.  107 
(RAW 

8.9 

1.0 

Client 
Micro 

SINK  Dl 
RM.  107 
RRSTC 

9 

47364-09 
UNKING  FOUNTAIN 

(RAW 

15.5 

1.0 

Client 
Micro 

SINK  Ft 
RRSTF 
FIRST  t 

1  0 

47364-10 
UJCET 

LOOR  KITCHEN  RM.  112 
(RAW 

14.7 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7364 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  56 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  ES  /  CC  Date  Sampled  8/14/97 

San  Francisco,  CA  94124  _  ,  _  .B.JJ<(1, 

'  Date  Received  8/14/97 

Date  Analyzed  8/1  5/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


1  1 


Micro  47364-11 

SINK  FAUCET 

FIRST  FLOOR  CAFETERIA  RM.  113 
FIRST  DRAW 


19.2 


1.0 


Client 


1  2 


Micro  47364-12 
SINK  FAUCET 

FIRST  FLOOR  CAFETERIA  RM.  113 
FIRST  DRAW 


15.9 


1.0 


Client 


1  3 


Micro  47364-13 
SINK  FAUCET 

FIRST  FLOOR  DISH  WASHING  RM.  113 
FIRST  DRAW 


2.8 


1.0 


Client 


1  4 


Micro  47364-14 

DRINKING  FOUNTAIN 
FIRST  FLOOR  COURT  YARD 
FIRST  DRAW 


11.5 


1.0 


Client 


1  5 


Micro  47364-15 

SINK  FAUCET 
FIRST  FLOOR  RM.  104 
FIRST  DRAW 


2.9 


1.0 


Technical  Siipftrvisnr    V  ■ — w^£<^~— ^  9/6/97   Analyst 


9/6/97  Analv/cf  FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories .  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  4 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GRATTAN  ES  /  CC 


Micro  Log  In    473  6  4 
Total  Samples  5  6 
Date  Sampled  8/14/9  7 
Date  Received  8/14/97 
Date  Analyzed  8/15/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
RRSTF 
FIRST  1 

1  6 

47364-16 

LINKING  FOUNTAIN 
LOOR  RM.  104 
•RAW 

2.6 

1.0 

Client 
Micro 

SINK  Ft 
RRSTF 
RRSTI 

1  7 

47364-17 
ttlCET 

LOOR  RM.  103 
>RAW 

22.1 

1.0 

Client 
Micro 

SINK  01 
RM.103 
FIRST  C 

1  8 

47364-18 
LINKING  FOUNTAIN 

>RAW 

5.4 

1.0 

Client 
Micro 

SINK  F/ 
FIRST  F 
FIRST  C 

1  9 

47364-19 
MJCET 

LOOR  RM.  102 
(RAW 

51.5 

2.0 

Client 
Micro 

SINKDI 
RRSTF 
FIRST  C 

20 

47364-20 

UNKING  FOUNTAIN 
LOOR  RM.  102 
IRAW 

10.8 

1.0 

Technical  Supervisor:  '±_J±± — ^ /f^Ty*^jC — "   ^/7/97  Analyst:  

Farid  Rar^ezaTl^deh>M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Sen/ices,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Pag*  5 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47364 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  56 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  ES  /  CC  Date  Sampled  8/14/97 

San  Francisco,  CA  94124  _  4  _    .  . 

Date  Received  8  / 1  4  /  9  7 
Date  Analyzed  8/15/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

21 

Micro 

47364-21 

12.9 

1.0 

DRINKING  FOUNTAIN 
HALLWAY  -  OUTSIDE  RM.  103 
FIRST  DRAW 

Client 

22 

Micro  47364-22 

SINK  FAUCET 
FIRST  FLOOR  RM.  101 
FIRST  DRAW 

40.6 

1.0 

Client 

23 

Micro 

47364-23 

1.0 

SINK  DRINKING  FOUNTAIN 
FIRST  FLOOR  RM.  101 
FIRST  DRAW 

4.6 

Client 

24 

Micro 

47364-24 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  COURT  YARD  •  OUTSIDE  RM. 
105 

FIRST  DRAW 

7.0 

Client 

25 

Micro 

47364-25 

10.1 

1.0 

DRINKING  FOUNTAIN 
SECOND  FLOOR  RM.  212 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacTanalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  *  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
G  RATTAN  ES  /  CC 


Micro  Log  In  473  64 

Total  Samples  5  6 

Date  Sampled  8/14/9  7 

Date  Received  8/14/97 

Date  Analyzed  8/15/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

MULTIP 
SECON 
FIRST  C 

26 

47364-26 

LE  DRINKING  FOUNTAIN 

D  FLOOR  PLAYGROUND  AREA 

IRAW 

2.5 

1.0 

Client 
Micro 

SINK  Ft 
SECON 
FIRST  E 

28 

47364-27 
MJCET 

3  FLOOR  RM.210 
IRAW 

5.2 

1.0 

Client 
Micro 

SINK  Dl 
SECON 
FIRST  C 

29 

47364-28 

LINKING  FOUNTAIN 
3  FLOOR  RM.  210 
IRAW 

4.0 

1.0 

Client 
Micro 

SINK  Ft 
SECONI 
FIRST  C 

30 

47364-29 
IUCET 

3  FLOOR  RM.  209 
IRAW 

28.4 

1.0 

Client 
Micro 

SINK  Dl 
SECON 
FIRST  C 

31 

47364-30 

UNKING  FOUNTAIN 
3  FLOOR  RM.  209 
IRAW 

21.1 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  7 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  ES  /  CC 

San  Francisco,  CA  94124 


Micro  Log  In  47364 
Total  Samples  56 
Date  Sampled  8/14/97 
Date  Received  8/14/97 
Date  Analyzed  8/17/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


32 


Micro  47364-31 

SINK  FAUCET 
SECOND  FLOOR  RM.  208 
FIRST  DRAW 


12.5 


1.0 


Client 


33 


Micro  47364-32 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  RM.  208 
FIRST  DRAW 


4.6 


1.0 


Client 


34 


Micro  47364-33 

SINK  FAUCET 
SECOND  FLOOR  RM.  207 
FIRST  DRAW 


19.4 


1.0 


Client 


35 


Micro  47364-34 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  RM.  207 
FIRST  DRAW 


569 


20.0 


Client 


36 


Micro  47364-35 

SINK  FAUCET 
SECOND  FLOOR  RM.  205 
FIRST  DRAW 


11.0 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories.  Inc.  is  accredited  for  lead  analyStSin  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47364 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  56 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  ES  /  CC  Date  Sampled  8/14/97 

San  FranciSCO,  CA    94124  Date  Received  8/ 1  4/9  7 

Date  Analyzed  8/17/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
SECON 
FIRST  1 

37 

47364-36 

LINKING  FOUNTAIN 
D  FLOOR  RM.  205 
IRAW 

33.5 

1.0 

Client 
Micro 

SINK  Ft 
SECON 
FIRST  C 

38 

47364-37 
kUCET 

0  FLOOR  RM.  204 
IRAW 

19.8 

1.0 

Client 
Micro 

SINK  Dl 
SECON 
FIRST  C 

39 

47364-38 

UNKING  FOUNTAIN 
D  FLOOR  RM.204 
IRAW 

3.6 

1.0 

Client 
Micro 

DRINKII 
SECON 
FIRST  C 

40 

47364-39 

>JG  FOUNTAIN 

D  FLOOR  HALLWAY 

IRAW 

7.7 

1.0 

Client 
Micro 

SINK  Ft 
SECON 
FIRST  C 

41 

47364-40 
kUCET 

3  FLOOR  RM.  203 
IRAW 

49.6 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47364 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  56 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  ES  /  CC  Date  Sampled  8/14/97 

San  Francisco,  CA  94124  _  ,  _  . 

*  Date  Received  8/14/97 

Date  Analyzed  8/1  8/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


42 


Micro  47364-41 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  RM.  203 
FIRST  DRAW 


1.0 


1.0 


Client 


43 


Micro  47364-42 

SINK  FAUCET 
SECOND  FLOOR  RM.  202 
FIRST  DRAW 


5.0 


1.0 


Client 


44 


Micro  47364-43 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  RM.  202 
FIRST  DRAW 


1.0 


1.0 


Client 


45 


Micro  47364-44 

SINK  FAUCET 
SECOND  FLOOR  RM.  201 
FIRST  DRAW 


5.1 


1.0 


Client 


46 


Micro  47364-45 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  RM.  201 
FIRST  DRAW 


1.0 


1.0 


Technical  Supervisor:   T  x-^ — -v^* — v^--^^ — -9/7/97   Analyst: 


/7/97  Analvsf  FR 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  for  lealTBnalysis-m  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    473  64 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  56 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  ES  /  CC  Date  Sampled  8/14/97 

San  Francisco,  CA  941 24  Date  Recejved  8/ , 4/9  7 


Date  Analyzed  8/19/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
SECON 
FIRST  I 

47 

47364-46 
UICET 

0  FLOOR  RM.215 
)RAW 

13.4 

1.0 

Client 
Micro 

SINK  Dl 
SECON 
FIRST  C 

48 

47364-47 

UNKING  FOUNTAIN 
0  FLOOR  RM.  215 
>RAW 

3.6 

1.0 

Client 
Micro 

SINK  Ft 
SECON 
FIRST  C 

49 

47364-48 
MJCET 

0  FLOOR  RM.  214 
>RAW 

4.1 

1.0 

Client 
Micro 

SINK  Dl 
SECONl 
FIRST  [ 

50 

47364-49 

LINKING  FOUNTAIN 
D  FLOOR  RM.  214 
)RAW 

1.1 

1.0 

Client 
Micro 

SINK  Ft 
SECON 
FIRST  [ 

51 

47364-50 
UICET 

0  FLOOR  RM.  213 
)RAW 

14.1 

1.0 

Technical  Supervisor:  7/^^ — — y-^^    -  9/6/97  Analyst:  

Farid  Ramez^f^adehTXt?S^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  forTead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc..  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  G RATTAN  ES  /  CC 
San  Francisco,  CA  94124 


Micro  Log  In    4736  4 
Total  Samples  5  6 
Date  Sampled  8/14/97 
Date  Received  8/14/97 
Date  Analyzed  8/19/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

52 

Micro 

47364-51 

9.2 

1.0 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  RM.  213 
FIRST  DRAW 

Client 

53 

Micro  47364-52 

SINK  FAUCET 
SECOND  FLOOR  RM.  212 
FIRST  DRAW 

61.0 

2.2 

Client 

54 

Micro 

47364-53 

6.0 

1.0 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  RM.  212 
FIRST  DRAW 

Client 

55 

Micro 

47364-54 

8.4 

1.0 

DRINKING  FOUNTAIN 
SOUTHWEST  YARD  •  LOWER 
FIRST  DRAW 

Client 

56 

Micro 

47364-55 

8.0 

1.0 

DRINKING  FOUNTAIN 
SOUTHWEST  YARD 
FIRST  DRAW 

Technical  fiupprvisnr   y7/^— ^ 9/7/97   Analyst:  

Farid  Rame^aniadehTM>S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foTieadanalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  31 138  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  «  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GRATTAN  ES  /  CC 


Micro  Log  In    473  64 
Total  Samples  5  6 
Date  Sampled  8/14/9  7 
Date  Received  8/14/97 
Date  Analyzed  8/19/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

57 

Micro  47364-56 

DRINKING  FOUNTAIN 
SOUTHWEST  YARD  -  UPPER 
FIRST  DRAW 

14.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fcriead^naTysts-trf' drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Pag*  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    48  008 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  46 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  ES  Date  Sampled  8/29/97 

San  Francisco,  CA  94124  _  ,  _       .  oinnln^ 

'  Date  Received  8/30/97 

Date  Analyzed  8/30/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

58 

Micro  48008-01 

SINK  FAUCET 

FIRST  FLOOR  -  ROOM  10SA 

FIRST  DRAW 

9.5 

1.0 

Client 

59 

Micro  48008-02 

SINK  FAUCET 

FIRST  FLOOR  -  ROOM  105 A 

SECOND  DRAW 

6.0 

1.0 

Client 

60 

Micro  48008-03 

SINK  FAUCET 

FIRST  FLOOR  •  ROOM  10SA 

THIRD  DRAW 

8.9 

1.0 

Client 

61 

Micro  48008-04 

SINK  FAUCET 

FIRST  FLOOR  •  ROOM  106 

FIRST  DRAW 

3.1 

1.0 

Client 

62 

Micro  48008-05 

SINK  FAUCET 

FIRST  FLOOR  -  ROOM  106 

SECOND  DRAW 

2.3 

1.0 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forUejdJanaiyslrtrt  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
G RATTAN  ES 


Micro  Log  In    4  8  0  0  8 
Total  Samples  4  6 
Date  Sampled  8/29/97 
Date  Received  8/30/97 
Date  Analyzed  8/30/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

63 

Micro  48008-06 

SINK  FAUCET 

FIRST  FLOOR  -  ROOM  106 

THIRD  DRAW 

4.9 

1.0 

Client 

64 

Micro 

48008-07 

1.0 

SINK  DRINKING  FOUNTAIN 
FIRST  FLOOR  -  RM  107 
FIRST  DRAW 

2.4 

Client 

65 

Micro 

48008-08 

1.0 

SINK  DRINKING  FOUNTAIN 
FIRST  FLOOR  •  ROOM  107 
SECOND  DRAW 

2.7 

Client 

66 

Micro 

48008-09 

1.0 

SINK  DRINKING  FOUNTAIN 
FIRST  FLOOR  -  ROOM  107 
THIRD  DRAW 

5.3 

Client 

67 

Micro  48008-10 

SINK  FAUCET 

FIRST  FLOOR  •  ROOM  112  (KITCHEN) 
FIRST  DRAW 

1.6 

1.0 

Technical  Supervisor: 


Farid  Ramezs 


-9/6/97 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  n  drtnRing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    48  008 

SFUSD  •  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  46 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  ES  DateSampied  8/29/97 

San  Francisco,  CA  94124  _  ,  _    .   .  olnnln^ 

'  Date  Received  8/30/97 

Date  Analyzed  8/30/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 

68 

Micro  48008-11 

SINK  FAUCET 

FIRST  FLOOR  •  ROOM  112  (KITCHEN) 
SECOND  DRAW 

1.6 

1.0 

Client 

69 

Micro  48008-12 
SINK  FAUCET 

FIRST  FLOOR  •  ROOM  112  (KITCHEN) 
THIRD  DRAW 

5.3 

1.0 

Client 

70 

Micro  48008-13 

SINK  FAUCET 

FIRST  FLOOR  -  ROOM  113  (CAFETERIA) 
FIRST  DRAW 

2.1 

1.0 

Client 

71 

Micro  48008-14 

SINK  FAUCET 

FIRST  FLOOR  •  ROOM  113  (CAFETERIA) 
SECOND  DRAW 

1.3 

1.0 

Client 

72 

Micro  48008-15 
SINK  FAUCET 

FIRST  FLOOR  -  ROOM  1 13  (CAFETERIA) 
THIRD  DRAW 

3.0 

1.0 

Technical  Sup«n#i«nr  V  ^^— se~ ^^-^  9/6/97          Analyst:  £L  

Farid  RamezarrataehTM^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    48  008 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  46 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  ES  Date  Sampled  8/29/97 

San  FranciSCO,  CA    94124  Date  Received  8/30/97 

Date  Analyzed  8/30/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

73 

Micro  48008-16 

SINK  FAUCET 

FIRST  FLOOR  •  ROOM  1 13 

FIRST  DRAW 

1.4 

1.0 

Client 

74 

Micro  48008-17 

SINK  FAUCET 

FIRST  FLOOR  -  ROOM  1 13 

SECOND  DRAW 

1.7 

1.0 

Client 

75 

Micro  48008-18 

SINK  FAUCET 

FIRST  FLOOR  •  ROOM  113 

THIRD  DRAW 

1.8 

1.0 

Client 

76 

Micro  48008-19 

SINK  FAUCET 

FIRST  FLOOR  •  ROOM  103 

FIRST  FLOOR 

1.6 

1.0 

Client 

77 

Micro  48008-20 

SINK  FAUCET 

FIRST  FLOOR  •  ROOM  103 

SECOND  DRAW 

4.1 

1.0 

Technical  Supervisor: 


9/6/97 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foHead^ana^stsUiLdhnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  5 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    48  00  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  46 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  ES  Date  Sampled  8/29/97 

San  Francisco,  CA  94124  _  _ 

Date  Received  8/30/97 
Date  Analyzed  8/30/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

78 

Micro  48008-21 

SINK  FAUCET 

FIRST  FLOOR  •  ROOM  103 

THIRD  DRAW 

13.5 

1.0 

Client 

79 

Micro  48008-22 

SINK  FAUCET 

FIRST  FLOOR  •  ROOM  102 

FIRST  DRAW 

1.2 

1.0 

Client 

80 

Micro  48008-23 

SINK  FAUCET 

FIRST  FLOOR  -  ROOM  102 

SECOND  DRAW 

3.8 

1.0 

Client 

81 

Micro  48008-24 

SINK  FAUCET 

FIRST  FLOOR  -  ROOM  102 

THIRD  DRAW 

2.4 

1.0 

Client 

82 

Micro  48008-25 

SINK  FAUCET 

FIRST  FLOOR  •  ROOM  101 

FIRST  DRAW 

<  1.0 

1.0 

AL 


Technical  Supervisor:    jl  g£k2^==^£_22^—±  9/6/97  Analyst: 

Farid  Ram< 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  le 


l^isSiLdrmking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association.  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    48  008 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4  6 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  ES  DateSampied  8/29/97 

San  FranciSCO,  CA    94124  Date  Received  8/30/97 

Date  Analyzed  8/30/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

83 

Micro  48008-26 

SINK  FAUCET 

FIRST  FLOOR  •  ROOM  101 

SECOND  DRAW 

< 

1.0 

1.0 

Client 

84 

Micro  48008-27 

SINK  FAUCET 

FIRST  FLOOR  •  ROOM  101 

THIRD  DRAW 

< 

1.0 

1.0 

Client 

85 

Micro  48008-28 

SINK  FAUCET 

SECOND  FLOOR  -  ROOM  209 
FIRST  DRAW 

1.5 

1.0 

Client 

86 

Micro  48008-29 
SINK  FAUCET 

SECOND  FLOOR  -  ROOM  209 
SECOND  DRAW 

< 

1.0 

1.0 

Client 

87 

Micro  48008-30 

SINK  FAUCET 

SECOND  FLOOR  •  ROOM  209 
THIRD  DRAW 

3.1 

1.0 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  le^d^nalysisJrTdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    48  008 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  46 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  ES  Date  Sampled  8/29/97 
San  Francisco,  CA  94124  0 

Date  Received  8/30/97 
Date  Analyzed  8/30/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

88 

1.1 

1.0 

Micro  48008-31 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  •  ROOM  209 
FIRST  DRAW 

Client 

89 

<  1.0 

1.0 

Mbro  48008-32 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  •  ROOM  209 
SECOND  DRAW 

Client 

90 

7.3 

1.0 

Micro  48008-33 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  -  ROOM  209 
THIRD  DRAW 

Client 

91 

2.7 

1.0 

Micro  48008-34 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  -  ROOM  207 
FIRST  DRAW 

Client 

92 

2.3 

1.0 

Micro  48008-35 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  •  ROOM  207 
SECOND  DRAW 

Technical  Supervisor: 


9/6/97 


Analyst: 


AL 


Micro  Analytical  Laboratories.  Inc.  is  accredited  for  tea^TafwlyskjnjirinKing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association.  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories.  Inc..  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    48  00  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  4  6 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  ES  DateSampied  8/29/97 

San  FranciSCO,  CA    94124  Date  Received  8/30/97 

Date  Analyzed  8/30/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

93 

Micro 

48008-36 

1.0 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  -  ROOM  207 
THIRD  DRAW 

2.5 

Client 

94 

Micro 

48008-37 

1.0 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  -  ROOM  205 
FIRST  DRAW 

6.7 

Client 

95 

Micro 

48008-38 

9.4 

1.0 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  •  ROOM  205 
SECOND  DRAW 

Client 

96 

Micro 

48008-39 

15.1 

1.0 

SINK  DRINKING  FOUNTAIN 
SECOND  FLOOR  -  ROOM  205 
THIRD  DRAW 

Client 

97 

Micro  48008-40 
SINK  FAUCET 

SECOND  FLOOR  -  ROOM  203 
FIRST  DRAW 

1.5 

1.0 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadanalysismdonking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.O. 
G RATTAN  ES 


Micro  Log  In    48  008 
Total  Samples  46 
Date  Sampled  8/29/97 
Date  Received  8/30/97 
Date  Analyzed  8/30/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

98 

Micro  48008-41 

SINK  FAUCET 

SECOND  FLOOR  •  ROOM  203 
SECOND  DRAW 

<  1.0 

1.0 

Client 

99 

Micro  48008-42 

SINK  FAUCET 

SECOND  FLOOR  •  ROOM  203 
THIRD  DRAW 

1.4 

1.0 

Client 

100 

Micro  48008-43 
SINK  FAUCET 

SECOND  FLOOR  •  ROOM  212 
FIRST  DRAW 

1.5 

1.0 

Client 

101 

Micro  48008-44 
SINK  FAUCET 

SECOND  FLOOR  -  ROOM  212 
SECOND  DRAW 

25.8 

1.0 

Client 

102 

Micro  48008-45 
SINK  FAUCET 

SECOND  FLOOR  •  ROOM  212 
THIRD  DRAW 

3.9 

1.0 

Technical  Supervisor: 


9/6/97 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foMead-artalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    48  00  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  4  6 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  ES  Date  Sampled  8/29/97 

San  Francisco,  CA    94124  Date  Received  8/30/97 

Date  Analyzed  8/30/9  7 


Detection 


Lead  Concentration 

Limit 

Comments 

Client  Sample  ID 

(ppb) 

(ppb) 

Client 

103 

Micro 

48008-46 

BLANK 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea*-aoaty£»«4nj dmking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  52170 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  23 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  CC  DateSampied  1/18/98 

San  Francisco,  CA  94124  _    .   .  Alnnlno 

'  Date  Received  1/20/98 

Date  Analyzed  1/20/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SMKDf 

GRATTAN  47A 

52170-01 
:115 

4.6 

1.0 

Client 

Micro 
sink  or 

GRATTAN  47B 

52170-02 
115 

3.2 

1.0 

Client 
Micro 

SMKDf 

GRATTAN  47C 

52170-03 
115 

12.1 

1.0 

Client 
Micro 

SMKDF 

GRATTAN  51 A 

52170-04 
113 

6.9 

1.0 

Client 
Micro 

SMKDF 

GRATTAN  51 B 

52170-05 
113 

5.8 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  le*Bd-AQQlysis)in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


2 


1063  PROJECT:  Micro  Log  In  52170 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  23 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  CC  Date  Sampled  1/1 8/98 

San  FranciSCO,  CA    94124  Date  Received  1/20/9  8 


Date  Analyzed  1/20/9  8 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  DF 

GRATTAN  51 C 

52170-06 
:113 

14.3 

1.0 

Client 
Micro 

SINK  DF 

GRATTAN  32A 

52170-07 
•208 

3.1 

1.0 

Client 
Micro 

SINK  DF 

GRATTAN  32B 

52170-08 
•208 

2.1 

1.0 

Client 
Micro 

SINK  DF 

GRATTAN  32C 

52170-09 
'208 

6.9 

1.0 

Client 
Micro 

SINK  Ft 

GRATTAN  34A 

52170-10 
IUCET207 

9.2 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foJaad^rtaJysjsJd  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  «=  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In  52170 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  23 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  CC  DateSampied  1/18/98 

San  Francisco,  CA    94124  Date  Received  1/20/98 

Date  Analyzed  1/20/98 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


GRATTAN  34B 


Micro  52170-11 

SINK  FAUCET  207 


17.9 


1.0 


Client 


GRATTAN  34C 


Micro  52170-12 

SINK  FAUCET  207 


12.6 


1.0 


Client 


GRATTAN  38A 


Micro  52170-13 

SINK  Df  204 


4.0 


1.0 


Client 


GRATTAN  38B 


Micro  52170-14 

SINK  DF  204 


5.4 


1.0 


Client 


GRATTAN  38C 


Micro  52170-15 

SINK  OF  204 


11.4 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  fONltaj  analysis  in_o|rinldng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  -  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

Micro  Log  In    5  217  0 
Total  Samples  2  3 
Date  Sampled  1/18/98 
Date  Received  1/20/9  8 
Date  Analyzed  1/20/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
COURT 

GRATTAN  14A 

52170-16 

MG  FOUNTAIN 
YARD 

4.0 

1.0 

■■ 

Client 
Micro 

DRINKI 
COURT 

GRATTAN  14B 

52170-17 

1G  FOUNTAIN 
YARD 

6.1 

1.0 

Client 
Micro 

DRINKI 
COURT 

GRATTAN  14C 

52170-18 

UG  FOUNTAIN 
YARD 

14.3 

1.0 

Client 
Micro 

OUTSID 

GRATTAN  57A 

52170-19 
E  EAST 

5.0 

1.0 

Client 
Micro 

OUTSID 

GRATTAN  57B 

52170-20 
EEAST 

3.9 

1.0 

1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  CC 
San  Francisco,  CA  94124 


Analyst:  

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea^-e^ysisTrrdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  16th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


Technical  Supervisor: 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 
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1063  PROJECT:  Micro  Log  In  52170 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  23 

1551  Newcomb  Avenue,  Rm.  103  GRATTAN  CC  Date  Sampled  1/18/98 

San  FranciSCO,  CA    94124  Date  Received  1/20/98 

Date  Analyzed  1/20/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

OUTSID 

GRATTAN  57C 

52170-21 

€  EAST 

2.8 

1.0 

Client 
Micro 

BLANK 

GRATTAN  BLANK  1 

52170-22 
1 

<  1.0 

1.0 

Client 
Micro 

BLANK 

GRATTAN  BLANK  2 

52170-23 
2 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead""analygTsvin  drihtdng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples-are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GUADALUPE  ES 


Micro  Log  In    4  7  74  0 
Total  Samples  1  9 
Date  Sampled  8/21/9  7 
Date  Received  8/25/97 
Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
1ST  LEV 
FIRST  E 

1 

47740-01 

MJCET 

(EL  KITCHEN 

IDAUf 

1.9 

1.0 

Client 
Micro 

DRINKII 
1STLE\ 
FIRST  C 

2 

47740-02 

AG  FOUNTAIN 
FEL  HALL 
IRAW 

5.6 

1.0 

Client 
Micro 

SINK  Ft 
1ST  LEV 
FIRST  C 

3 

47740-03 
MJCET 

'EL  CLASSROOM  100 
(RAW 

1.4 

1.0 

Client 
Micro 

SINK  Ft 
1ST  LEV 
FIRST  C 

4 

47740-04 
MJCET 

'EL  CLASSROOM  101 
IRAW 

2.2 

1.0 

Client 
Micro 

SINK  Ft 
1ST  LEV 
FIRST  C 

5 

47740-05 
MJCET 

'EL  CLASSROOM  102 
IRAW 

<      1 .0 

1.0 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47740 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  9 

1551  Newcomb  Avenue,  Rm.  103  GUADALUPE  ES  DateSampied  8/21/97 

San  Francisco,  CA   94124  _  .  _    .  , 

Date  Received  8/25/97 
Date  Analyzed  9/1/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


Micro  47740-06 

SINK  FAUCET 

1ST  LEVEL  CLASSROOM  103 

FIRST  DRAW 


6.5 


1.0 


Client 


Micro  47740-07 

DRINKING  FOUNTAIN 
1ST  LEVEL  HALL 
FIRST  DRAW 


1.0 


1.0 


Client 


Micro  47740-08 

SINK  FAUCET 
1ST  LEVEL  OFFICE 
FIRST  DRAW 


6.6 


1.0 


Client 


Micro  47740-09 

DRINKING  FOUNTAIN 
2ND  LEVEL  HALL 
FIRST  DRAW 


1.0 


1.0 


Client 


1  0 


Micro  47740-10 
SINK  FAUCET 

2ND  FLOOR  TEACHERS'  LOUNGE 
FIRST  DRAW 


1.0 


1.0 


Technical  Supervisor:    ~t*  .*^- — -~^~v         9/7/97   Analyst: 

Farid  Rame^nzadet],  \Jt 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  for  lead  analysis  In  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063  PROJECT:  Micro  Log  In    4  774  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  9 

1551  Newcomb  Avenue,  Rm.  103  GUADALUPE  ES  Date  sampled  8/21/97 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  Fi 
2ND  FL 

1  1 

47740-1 1 
UICET 

DOR  CLASSROOM  9 

ID  AMI 

2.3 

1.0 

Client 
Micro 

SINK 
2ND  FLI 
FIRST  C 

1  2 

47740-12 
UICET 

X)R  CLASSROOM  8 
>RAW 

4.3 

1.0 

Client 
Micro 

SINK  Ft 
2ND  FU 
FIRST  C 

1  3 

47740-13 
IUCET 

DOR  CLASSROOM  6 
(RAW 

<  1.0 

1.0 

Client 
Micro 

BLANK 

B 

47740-14 

<  1.0 

1.0 

Client 
Micro 

MULTIP 
GROUN 
FIRST  C 

1  4 

47740-15 

LE  DRINKING  FOUNTAIN 
D  FLOOR  NW  FOUNTAIN 
(RAW 

1.1 

1.0 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063                                                                        PROJECT:  Micro  Log  In  47740 

SFUSD  -  Asbestos  Control  Program                    S.F.U.S.D.  Total  Samples  1  9 

1551  Newcomb  Avenue,  Rm.  103  GUADALUPE  ES  Date  Sampled  8/21/97 
San  Francisco,  CA  94124 


Date  Received  8/25/97 
Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

MULTIP 

SW  FOl 
FIRST  [ 

1  5 

47740-16 

LE  DRINKING  FOUNTAIN 

JNTAIN 

>RAW 

11.1 

1.0 

Client 
Micro 

SINK  Fi 
BUNGA 
FIRST  C 

1  6 

47740-17 
kUCET 
LOW  02 
>RAW 

5.3 

1.0 

Client 
Micro 

SINK  ft 
BUNGA 
FIRST  C 

1  7 

47740-18 

MJCET 

LOWfl 

>RAW 

2.0 

1.0 

Client 
Micro 

SPIKED 

1  8 

47740-19 

54.3 

2.2 

Technical  Supervisor: 


Micro  Analytical  Laboratories.  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In  48092 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  37 

1551  Newcomb  Avenue,  Rm.  103  BRET  HARTE  DateSampied  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  9/2/97 

Date  Analyzed  9/3/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

BRET  HARTE  1 

Micro  48092-01 

SINK  FAUCET 
ROOM  015 
FIRST  DRAW 

1.8 

1.0 

Client 

BRET  HARTE  2 

Micro  48092-02 

SINK  FAUCET 
ROOM  017A 
FIRST  DRAW 

1  8.7 

1.0 

Client 

BRET  HARTE  3 

Micro  48092-03 

SINK  FAUCET 
ROOM  107 
FIRST  DRAW 

1  0.9 

1.0 

Client 

BRET  HARTE  4 

Micro  48092-04 

SINK  FAUCET 
ROOM  109 
FIRST  DRAW 

4.2 

1.0 

Client 

BRET  HARTE  5 

Micro  48092-05 

SINK  FAUCET 
ROOM  111 
FIRST  DRAW 

8.4 

1.0 

Technical  Supervisor:  y  Su< — ^ — ^ls*^— —     9/8/97   Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredlterttOT^ad-e^aJysis^jn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


2 


1063  PROJECT:  Micro  Log  In  48092 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  37 

1551  Newcomb  Avenue,  Rm.  103  BRET  HARTE  Date  Sampled  8/26/97 

San  Francisco,  CA   94124  _  . 

1  Date  Received  9/2/97 

Date  Analyzed  9/3/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

BRET  HARTE 

6 

Micro  48092-06 

SINK  FAUCET 
ROOM  113 
FIRST  DRAW 

3.9 

1.0 

Client 

BRET  HARTE 

7 

Micro  48092-07 

SINK  FAUCET 
ROOM  115 
FIRST  DRAW 

42.5 

1.0 

Client 

BRET  HARTE 

8 

Micro  48092-08 

SINK  FAUCET 
ROOM  114 
FIRST  DRAW 

9.6 

1.0 

Client 

BRET  HARTE 

9 

Micro  48092-09 

SINK  FAUCET 
ROOM  112 
FIRST  DRAW 

2.3 

1.0 

Client 

BRET  HARTE 

10 

Micro  48092-10 

DRINKING  FOUNTAIN 
HALL  "CM" 
FIRST  DRAW 

2.5 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadanalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association.  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


3 


1063  PROJECT:  Micro  Log  In    4  8092 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  37 

1551  Newcomb  Avenue,  Rm.  103  BRET  HARTE  Date  Sampled  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  9/2/9  7 

Date  Analyzed  9/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

BRET  HARTE  11 

4.9 

1.0 

Micro  48092-11 

DRINKING  FOUNTAIN 
HALL  *  C91  ' 
FIRST  DRAW 

Client 

BRET  HARTE  12 

2.5 

1.0 

Micro  48092-12 

SINK  FAUCET 
ROOM  101 
FIRST  DRAW 

Client 

BRET  HARTE  13 

1  0.3 

1.0 

Micro  48092-13 

DRINKING  FOUNTAIN 
ROOM  204 
FIRST  DRAW 

Client 

BRET  HARTE  14 

3.6 

1.0 

Micro  48092-14 

SINK  FAUCET 
ROOM  205 
FIRST  DRAW 

Client 

BRET  HARTE  15 

9.8 

1.0 

Micro  48092-15 

DRINKING  FOUNTAIN 
ROOM  207 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  le^d-ahalyst»4n_dr]pking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


4 


1063  PROJECT:  Micro  Log  In  48092 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  37 

1551  Newcomb  Avenue,  Rm.  103  BRET  HARTE  Date  Sampled  8/26/97 

San  Francisco,  CA   94124  _4  _ 

Date  Received  9/2/97 

Date  Analyzed  9/3/97 


Detection 


Client 

Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(PPb) 

Comments 

Client 

BRET 

HARTE  16 

Micro  48092-16 

SINK  FAUCET 
ROOM  206 
FIRST  DRAW 

3.7 

1.0 

Client 

BRET 

HARTE  17 

Micro  48092-17 

DRINKING  FOUNTAIN 
ROOM  209 
FIRST  DRAW 

11.3 

1.0 

Client 

BRET 

HARTE  18 

Micro  48092-18 

SINK  FAUCET 
ROOM  208 
FIRST  DRAW 

4.7 

1.0 

Client 

BRET 

HARTE  19 

Micro  48092-19 

SINK  FAUCET 
ROOM  210 
FIRST  DRAW 

6.6 

1.0 

Client 

BRET 

HARTE  20 

Micro  48092-20 

SINK  FAUCET 
ROOM  211 
FIRST  DRAW 

5.5 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forlead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  8  092 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  37 

1551  Newcomb  Avenue,  Rm.  103  BRET  HARTE  Date  Sampled  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  9/2/9  7 

Date  Analyzed  9/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

BRET  HARTE  21 

23.9 

1.0 

Micro  48092-21 

MULTIPLE  DRINKING  FOUNTAIN 
ROOM  210  EXTERIOR 
FIRST  DRAW 

Client 

BRET  HARTE  22 

3.2 

1.0 

Micro  48092-22 

SINK  DRINKING  FOUNTAIN 
ROOM  001 A 
FIRST  DRAW 

Client 
Micro 

SINK  Dl 
ROOMC 
FIRST  [ 

BRET  HARTE  23 

5.2 

1.0 

48092-23 

LINKING  FOUNTAIN 

KttA 

)RAW 

Client 

BRET  HARTE  24 

5.9 

1.0 

Micro  48092-24 

SINK  FAUCET 
ROOM004A 
FIRST  DRAW 

Client 

BRET  HARTE  25 

4.4 

1.0 

Micro  48092-25 

SINK  DRINKING  FOUNTAIN 
ROOM  003A 
FIRST  DRAW 

Technical  Supervisor: 


9/8/97 


Analyst: 


FR 


Farid  Rar 

Micro  Analytical  Laboratories,  Inc.  is  accredited^  leata  "acalysi^  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
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1063  PROJECT:  Micro  Log  In  48092 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  37 

1551  Newcomb  Avenue,  Rm.  103  BRET  HARTE  Date  Sampled  8/26/97 

San  Francisco,  CA   94124  _  ,  _    .  . 

'  Date  Received  9/2/97 

Date  Analyzed  9/3/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

BRET  HARTE  26 

12.7 

1.0 

Micro  48092-26 

DRINKING  FOUNTAIN 
HALL  •CM- 
FIRST  DRAW 

Client 

BRET  HARTE  27 

16.2 

1.0 

Mere  48092-27 

SINK  FAUCET 
ROOM005A 
FIRST  DRAW 

Client 

BRET  HARTE  28 

7.8 

1.0 

Micro  48092-28 

SINK  DRINKING  FOUNTAIN 

ROOM006A 

FIRST  DRAW 

Client 

BRET  HARTE  30 

1  0.0 

1.0 

Micro  48092-29 

SINK  DRINKING  FOUNTAIN 
ROOM  OOBA 
FIRST  DRAW 

Client 

BRET  HARTE  31 

25.6 

1.0 

Micro  48092-30 

MULTIPLE  DRINKING  FOUNTAIN 
PLAY  AREA  *C96* 
FIRST  DRAW 

Technical  Supervisor:   7  — ^^f*~~^  9/8/97          Analyst:   EL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-«nalysTsS»-dntiking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


7 


1063  PROJECT:  Micro  Log  In    48  092 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  37 

1551  Newcomb  Avenue,  Rm.  103  BRET  HARTE  Date  Sampled  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  9/2/97 

Date  Analyzed  9/3/97 


Detection 


Client 

Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

BRET 

HARTE  32 

Micro  48092-31 

SINK  FAUCET 
ROOM  001 B 
FIRST  DRAW 

76.7 

2.9 

Client 

BRET 

HARTE  33 

Micro  48092-32 

SINK  FAUCET 
ROOM  005B 
FIRST  DRAW 

1  04 

4.0 

Client 

BRET 

HARTE  34 

Micro  48092-33 

SINK  FAUCET 
ROOM  002B 
FIRST  DRAW 

16.9 

1.0 

Client 

BRET 

HARTE  35 

Micro  48092-34 

SINK  FAUCET 
ROOM003B 
FIRST  DRAW 

34.9 

1.0 

Client 

BRET 

HARTE  36 

Micro  48092-35 

SINK  FAUCET 
ROOM 0MB 
FIRST  DRAW 

1  1  0 

4.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaTTanalysie-iojlrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


8 


1063  PROJECT:  Micro  Log  In  48092 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  37 

1551  Newcomb  Avenue,  Rm.  103  BRET  HARTE  DateSampied  8/26/97 

San  Francisco,  CA   94124  _  ,  _ 

'  Date  Received  9/2/9  7 

Date  Analyzed  9/3/9  7 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 

BRET  HARTE  BL 

Micro 

BLANK 

48092-36 

<       1  .0 

1.0 

Client 

BRET  HARTE  29 

Micro  48092-37 
ROOM  007A 

(SAMPLE  NOT  LISTED  ON 
CHAIN-OF-CUSTODY  FORM;  DESCRIPTION 
ENTERED  FROM  BOTTLE  LABEL) 

13.6 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Farid  Ramezanl 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysisTrTaTinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  311  SB  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
BRET  HARTE 


Micro  Log  In    4  7  5  2  2 
Total  Samples  1  2 
Date  Sampled  8/16/9  7 
Date  Received  8/19/97 
Date  Analyzed  8/19/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

BRET  HARTE  1 

Micro  47522-01 

SINK  FAUCET 
ROOM  115 

SAMPLE  NOT 
RECEIVED 

Client 

BRET  HARTE  2 

Micro 

47522-02 

5.8 

1.0 

DRINKING  FOUNTAIN 
HALLWAY 

Client 

BRET  HARTE  3 

Micro 

47522-03 

7.9 

1.0 

DRINKING  FOUNTAIN 
HALL 

Client 

BRET  HARTE  4 

Micro  47522-04 

SINK  FAUCET 
ROOM  101  "LUNCH" 

2.7 

1.0 

Client 

BRET  HARTE  5 

Micro  47522-05 

SINK  FAUCET 
ROOM  205 

2.5 

1.0 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Pag*  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  52  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  BRET  HARTE  Date  Sampled  8/16/97 
San  Francisco,  CA  94124  _ 

Date  Received  8/19/97 
Date  Analyzed  8/19/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

BRET  HARTE  6 

Micro 

47522-06 

10.9 

DRINKING  FOUNTAIN 
ROOM  207 

1.0 

Client 

BRET  HARTE  7 

Micro 

47522-07 

31.0 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
ROOM  210  EXTERIOR 

Client 

BRET  HARTE  8 

Micro 

47522-08 

29.9 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
PLAY  AREA 

Client 

BRET  HARTE  9 

Micro  47522-09 

SINK  FAUCET 
ROOM  001 

143 

5.0 

Client 

BRET  HARTE  10 

Micro  47522-10 

SINK  FAUCET 
ROOM  002 

15.2 

1.0 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^naiyste^rrdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  52  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  BRET  HARTE  Date  Sampled  8/16/97 

San  FranciSCO,  CA    94124  Date  Received  8/ 1  9/9  7 

Date  Analyzed  8/19/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

BRET  HARTE  11 

Micro  47522-11 

SINK  FAUCET 
ROOM  003 

56.4 

2.0 

Client 

BRET  HARTE  BL 

Micro 

BLANK 

47522-12 

<1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacLana)ysis~~m-4nhking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


OCT.  14.  1997  !2: 12FV  :;c.  7167    F.  11/76 

Sequoia 
~   ~  Analytical 


6«0  Qieapeikf  Drive  Redwood  Oty,  CA  94063      (650)  364-9600         FAX  (650)  364  9133 

404  N  Wlftt  Line  W»Wi  Crtrt.  CA  94598       (510)  901.9600         FAX  (5)0)  98S-9673 

819  Sinks  Avenue,  Suite  «     Sucramemo.  CA  95«34  (9 1 6)  93 1 .9600  FAX  (91 6)  92 1 -01 00 


;SFUSD  Client  Proj.  ID:     Hart  ES  Sampled:  10/04/97  g 

1551  Newcomb  Ave.,  Rm.  103  Received:  10/09/97  » 

B  San  Francisco.  CA  94124  Lab  Proj  ID:  9710472  Analyzed:  see  below  § 

■ 

I  Attention:     Bruce  Giannini  Reported:  10/13/97  I 

"  — —  —  SZ:-S^'rr^trr^^!-  ^.''r«m»illulhli:i,IIIIIHI1tnilUii«»i>idild)ullllllllinilHIIIIIHIIIIIHIl  iiwiuiaulamiHIIIIIIIIIIIIIIIIIIlllllllMi  Milium  t)m^M|MIIIBIWIiWIHIhltolJllllltrllWltinM'i1l.  ,l.^^::_!_^* 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710472-01 
Sample  Desc  .  UQUID.Harte  2-A 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-02 
Sample  Desc  UQUID.Harte  2-B 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-03 
Sample  Desc :  UQUID.Harte  2-C 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-04 
Sample  Desc :  UQUID.Harte  7-A 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-05 
Sample  Desc  :  UQUID.Harte  7-B 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-06 
Sample  Desc  :  UQUID.Harte  7-C 

Lead 

mg/L 

10/10/97 

0.0050 

0.015 

Lab  NO:  9710472-07 
Sample  Desc  :  UQUID.Harte  7-D 

Lead 

mg/L 

10/10/97 

0.0050 

0.095 

Analytes  reported  a*  K.D.  were  not  present  above  the  stated  limit  Of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Shela  Frynn 
Project  Manager 


Page: 


10/14/97    11:58         TX/RX  NO. 0298         P. 011 


^7*V  CW^i/  xio  6SD  Chesapeake  Drive  Redwood  Qry,  CA  9406 J  (650)  364-9600  FAX  (650)  J64-M»J 

/    i  A  ieqUOld  404  M  Wlgei  Lmk  W»lm«  Creek.  CA  94599  (5 1 0)  9fl 8.9600  FAX  (510)  9«-9673 

Um^iii-1  .          i                1  «l9Striker  Avenue,  Suite  I  Sicrsmento.  CA  95834  (916)  921.9600  FAX  (916)  911-0100 

-  ~  Analytical 


iiiinimui;: 


iiitifiirii!illll!!S!l^ 


S8HL 
I SFUSD 
jjj  1551  Newcomb  Ave.,  Rm.  103 
In  San  Francisco.  CA  94124 


:~!iiiMiininiinn= 


liM'.iiiiiiiillffls 


""^r-^rriMiiflllpi^ 

^i::iiinuii!:i!':!H=£ 


Client  Proj.  ID:  Hart  ES 
Lab  Proj.  ID:  9710472 


5  Attention:      Bruce  Giannini   . 


Sampled:  10/04/97  » 

Received:  10/09/97  1 
Analyzed:  see  below 

Reported:  1 0/1 3/97  1 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9710472-08 

Qamnla  Docn  •  1  IOI  tin  HaHb  OA. A 
Oampic  L»cijL,  -  U\jiuiu,nant;  to-M 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-09 
oampie  uesc  .  Liuuiu.narie  z&-d 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-10 

Sample  Desc  :  LIQUID.Harte  26-B  (duplicate) 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-11 
Sample  Desc :  UOUlD.Harte  26-C 

Lead 

mg/L 

10/10/97 

0.0050 

0.0050 

Lab  No:  9710472-12 
Sample  Desc  :  LIQUID.Harte  27-A 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-13 
Sample  Desc :  LIQUID, Harte  27-B 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-14 
Sample  Desc  :  UQUID.Harte  27-C 

Lead 

mg/L 

10/10/97 

0.0050 

N.D 

Analytea  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


Page:  2 


10/14/97    11:58         TX/RX  NO. 0298         P. 012 


JCT.  14.  199/  .:■  GorM 


WW.  '  10 1     r.  its 


f  ?  ^         Cp^,.  lOlPI  6t0  Oieupeikr  Drive  R.dwood  Ciiy,  CA  9406J       (6J0)  FAX  (WO)  364-9)33 

/    A    A        Jtl[UU10  404  M  Wtg«t  Unt  Walnut  Creek.  CA  94591      (5i0)M8«00         FAX  (5 10)  9W-9673 

H"~^<_     AllftlytiCSl  llfSatwAae**,  Sui«el    Sacwnemo.CA  95U4        (9 1 6)  91 1-9600        FAX  (9 16)  921-0100 


"IM'I"1  


D  SFUSD 

j  1551  NewcombAve..  Rm.  103 

I  San  Francisco,  CA  94124 

i 

I  Attention:     Bruce  Giannini 

.Twiimmi  igaBB  .  : ::^isJtraniitiiiuuiiii;iiii; 

i ...  Jua....     ,  „.«,..,  ■  ■  i-MMiiiiMidtiiEag^s"--'- 


3Hv-:._:j»i«»imn0raBH^~L~-:-  ■-  — — l ■  -- 1 n i ironiiiici ihhiii - • 


Client  Proj.  ID:  Hart  ES 
LabProj.  ID:  9710472 


asi'Hiiiiniiitiiiiar;^  = 


ii.|i|ii|iiiiiniiiiiiiuiB:— —       l--  .:;i||i|iiiiiiiillT 


Sampled:  i 0/04/97 
Received:  10/09/97 
Analyzed:  see  below  £ 


^siuuiiiiinnuiintiifs 


LABORATORY  ANALYSIS 


Anaryte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710472-15 
Sample  Desc  :  LIQUID, Harte  31-A 

Lead 

mg/L 

10/10/97 

0.0050 

0.0060 

Lab  No:  9710472-16 
Sample  Desc  :  UQUID,Harte  31-B 

Lead 

mg/L 

70/10/97 

0.0050 

N.D. 

Lab  No:  9710472-17 
Sample  Desc  :  LIQUID, Harte  31-C 

Lead 

mg/L 

10/10/97 

0.0050 

0.031 

Lab  No:  9710472-18 
Sample  Desc  :  UQUID.Harte  32-A 

Lead 

mg/L 

10/10/97 

0.0050 

0.0070 

Lab  NO:  9710472-19 
Sample  Desc  :  UQUID,Harte  32-B 

Lead 

mg/L 

10/10/97 

0.0050 

0.0051 

Lab  No:  9710472-20 

Sample  Desc  :  LIQUID, Harte  32-B  (duplicate) 

Lead 

mg/L 

10/10/97 

0.0050 

0.0051 

Lab  No:  9710472-21 
Sample  Desc  :  UQUID.Harte  32-C 

Lead 

mg/L 

10/10/97 

0.0O50 

0.013 

Analytei  reported  as  N.D.  were  not  present  above  ttie  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL    ELAP  #1210 


Sheila  Flynn 
Project  Manai 


Page: 


10/14/97    11:58         TX/RX  NO. 0298         P. 013 


OCT.  14.  1997  12:03PM 

fk\  Sequoia 
Analytical 


KG.  7167     F.  14/76 


680  Cheapeike  Drive  Redwood  Giy.  CA  94063      (£50)  364-9600         FAX  (650)  364-9233 

404  N.  Wigct  Lane  Vilnui  Creek,  CA  94598      (510)988-9600        FAX  (5l0)  9BB.967? 

B 19  Striker  Avenue,  Suite  8    Sacramento,  CA  95B34         (9)6)  921-9600         FAX  (9l6)  921-0100 


msasmamm  m i  ,,. esbmi  issebhi 

»  SFUSD  Client  Pro]  ID:    Hart  ES 

1 1551  Newcomb  Ave..  Rm.  103 

=  San  Francisco,  CA  94124  Lab  Proj.  ID:  9710472 


Attention:     Bruce  Giannini 

l!H!!!nm!!THS|i^l"i"i!ii:i:liii; 


■    j  ;:iiiiiiiiniiiinill 


Sil!j!j||nillllMIIMl! 

ai)|Miuiiilil!ii,,M,;  - 


iiiiiiiiiiiulilliib 


Sampled;  10/04/97  $ 
ReceK/ed :  10/09/97 

Analyzed:  see  below  I 

Reported:  10/13/97  J 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710472-22 

Sample  Desc :  LIQUID.Harte  34-A 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-23 
Sample  Desc  :  UQUID>Harte  34-B 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-24 
Sample  Desc  :  LIQUID.Harte  34-C 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-25 
Sample  Desc :  UQUID,Harte  35-A 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-26 
Sample  Desc  :  UQUID.Harto  35-B 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-27 
Sample  Desc :  UQUID,Harte  35-C 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-28 
Sample  Desc :  LIQUID, Harte  36-A 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Anafytes  reported  «e  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


10/14/97    11:58         TX/RX  NO. 0298         P. 014 


l4.  19s f  . : :  -<K-'- 


n  i  r  n 

rloi 


r. 


luoia 


^  Seq, 
~  ~  Analytical 


610  Oc«HXikt  Driv« 

404  N  Wiat»  L>«* 

119  Sinker  Avenue  Suite  • 


Redwood  City.  CA  94063 
Walnut  Creek.  CA  94598 
Sacramento,  CA  95tS4 


(650)  $64-9600 
(510)  981-9600 
(916)  921-9600 


FAX  (650)  364-9253 
FAX  (510)  988-9673 
FAX  (916)921-0100 


-  SFUS0 
j 1551  Newcomb  Ave..  Rm.  103 
s  San  Francisco,  CA  94124 


-  jj&otwi  iiihiim;ii<i;- 


r^l,llllllllMIHIMIIIIIIIIJ,!S 


naaajaa 


Client  Proj.  ID:  Hart  ES 
LabProj.  ID:  9710472 


BBSS 


-  Attention: 

UIMIIIHIMIg 


Bruce  Giannrni   


Sampled:  10/04/97  | 
Received:  10/09/97  1 
Analyzed:  see  below  ..; 

B 

Reported:  10/13/97  1 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710472-29 
Sample  Desc :  LIQUID.Harte  36-B 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-30 

Sample  Desc  ;  LIQUID.Harte  36-B  (duplicate) 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710472-31 
Sample  Desc :  LIQUID.Harte  36-C 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Anatytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL     ELAP  #1210 


She4a  Flyrin 
Project  Manager 


Page: 


10/14/97    11:58         TX/RX  NO. 0298         P. 015 


CCT.  14.  199"  12: 04PM  SC.  "167     F.   [£  "6 

Sequoia 
Analytical 


f  ^\        SeailOia  «MCheHpe«kcDri»e  Redwood  Qty.  CA  94063      (  650)  364-9600         FAX  (650)  J64-9i33 

L  •     ^           M  404  N.  Wiget  Lane  Wdruit  Creek,  CA  94598       (5lO)W».9600         FAX  (510)  9M-967* 

A  1  »--  1  Bl9  Striker  Avrnuc,  Suite  8     Sicramento,  CA  95B34  (916)  931-9600  FAX  (916)  92 1-0 I 00 


  '  :»^!!l!r|!ininjifH|||HII|hiiiu 


I  SFUSD 
H1 1551  Newcomb  Ave..  Rm.  103 
pi  San  Francisco,  CA  94124 


ill 

;••  Attention 

IIHIIIIJinillliitiJii'Uriiiyialiriiiiir; 


Bruce  Giannini 

fs-^iiiiSSIJIII 


!"ptiiiimuitiiimiMniiiEi=Hi 


Client  Proj.  ID:  Hart'ES 
LabProj.  ID:  9710472 


 -  .^"Hii.rfSWl.'iBHfD.'lllBIlUWI!!?;: 

-'!::::i!tt:!:illlliihmii:icnSEEE~ 


— ass^s*:niiuiiiibiii'i'-»:r~2i- 

Sampled:  10/10/97  ! 
Received:  10/09/97  g 
Analyzed:  see  below  | 


Analyte 


LABORATORY  ANALYSIS 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9710472-32 
Sample  Desc :  LIQUID,Harte  Blank 


Lead 


mg/L 


10/10/97 


00050 


N.D. 


Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#121Q 


Sheila  Flynn 
Project  Manager 


Page: 
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Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063                                                                   PROJECT:  Micro  Log  In  52165 

SFUSD  -  Asbestos  Control  Program                   S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  BRET  HARTE  ES  Date  Sampled  1/17/98 

San  Francisco,  CA   94124  _  ,  „    .    .  <lnninn 

'  Date  Received  1/20/98 

Date  Analyzed  1/20/98 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

BRET  HARTE  21A 

Micro 

52165-01 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
PLAYGROUND  OUTSIDE  210 

5.0 

Client 

BRET  HARTE  21 B 

Micro 

52165-02 

10.1 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
PLAYGROUND  OUTSIDE  210 

Client 

BRET  HARTE  21 C 

Micro 

52165-03 

21.8 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
PLAYGROUND  OUTSIDE  210 

Client 

BRET  HARTE  BLANK 

Micro 

BLANK 

52165-04 

<  1.0 

1.0 

Technical  Supervisor: 


1/22/98 


Analyst: 


FR 


Farid  R£ 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for\lead  daaiysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certifi(»te>4UJ»7XSamplesyare  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  ExamTnHGon  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  »  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
HILLCREST  ES 


Micro  Log  In    4  7  7  8  3 
Total  Samples  1  0 
Date  Sampled  8/23/97 
Date  Received  8/2  5/9  7 
Date  Analyzed  8/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

HILLCREST  #1 

Micro 

47783-01 

10.6 

1.0 

DRINKING  FOUNTAIN 
HALLWAY  C90 
FIRST  DRAW 

Client 

HILLCREST  #2 

Micro  47783-02 

SINK  FAUCET 
TEACHERS  LOUNGE 
FIRST  DRAW 

2.6 

1.0 

Client 

HILLCREST  #3 

Micro 

47783-03 

1.0 

DRINKING  FOUNTAIN 
HALLWAY  C94 
FIRST  DRAW 

7.0 

Client 

HILLCREST  #4 

Micro 

47783-04 

4.4 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  YARD 
FIRST  DRAW 

Client 

HILLCREST  #5 

Micro 

47783-05 

9.1 

1.0 

DRINKING  FOUNTAIN 
HALLWAY  C92 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  teacUanafysTS'  in  drinking  water  by  the  California  Department  ot  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Pag*  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4778  3 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  0 

1551  Newcomb  Avenue,  Rm.  103  HILLCREST  ES  Date  Sampled  8/23/97 

San  Francisco,  CA   94124  „  „ 

Date  Received  8/25/97 
Date  Analyzed  8/25/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

HILLCREST  #6 

58.5 

2.2 

Micro  47783-06 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  YARD 
FIRST  DRAW 

Client 

HILLCREST  #7 

18.6 

1.0 

Micro  47783-07 

DRINKING  FOUNTAIN 
2ND  FL  HALLWAY 
FIRST  DRAW 

Client 

HILLCREST  #8 

9.3 

1.0 

Micro  47783-08 

DRINKING  FOUNTAIN 
2ND  FL  HALLWAY 
FIRST  DRAW 

Client 

HILLCREST  #9 

33.3 

1.0 

Micro  47783-09 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  YARD 
FIRST  DRAW 

Client 

HILLCREST  #10 

1.0 

1.0 

Micro 

BLANK 

47783-10 

Technical  Supervisor: 


9/7/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^nalyeiS^rt-dtinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc..  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


OCT.  14.  1997  12:08PM 


SC.  "167     F.  25/76 


"X         ^f^nilfYia  680  Qiesipeake  Dove  Redwood  City.  CA  94063      (650)  J*4-96CO         FAX  (650)  iM-9233 

f     4  J        "^^H  4(M  N  Wiget  L»ne  V»lnut  Creek.  CA  9459B       {510)988-9600         FAX  (SlO)  988-9673 

•T**w*^    AllHlytiCSl  8?9  Smker  Avrnue,  Suite  8    S»o-»memo,  CA  95814         (9 1 6)  Ml -9600         FAX  (9 1 6)  921-0100 


.   "  -r  T,-  ^^--»giw.'Umi'!i  u.l::.;;r 
iiiUillililiilllimilllllllllllHI[l!llll.'l!l!'!l!l;^:;'^    -iiHji.minilillilinillllllllia 


III  SFUSD 
Hi  1551  NewcombAve.,  Rm.  103 
i  San  Francisco,  CA  94124 

III 

Attention:      Bruce  Giannini 


Client  Proj.  ID:  Hillcrest  ES 
Lab  Proj.  ID:  9710494 


— Hsssaanmiuui.iti,  n;™;  ;'  ^  ■  - 


 Luuumini||i|iHiiinm:;r.irj 


'"^  'SiSiluiHIlU 


oi«iii;i;uai„:  :.    '  .Tiiamiiuuk;: 

Sampled:  10/03/97  | 
Received:  10/09/97  1 
Analyzed:  see  below  g 

Reported:  10/14/97  | 

 r-tin  hiti"  •|liniilii&  —  -niH"  r;  „ 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  NO:  9710494-01 

Sample  Desc  :  LIQUID,Hillcrest  6-A 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710494-02 
Sample  Desc  :  LIQUID,Hillcrest  6-B 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710494-03 
Sample  Desc  :  LIQUID, Hillcrest  6-C 

Lead 

mg/L 

10/13/97 

0  0050 

N.D. 

Lab  No:  9710494-04 
Sample  Desc  :  UQUID.Hillcrest  7-A 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710494-05 
Sample  Desc  :  LIQUID.Hillcrest  7-B 

Lead 

mg/L 

10/13/97 

0  0050 

N.D. 

Lab  No:  9710494-06 
Sample  Desc :  UQUID.Hillcrest  7-C 

Lead 

mg/L 

10/13/97 

0.0050 

0.0060 

Lab  No:  9710494-07 

Sample  Desc :  UQUID.Hillcrest  7-C  (duplicate) 

Lead 

mg/L 

10/13/97 

0.0050 

0.0060 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limrt  erf  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 
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n  r  - 

v.  v.-  . . 


4.  !9rn  1 2 : 29FM  KO.  "167     F.  29/76 

^^A^\         Spfllinia  6i0  CK*»pe*ke  CW  Redwood  Oh/,  CA  9*063      (650)  364.9600         FAX  (650)  364-9233 

[|J       "^^M^^  ^04  N  W.g«c  L»ik  W*lnut  Otek.  CA  94598      (510)988-9600        FAX  (510)  988-9673 


Analytical 


H9  Striker  Avenue,  Suite  8    Sacranwnto.  CA  938J4  (916)921-9600  FAX  (916)  921-0100 


| SFUSD 

1551  Newcomb  Ave .  Rm.  103 
I  San  Francisco,  CA  94124 


 mm%E^smmm£m* 

Client  Proj.  ID:    Hlllcrest  ES 


I  Attention:      Bruce  Giannini 


Lab  Proj.  ID:  9710494 


a-a-ridii:  .iu,|il.H.|li|l|ij 


'  niiiiiuiiiiiiiiiiMiius 
^2;^'.!:ii:iiiiiiimlimMiiiHuiuiii:i 


Sampled:  10/03/97  1 
Received:  10/09/97  g 
Analyzed:  see  below  j„ 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  NO:  9710494-08 

Sample  Desc  LIQUID, Hlllcrest  Blank 


Lead 


mg/L 


10/13/97 


0-0050 


N.D. 


AnaJytes  reported  as  N  O.  ware  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 
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SEP.  2.  1997  12:28PM  NO.  5427    F.  18/26 

Analytical 


SPflUOlfl  690  CK*s**>«ak«  Redwood  City,  CA  94063       (650)  364- 9600         FAX  (650)  M4-91U 

TL  404  N.  Wiget  Lt«  Walnut  Creek.  CA  94598       (510)  9*8-9600         FAX  (5lO)  9M-9671 

819  Striker  Avenue.  Suite  e    Sacanemo,  CA  951)4        (916)  931-9600        FAX  (916)911-0100 


SFUSD 

g  1551  Newcomb  Ave.,  Rm.  103 
1  San  Francisco,  CA  94124 

i 
■ 

^Attention:     Bruce  Giannini 


Client  Prpj.  ID:  HBItop 
LabProj.  ID:  9708D10 


Sampled:  08/25/97  9 

Received:  08/25/97  i 

Analyzed:  see  below  - 

Reported:  08/29/97 


Anatyte 


LABORATORY  ANALYSIS 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708D10-01 
Sample  Desc :  LIQUID,  Hilltop  1 

Lead 


mg/L 


08/28/97 


00050 


N.D. 


Lab  No:  9708D1O42 

Sample  Desc :  UQUID,Hilltop  i  Duplicate 

Lead 


mg/L 


08/28/97 


0.0050 


N.D. 


Lab  No:  9708D 10-03 

Sample  Desc :  UOUID,Hilttop  2 

Lead 


mg/L 


08/28/97 


0.OQ50 


N.D. 


Lab  No:  9708D10-04 

Sample  Desc  :  UQUID,Hilltop  3  Blank 

Lead 


mg/L 


08/28/97 


00050 


N.D. 


Lab  No:  9708D10-05 
Sample  Desc :  UQUID.Hilttop  4 

Lead 


rng/L 


08/28/97 


0.0050 


0.0078 


Lab  No:        9708 D 10-06 
Sample  Desc :  UQUID.Hilttop  5 

Lead 


mg/L 


08/28/97 


0.0050 


N.D 


Lab  No:  9708D10-07 
Sample  Desc :  UQUID.Hilttop  6 


Lead 


rng/L 


08/28/97 


0.0050 


N.D. 


Anafytee  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Page:  ^ 


09/02/97    13:23         TX/RX  NO. 9346         P. 018 


SEP.  2.  1  997  12:28PM  NO.  5427    F.  19/26 

£k\  Sequoia 
~   ~  Analytical 


6*0  Qieupcike  Drive  Redwood  Gey  CA  94063  (6S0)  364-9600  FAX  (650)  364-9233 
404  K.  Wlcec  Lm«  Walnut  Creek.  CA  94591       (5 10)  9(8-9600         FAX  (510)  9M  9673 

•  19  Striker /Work.  Suite  •    Stenmcnto,  CA  95134         (916)  921-9600        FAX  (916)  921-0100 


iSFUSD 
f  1551  Newcomb  Ave.,  Rm.  103 
I  San  Franc fsco,  CA  94124 

■ 

■ 

■  Attention:      Bruce  Glannini 


"Client  Proj.  ID:  Hlltop 
Lab  Proj.  ID:  9708D10 


Sampled:  OS/25/97 
Received:  08/25/97 
Analyzed:  see  below 


LABORATORY  ANALYSIS 


Anatyts 

Units 

Date 
Analyzed 

Detection 
Limh 

Sample 
Results 

Lab  No:          9708D 10-08 
Sample  Desc :  UQUID.Hilltop  7 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:         9708D 10-09 
Sample  Desc :  UQUiD,Hilltop  8 

Lead 

mg/L 

08/28/97 

0.0060 

ND. 

Lab  No:  9708D10-10 
Sample  Desc :  UQUID.Hilltop  9 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D10-11 
Sample  Desc :  UQUID.Hilltop  10 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D10-12 
Sample  Desc :  LIQUID, HBttop  11 

Lead 


mg/L 


08/28/97 


0.0050 


0.044 


6 


Anatytes  rapoctod  m  N.D  wot  not  present  above  the  stated  Mmrt  at  deHctien. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


09/02/97  13:23 


TX/RX  NO. 9346         P. 01 9 


Pag*  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  48051 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2 1 

1551  Newcomb  Avenue,  Rm.  103  HERBERT  HOOVER  MS  Date  Sampled  8/27/97 

San  FranciSCO,  CA    94124  Date  Received  9 /3/9 7 

Date  Analyzed  9/3/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

H.  HOOVER  1 

Micro 

48051-01 

1.0 

DRINKING  FOUNTAIN 
C9B 

FIRST  DRAW 

2.9 

Client 

H.  HOOVER  2 

Micro 

48051-02 

7.1 

1.0 

DRINKING  FOUNTAIN 
C9B 

FIRST  DRAW 

Client 

H.  HOOVER  3 

Micro 

48051-03 

1.0 

DRINKING  FOUNTAIN 
CSC 

FIRST  DRAW 

3.0 

Client 

H.  HOOVER  4 

Micro 

48051-04 

1.0 

DRINKING  FOUNTAIN 
CSC 

FIRST  DRAW 

2.4 

Client 

H.  HOOVER  5 

Micro 

48051-05 

1.0 

DRINKING  FOUNTAIN 
CSC 

FIRST  DRAW 

5.7 

Technical  Supervisor: 


Farid  f^amez^nzad 


9/6/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fdNeaa  analysis  Sajjiflking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  HERBERT  HOOVER  MS 

San  Francisco,  CA  94124 


Micro  Log  In    48  0  51 
Total  Samples  2  1 
Date  Sampled  8/27/97 
Date  Received  9/3/97 
Date  Analyzed  9/3/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

H.  HOOVER  6 

3.2 

1.0 

Micro  48051-06 

DRINKING  FOUNTAIN 
CM 

FIRST  DRAW 

Client 

H.  HOOVER  7 

2.4 

1.0 

Micro  48051-07 

DRINKING  FOUNTAIN 
CM 

FIRST  DRAW 

Client 

H.  HOOVER  8 

1.7 

1.0 

Micro  48051-08 

DRINKING  FOUNTAIN 
CM 

FIRST  DRAW 

Client 

H.  HOOVER  9 

2.1 

1.0 

Micro  48051-09 

DRINKING  FOUNTAIN 

CS3 

FIRST  DRAW 

Client 

H.  HOOVER  10 

1.3 

1.0 

Micro  48051-10 

DRINKING  FOUNTAIN 
CM 

FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fdr-Jead'anatysie-Jn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc..  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    480  51 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  2 1 

1551  Newcomb  Avenue,  Rm.  103  HERBERT  HOOVER  MS  DateSampied  8/27/97 

San  FranciSCO,  CA    94124  Date  Received  9/3/97 

Date  Analyzed  9/3/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

H.  HOOVER  12 

Micro 

48051-11 

1.5 

1.0 

DRINKING  FOUNTAIN 
C9B 

FIRST  DRAW 

Client 

H.  HOOVER  13 

Micro 

48051-12 

1.0 

DRINKING  FOUNTAIN 
C9B 

FIRST  DRAW 

3.7 

Client 

H.  HOOVER  14 

Micro 

48051-13 

1.0 

DRINKING  FOUNTAIN 
B18 

FIRST  DRAW 

1.9 

Client 

H.  HOOVER  15 

Micro  48051-14 

SINK  FAUCET 
B18 

FIRST  DRAW 

6.5 

1.0 

Client 

H.  HOOVER  16 

Micro  48051-15 

SINK  FAUCET 
B18 

FIRST  DRAW 

3.4 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Sample^  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  HERBERT  HOOVER  MS 

San  Francisco,  CA  94124 


Micro  Log  In  48051 
Total  Samples  2  1 
Date  Sampled  8/27/97 
Date  Received  9/3/97 
Date  Analyzed  9/3/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

H.  HOOVER  17 

Micro  48051-16 

SINK  FAUCET 
B18 

FIRST  DRAW 

3.0 

1.0 

Client 

H.  HOOVER  18 

Micro  48051-17 

SINK  FAUCET 
B18 

FIRST  DRAW 

11.4 

1.0 

Client 

H.  HOOVER  19 

Micro  48051-18 

SINK  FAUCET 
B18 

FIRST  DRAW 

1.9 

1.0 

Client 

H.  HOOVER  11 

Micro  48051-19 

WATER  FAUCET 
3GB 

FIRST  DRAW 

2.6 

1.0 

Client 

H.  HOOVER  20 

Micro  48051-20 

SINK  FAUCET 
B18 

FIRST  DRAW 

1.8 

1.0 

Technical  Supflrvisnr    V  — ±jQi — ^  lJX~- — 9/6/97         Analyst:   !!L 


Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  lead-analysis  ta^nhking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  -  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  5 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    48  051 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  2 1 

1551  Newcomb  Avenue,  Rm.  103  HERBERT  HOOVER  MS  Date  Sampled  8/27/97 

San  FranciSCO,  CA    94124  Date  Received  9/3/97 

Date  Analyzed  9/3/97 


Detection 


Lead  Concentration 

Limit 

Comments 

Client  Sample  ID 

(ppb) 

(ppb) 

Client 

H.  HOOVER  21 

Micro 

48051-21 

BLANK 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  irfefffnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


toia 


£J\  Sequi 
"   ~  Analytical 


680  Chewpe»ke  Drtvc  Redwood  City,  O  9406J       (6)0)  364-9600  FAX  (650)  J 64  9233 

404  N  Wlget  Line  W»lnut  Creek.  CA  94598      (510)  988-9600        FAX  (5l0)  988  9673 

819  Striker  Avenue,  W  8    S*cr»mento,  CA  958J4         (916)921-9600         FAX  (9 16)  921-0100 


■  ■riiliiii||l||ill|l.,l 


SPUSD 

1 1551:  Newcomb  Ave..  Rm.  103 
i  San  Francisco,  CA  941 24 


""T^»fetc  ••  ^ -^aaii'iaiTi! « mm  in  sggwHKMiiiigggi 

Client  Proj.  ID:     Hutch  Community  Center 
Lab  Proj.  ID.  9710H20 


I  Attention:      Bruce  Glannrni 

-r~r=-  r       "~"m:il»IIIMHHMUi..l..  -  .  -s= 

. -IMrtHl|HI»l»HIIIIIJ..»   -  -  —  — 


Sampled:  10/30/97 

Received:  10/30/97  1 

Analyzed:  see  below  | 

Reported:  11/06/97  | 


LABORATORY  ANALYSIS 


Analyte 

I 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No;  9710H20-01 
Sample  Desc  :  LIQUID,  1 

mn  /I 

mg/L 

n  nnvi 

U.UU9U 

m  n 

Lab  No:  9710H20-02 
Sample  Desc :  UQUID,2 

I 

i  i_eau 

m/i  /I 

mg/L 

n  rv\Rn 

lad  no.           y<  lun^u-uj 
Sample  Desc  :  LIQUID. 3 

I  Lead 

mg/L 

11/03/97 

0.0050 

N.D. 

Lab  No:  9710H20-O4 
Sample  Desc :  UQUID,4 

'.  Lead 

mg/L 

1 1 /03/97 

0.0050 

N.D. 

Lab  No:  9710H20-05 
Sample  Desc  :  LIQUID, 5 

Lead 

mg/L 

11/03/97 

0.0050 

0.058 

Lab  No:  9710H20-06 

Sample  Desc .  UQUID.6 

i 

j  Lead 

mg/L 

11/03/97 

0.0050 

N.D. 

Lab  No:  9710H20-07 
Sample  Desc  :  UQUID,7 

i  Lead 

mg/L 

11/03/97 

0.0050 

N.D. 

Annlytes  f •ported  m  N.D.  war*  not  present  above  tne  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Sheila  rtynn 
Project  Manager 


Page: 


11/06/97    16:42         TX/RX  NO. 0762         P. 002 


W.  5.  1  997  5:44PM 


KO.  816:     F.  3/4 


fi\  Sequoia 
Analytical 


«80  CheMpeik*  Drive  Redwood  City,  CA  9406 i       (650)  *64-9600  FAX  (<}J0)  J<J4-S2J3 

404  M  Wuret  Lar*  Walnut  Crtek.  CA  94596       (5>0)  98J-9600        FAX  (510)  968-9673 

819  Striker  Avenue.  Suiie  8    S»cr»memo,  CA  95834         (9i6)  921.9600         FAX  (916)  921-0100 


is???" 


1551 


Newcomb  Ave.,  Rm.  103 


|n  San  -rancisco,  CA  94124 
I  Attention:     Bruce  Giannini 


~::ii:;liS!airJlt|||l||||IUII|lllllli:i!iiilK^ 


.j.n3nj||i||i.|iiinijni3bK=: 


Analyte 


i£=*s~JU!  'Illlllllllllili-nu— 

-T2Bi;!Miiiiiiiniiilliiiiii;ni;;;:::r::7 


BMHBSL 

Client  Proj.  ID:  Hutch  Community  Center 
Lab  Proj.  ID:  9710H20 


:..j.:....!iMiimiiiiiiiiUsss^ 


]■  --  ?".'.mtm<miux 
 ''iiiiiiilililliUi.-iru 


iiisliiiilillll!!!!!!'!'" ! 


Sampled:  10/30/97  I 
Received:  10/30/97  | 
Analyzed:  see  below  '" 


Reported:  1 1/06/97 


LABORATORY  ANALYSIS 


Units 


Date  Detection 
Analyzed  Limit 


Sample 
Results 


Lab  No:  9710H20-08 
Sample  Desc :  UQUID,e 

I  Lead 


mg/L 


11/03/97 


0.0050 


N.D 


Lab  No:  9710H20-09 
Sample  Desc :  LIQUID, 9 


Lead 


mg/L 


11/03/97 


0.005O 


N.D. 


Lab  No:  9710H20-10 
Sarnie  Desc  :  LIQUID.9  (duplicate) 

!  Lead 


mg/L 


11/03/97 


0.0050 


N.D. 


LabNlo:  9710H20-11 
Sample  Desc .  LIQUID,  10 

Lead 


mg/L 


11/03/97 


0.0050 


N.D. 


Lab  No:  9710H20-12 
Sample  Desc  :  LIQUID.11  (blank) 

!  Lead 


mg/L 


1 1 /03/97 


0.0050 


N.D. 


ArtaJytesireported  as  N.D  were  not  pressnt  above  the  stated  limit  of  detection 

I 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Page: 


11/06/97    16:42         TX/RX  NO. 0762         P. 003 


DEC.  15.  1957   3 : 43FM  NO.  9541     F.  2/7 

^^^V  Cominia  690  Pl»W  Redwood  Oiy,  CA  94063  (650)364-9600         FAX  1650)  364.9333 

f    i   \        OCmJUlU  404  N.  Wifet  L*n*  Wilnul  Crt&.  CA  945^98  (510)  918-9600         FAX  (510)  911.9673 

»^s5^    An«^lyt'        1  «t9  Striker  Avanuc.  Suite  8  SfcnMMj  CA  95134  (916)  921-9600         FAX  (916)  9114X00 


jj  SFUSD 

1 1551  Newcomb  Ave.,  Rm.  103 
g  San  Francisco,  CA  94124 
i 

Bruce  Giannini 


au3kMK*ISil 


Client  Proj.  ID:  Hutch  Community 
LabProj.  ID:  9712754 


«MlflNMMflr  

<r  ^.....KJ..Ul"inij 


,  ijUjiiiiiiiiuwmirj: 


Sampled:  12/1 1/97  5 

Received;  12/12/97  1 

Analyzed:  see  below  I 

Reported:  12/16/97  il 


Anaryte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9712754-01 
Sample  Desc .  LIQUID, B=r 

Lead 


SA 


mg/L 


12/17/97 


0.0050 


o.oie 


Lab  No:  9712754-02 
Sample  Desc  :  LIQUID,*-^ 

Lead 


56 


mg/L 


12/17/97 


0.0050 


0.014 


Lab  No:  9712754-03 

Sample  Desc :  UQUID,3-3-  5C 

Lead 


mg/L 


12/17/97 


0.0050 


0.082 


Lab  No:  9712754-04  _ 

Sample  Desc  :  UQUID,8-8-Dup  5  (L 

Laid 


mg/L 


12/17/97 


0.0050 


0.084 


Lab  No:  9712754-05 
Sample  Desc :  UQUID.BIank 


Lead 


mg/L 


12/17/97 


00050 


N.D. 


Anatyiet  reported  as  N.D.  w«r#  not  prtunt  abovt  tr*  ctsttd  llmtt  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


PaQ«: 


12/18/97    15:44         TX/RX  NO. 1483         P. 002 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063 

SFUSD  -  Asbestos  Control  Program 

1551  Newcomb  Avenue,  Rm.  103  INTN'L 

San  Francisco,  CA  94124 


PROJECT:  Micro  Log  In    4  7412 

S.F.U.S.D.  Total  Samples  6 

STUDIES  ACADEMY  Date  Sampled  8/13/9  7 

Date  Received  8/15/9  7 
Date  Analyzed  8/15/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
CORRIC 
FIRST  I 

1 

47412-01 

NG  FOUNTAIN 

H5R  C-90  FIRST  FLOOR 

)RAW 

6.0 

1.0 

Client 
Micro 

DRINKI 
CORRIC 
FIRST  C 

2 

47412-02 

NG  FOUNTAIN 

HDR  C-90  SECOND  FLOOR 

)RAW 

<     1 .0 

1.0 

Client 
Micro 

SINK  F/ 
KITCHE 
FIRST  [ 

3 

47412-03 
IUGET 

N  AREA  035,  BASEMENT 
)RAW 

2.7 

1.0 

Client 
Micro 

DRINKI 
BYENT 
FIRST  [ 

4 

47412-04 

NG  FOUNTAIN 
RANCE  TO  THE  GYM 
>RAW 

3.7 

1.0 

Client 
Micro 

DRINKI 
CORRIC 
FIRST  C 

5 

47412-05 

NG  FOUNTAIN 

M3RC-90 

)RAW 

10.0 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Pag*  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 

1551  Newcomb  Avenue,  Rm.  103  INTN'L 

San  Francisco,  CA  94124 


PROJECT:  Micro  Log  In  47412 

S.F.U.S.D.  Total  Samples  6 

STUDIES  ACADEMY  Date  Sampled  8/13/97 

Date  Received  8/1  5/9  7 
Date  Analyzed  8/1  5/9  7 


Detection 


Lead  Concentration 

Limit 

Comments 

Client  Sample  ID 

(PPb) 

(PPb) 

Client 

6 

Micro 

47412-06 

BLANK 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  f or  lead^halysiejnjtnnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  786 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  JEFFERSON  NURSERY  (CC)  Date  Sampled  8/22/97 

San  FranciSCO,  CA    94124  Date  Received  8/26/97 

Date  Analyzed  8/30/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

JEFFERSON  CC  1 

Micro  47786-01 

SINK  FAUCET 
BATHROOM  1 
FIRST  DRAW 

3.3 

1.0 

Client 

JEFFERSON  CC  2 

Micro  47786-02 

SINK  FAUCET 
BATHROOM  1 
FIRST  DRAW 

2.8 

1.0 

Client 

JEFFERSON  CC  3 

Micro  47786-03 

SINK  FAUCET 
BATHROOM  1 
FIRST  DRAW 

4.1 

1.0 

Client 

JEFFERSON  CC  4 

Micro  47786-04 

SINK  FAUCET 
KITCHEN 
FIRST  DRAW 

33.2 

1.0 

Client 

JEFFERSON  CC  5 

Micro  47786-05 

SINK  FAUCET 
BATHROOM  2 
FIRST  DRAW 

1.6 

1.0 

Technical  Supervisor:  m  — y<- — — r_  °/£i/_g7  Analyst 


8/31/97  Analv/ef  AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fonead_§nBlysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  «=  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Pago  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063                                                                  PROJECT:  Micro  Log  In    4778  6 

SFUSD  -  Asbestos  Control  Program                   S.F.U.S.D.  Total  samples  9 

1551  Newcomb  Avenue,  Rm.  103  JEFFERSON  NURSERY  (CC)  Date  Sampled  8/22/97 
San  Francisco,  CA  94124 


Date  Received  8/26/97 
Date  Analyzed  8/30/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

JEFFERSON  CC  6 

Mfcro  47786-06 

SINK  FAUCET 
BATHROOM  3 
FIRST  DRAW 

1.3 

1.0 

Client 

JEFFERSON  CC  7 

Micro  47786-07 

WATER  FAUCET 
OUTSIDE  FOUNT.  1 
FIRST  DRAW 

1.2 

1.0 

Client 

JEFFERSON  CC  8 

Micro  47786-08 

WATER  FAUCET 
OUTSIDE  FOUNT.  2 
FIRST  DRAW 

31.4 

1.0 

Client 

JEFFERSON  CC  9 

Micro  47786-09 

SINK  FAUCET 
BUNGALOW 
FIRST  DRAW 

3.3 

1.0 

Technical  Supervisor:  -V  fcf — —    8/31/97   Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead~analysis  In  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  31 136  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc..  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653*0824 


OCT.  14.  199?  12:21PM 

Seqt 
Analytical 


10.  -167     F.  64/76" 

■»•  9<5O0  FAX  (650)  164-92 

  _  .    .  B.«00  FAX  (5)0)  988-96.  „ 

81?  Suiter  Avenue,  Suite  8    Sacnmenro,  CA  95834         (916)  91 1-9600  FAX  (916)  92l-OtOO 


A^X         SCGUOlS.  680  CHetapeake  Drive  Redwood  Gty,  CA  94063      (630)  364.9600         FAX  (650)  164  9233 

T  404  N.  Wiget  Uoe  Walnut  Creek,  CA  94598       (510)  988.9*00  FAX  (510)  988-9673 


— mri  nr   


imii'lj — ^1111" 1  ~     ilium      ~ '  ~ra ni'==^miiiB' — ■•^hhhihu;        m\     ~  -^ro====s!unir?= 

si  sfusd 

i  1551  Newcomb  Ave.,  Rm.  103 
H  San  Francisco,  CA  94124 

m 
iil 

f|j  Attention:     Bruce  Gianninl     


Client  Proj.  ID:  Jefferson  CC 
Lab  Proj.  ID:  9710481 


Sampled:  10/01/97  ii 
Received:  10/09/97  * 
Analyzed:  see  below 


LABORATORY  ANALYSIS 


Anafyte  Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710481-01 

Sample  Desc  :  LIQUID, Jefferson  CC  4-A 

Lead  mg/J- 

10/11/97 

0.0050 

N.D. 

LabNo:  9710481-02 

Sample  Desc  :  LIQUID, Jefferson  CC  4-B 

Lead  mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710481-03 

Sample  Desc :  UQUID, Jefferson  CC  4-C 

Lead  mg/L 

10/11/97 

00050 

N.D. 

LabNo:  9710481-04 

Sample  Desc :  LlQUID.Jeflerson  CC  4-C  duplicate 

Lead  mg/L 

10/11/97 

0.0050 

0.0050 

Lab  No:  9710481-05 

Sample  Desc :  LIQUID, Jefferson  CC  Blank 

Lead  mg/L 

10/11/97 

0.0050 

N.D. 

Anafytas  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


10/14/97    11:58         TX/RX  NO. 0298         P. 064  ■ 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue.  Rm.  103  JEFFERSON  ES 
San  Francisco,  CA  94124 


Micro  Log  In    475  2  5 
Total  Samples  30 
Date  Sampled  8/1  8/97 
Date  Received  8/19/97 
Date  Analyzed  8/24/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

JEFFERSON  C.C.  1 

Micro 

47525-01 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  108 

2.7 

Client 

JEFFERSON  C.C.  2 

Micro 

47525-02 

1.6 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  106 

Client 

JEFFERSON  C.C.  3 

Micro 

47525-03 

1.0 

DRINKING  FOUNTAIN 
HALL  •  1ST  FLOOR 

2.4 

Client 

JEFFERSON  E.S.  4 

Micro 

47525-04 

4.9 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  104 

Client 

JEFFERSON  E.S.  5 

Micro 

47525-05 

2.0 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  102 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  lor  isaol^anaVsis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    475  2  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  30 

1551  Newcomb  Avenue,  Rm.  103  JEFFERSON  ES  Date  Sampled  8/18/97 

San  FranciSCO,  CA    94124  Date  Received  8/ 1  9/9  7 

Date  Analyzed  8/24/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

JEFFERSON  E.S.  6 

Micro  47525-06 

SINK  FAUCET 
TEACHERS  LOUNGE 

1.6 

1.0 

Client 

JEFFERSON  E.S.  7 

Micro 

47525-07 

1.0 

DRINKING  FOUNTAIN 
CAFETERIA 

1.2 

Client 

JEFFERSON  E.S.  8 

Micro  47525-08 

SINK  FAUCET 
ROOM  8 

<  1.0 

1.0 

Client 

JEFFERSON  E.S.  9 

Micro 

47525-09 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  101 

7.1 

Client 

JEFFERSON  E.S.  10 

Micro 

47525-10 

1 .9 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  103 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063                                                                     PROJECT:  Micro  Log  In    4  7  5  2  5 

SFUSD  -  Asbestos  Control  Program                   S.F.U.S.D.  Total  samples  30 

1551  Newcomb  Avenue,  Rm.  103  JEFFERSON  ES  Date  Sampled  8/18/97 
San  Francisco,  CA  94124 


Date  Received  8/19/97 
Date  Analyzed  8/24/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

JEFFERSON  E.S.  11 

Micro 

47525-1 1 

9.6 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  106 

Client 

JEFFERSON  E.S.  12 

Micro 

47525-12 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  209 

3.2 

Client 

JEFFERSON  E.S.  13 

Micro 

47525-13 

1.0 

DRINKING  FOUNTAIN 
HALL  •  2ND  FLOOR 

3.0 

Client 

JEFFERSON  28 

Micro  47525-14 

DRINKING  FOUNTAIN 
HALL  •  3RD  FLOOR 

21.2 

1.0 

Client 

JEFFERSON  BL 

Micro 

BLANK 

47525-15 

<  1.0 

1.0 

Technical  Siipftrvisnr        7  £1*  ^7^^^9/5/97   Analyst:  

Farid  RamezanMdw>MvS^\. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc..  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
JEFFERSON  ES 


Micro  Log  In    47  52  5 
Total  Samples  3  0 
Date  Sampled  8/19/9  7 
Date  Received  8/19/97 
Date  Analyzed  8/2  4/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

JEFFERSON  E.S  .  14 

Micro 

47525-16 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  212 

2.2 

Client 

JEFFERSON  E.S.  15 

Micro 

47525-17 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  213 

3.7 

Client 

JEFFERSON  E.S.  16 

Micro 

47525-18 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  211 

4.1 

Client 

JEFFERSON  E.S.  17 

Micro 

47525-19 

16.2 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  210 

Client 

JEFFERSON  E.S.  18 

Micro 

47525-20 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  208 

7.3 

Analyst:   !!5  

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-artaly^ts-jo-dh'nking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pahs  per  billion. 


Technical  Supervisor: 


Farid  Ramezafizadeh/HS. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063                                                                        PROJECT:  Micro  Log  In    4752  5 

SFUSD  -  Asbestos  Control  Program                    S.F.U.S.D.  Total  Samples  30 

1551  Newcomb  Avenue,  Rm.  103  JEFFERSON  ES  Date  Sampled  8/19/97 

San  Francisco,  CA  94124  _ 

Date  Received  8  / 1  9  /  9  7 
Date  Analyzed  8/24/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

JEFFERSON  E.S.  19 

Micro 

47525-21 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  206 

3.2 

Client 

JEFFERSON  E.S.  20 

Micro 

47525-22 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  204 

2.5 

Client 

JEFFERSON  E.S.  21 

Micro 

47525-23 

40.6 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  202 

Client 

JEFFERSON  E.S.  22 

Micro 

47525-24 

8.4 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  201 

Client 

JEFFERSON  E.S.  23 

Micro 

47525-25 

9.9 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  203 

Technical  Snpprvignr    7  — %  —a  gpg: — 9/5/97   Analyst:  

Farid  RanWzahzadmTl&S. 

Micro  Analytical  Laboratories.  Inc.  is  accredited  for  leaTTanalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association.  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4752  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  30 

1551  Newcomb  Avenue,  Rm.  103  JEFFERSON  ES  DateSampied  8/19/97 

San  FranciSCO,  CA    94124  Date  Received  8/ 1  9/9  7 

Date  Analyzed  8/2  4/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

JEFFERSON  E.S.  24 

Micro 

47525-26 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  205 

4.7 

Client 

JEFFERSON  E.S.  25 

Micro 

47525-27 

14.8 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  207 

Client 

JEFFERSON  E.S.  26 

Micro 

47525-28 

3.8 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
PLAYGROUND 

Client 

JEFFERSON  E.S.  27 

Micro 

47525-29 

21.2 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
PLAYGROUND 

Client 

JEFFERSON  E.S.  BL 

Micro 

BLANK 

47525-30 

<  1.0 

1.0 

Technical  Supervisor:      7  — ^2= — ^  *^^--~?/5/97  Analyst:   EL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead~anaiysis  in  drtnRing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Sequoia 
~  ~  Analytical 


NO.  7161  F. 


680  Chesapeake  Drive 

404  N  Wi(rt  Lane 

1 19  Striker  Avenue.  Suite  $ 


Redwood  dry.  CA  94063  (650)  364  9600  FAX  (650)  364-92)3 
Walnut  Creel,  CA  94591  (510)  9*1-9600  FAX  (510)  MS-9673 
Sacramento.  CA  95834         (916)  921  9600         PAX  (916)  911-0100 


BE 

I  SFUSD 

1 1551  Newcomb  Ave..  Rm.  103 
i  San  Francisco,  CA  94124 


Client  Proj.  ID:     Jefferson  ES  Sampled:  10/03/97  § 

Received:  10/09/97  S 

Lab  Proj.  ID:  9710478  Analyzed:  see  below  i 


s  Attention:     Bruce  Giannini     Reported- 10/14/97  g 


LABORATORY  ANALYSIS 


Anaryte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710478-01 

Sample  Desc :  LIQUID, Jefferson  E.S.  17-A 

1  »«i 

mn  /I 

10/1 1  /97 

n  oo50 

w.  UV9U 

N  D 

1  defter. 

Lab  No:  9710478-02 

Sample  Desc  :  LIQUID, Jefferson  E.S.  17-B 

Lfifld 

■WW 

ma/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710478-03 

Sample  Desc :  LI  QUID,  Jefferson  E.S.  17-C 

Lead 

mg/L 

10/11/97 

0.0050 

ND. 

Lab  No:  9710478-O4 

Sample  Desc :  UQUID,Jefferson  E.S.  21-A 

Lead 

mg/L 

10/11/97 

0.0050 

0.0060 

Lab  No:  9710478-05 

Sample  Desc  :  LIQUID,Jefferson  E.S.  21-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710478-06 

Sample  Desc  ;  UQUID,Jefferson  E.S.  21-C 

Lead 

mg/L 

10/11/97 

0.0050 

0.026 

UbNo:  9710478-07 

Sample  Desc  :  LIQUID,  Jefferson  E.S.  25JV 

Lead 

mg/L 

10/11/97 

0  0050 

N.D. 

Analytee  reported  at  N.D.  were  not  present  above  the  stated  limit  of  detection 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


10/14/97    11:58         TX/RX  NO. 0298 


OCT  14.  1  997  12:29PM 

(3>  /*} 


uoia 
Analytical 


680  Chesapeake  Drive 

404  N.  Wiget  Lane 

919  Striker  Avenue,  Suite  8 


"NO.  716:    F.  74/76" 


Redwood  City,  CA  94063  (650) 
Walnut  Creek,  CA  94,598  (510) 
Sacramento,  CA  9583a  (916) 


364-9600 
908 -9600 
911-9600 


FAX  (650)  J64-9233 
FAX  (510)  968-9673 
FAX  (9|6)  921-0100 


isnr-saroiifc  jiiuiiii.lg^^«iMn^^^%BE5^iiiiiHSSSS:iMiHHnES=3aiiii».  ^B'iwgs^aagBSWteg;; ";  ■i\m--mmTr,~s^u*?s^ 

-   .5c»|i|      _  mm,  imii        nun—        p   »-  »<l_    iii         «ti  •■TCifltffe£U&afe==~iro^^ 

1 SFUSD 

jjj  1551  Newcomb  Ave.,  Rm.  103 
iij  San  Francisco,  CA  94124 

lji  Attention:     Ba/ce  Giannini 

:kr_>:=il|l|ll!!ii^=^IUll~=.'IUU;^  •.•==»  nMi-.  ■■--»«>•'-  ^■««».~~jjfl»..«.i.i7y  mmaxsB  ■■  mm:--;  ;:.lllll:;^r:T;,,i.^Brf«..a£ 

~S!uHllniE^a^nniE=EBS!W^^  sn^aiil^^aThlHg==^iilii--"'1"i||iiii-— '"Wlim  ^ssmssstrnKSSSSsm   ~ - 


Client  Proj.  I'D;  Jefferson  ES 
Lab  Proj.  ID;  9710478 


Sampled:  10/03/97  |fc 
Received.  10/09/97  g 
Analyzed:  see  below  jjj 

Reported:  10/14/97  I 

.-_/JSirjjiii;n=HH=niiii=^3tmd=ay(G== 

mm-  "iffiESisBiinigsiBiii^^Bs^i 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710478-08 

Sample  Desc :  LIQUID, Jefferson  E.S.  25-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710478-09 

Sample  Desc :  LIQUlD,Jeffercon  E.S.  25-C 

Lead 

mg/L 

10/11/97 

0.0050 

0.0080 

Lab  No:  9710478-10 

Sample  Desc  :  LIQUID.Jetferson  E.S.  25-C  (dup) 

Lead 

mg/L 

10/11/97 

0.0050 

0.0070 

Lab  No:  9710478-11 

Sample  Desc  :  LIQUlD,Jefferson  E.S.  Blank 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Analytes  reported  as  N,D.  were  not  present  above  the  3tated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Rynn 
Project  Manager 


10/14/97  11:58 


TX/RX  NO. 0298         P. 074 


Page  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  742  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1 1 

1551  Newcomb  Avenue,  Rm.  103  KATE  KENNEDY  CC  Date  Sampled  8/15/97 

San  FranciSCO,  CA    94124  Date  Received  8/15/97 

Date  Analyzed  8/21/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1 

<  1.0 

1.0 

Micro 

BLANK 

47422-01 

Client 

2 

<  1.0 

1.0 

Micro  47422-02 

DRINKING  FOUNTAIN 

FIRST  FLOOR  HALLWAY  -  NEXT  TO 

CAFETERIA 

FIRST  DRAW 

Client 

3 

1.8 

1.0 

Micro  47422-03 

MULTIPLE  DRINKING  FOUNTAIN 
PLAYGROUND  LEVEL  OUTSIDE  OF 
CAFETERIA  SOUTH  /  WEST 
FIRST  DRAW 

Client 

4 

22.6 

1.0 

Micro  47422-04 

MULTIPLE  DRINKING  FOUNTAIN 
PLAYGROUND  LEVEL  NORTH  /  WEST  SIDE  OF 
KITCHEN 
FIRST  DRAW 

Client 

5 

<  1.0 

1.0 

Micro  47422-05 

DRINKING  FOUNTAIN 
SECOND  FLOOR 

BETWEEN  MAIN  OFFICE  A  LIBRARY 
FIRST  DRAW 

Technical  Supervisor: 


3- 


797 


Analyst: 


FR 


Farid  pamexanzatieh> 

Micro  Analytical  Laboratories,  Inc.  is  accredited ^ciMead^nalysisJn_djJnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
KATE  KENNEDY  CC 


Micro  Log  In    4  74  2  2 
Total  Samples  1  1 
Date  Sampled  8/15/97 
Date  Received  8/15/97 
Date  Analyzed  8/21/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

6 

1 .6 

1.0 

Micro  47422-06 

DRINKING  FOUNTAIN 
SECOND  FLOOR 
NEXT  TO  ROOM  9  -  (HALLWAY) 
FIRST  DRAW 

Client 

7 

1.1 

1.0 

Micro  47422-07 

DRINKING  FOUNTAIN 
THIRD  FLOOR 

HALLWAY  -  NEXT  TO  ROOM  15 
FIRST  DRAW 

Client 

8 

2.4 

1.0 

Micro  47422-08 
DRINKING  FOUNTAIN 

THIRD  FLOOR  HALLWAY  -  NEXT  TO  ROOM13 
FIRST  DRAW 

Client 
Micro 

SINK  F/ 
KFTCHE 
FIRST  t 

9 

<      1 .0 

1.0 

47422-09 
VUCET 

N  SINK  (LEFT) 
>RAW 

Client 

1  0 

<  1.0 

1.0 

Micro  47422-10 

SINK  FAUCET 
KITCHEN  SINK  (CENTER) 
FIRST  DRAW 

^7  -  7^ — ^W^^^g  /  6  / 


Technical  Supervisor:  — ^■^^^^LC-~--^/6/97  Analyst:  ' 

Farid  Rame2 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  aTialysisso-dwiking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  742  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1 1 

1551  Newcomb  Avenue,  Rm.  103  KATE  KENNEDY  CC  Date  Sampled  8/15/9  7 

San  FranciSCO,  CA    94124  Date  Received  8/15/97 

Date  Analyzed  8/21/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  1 

Micro  47422-11 

SINK  FAUCET 

DISH  WASHER  (COUNTER) 

FIRST  DRAW 

< 

1.0 

1.0 

Technical  Supervisor: 


97 


Analyst: 


FR 


Farid  Ramezartzadel 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  ana1ysis4n>dr!nktng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    48  02  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  4 

1551  Newcomb  Avenue,  Rm.  103  KATE  KENNEDY  CC  Date  Sampled  8/30/97 

San  FranciSCO,  CA    94124  Date  Received  8/30/97 

Date  Analyzed  8/30/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  2 

<      1 .0 

1.0 

Micro 

BLANK 

48028-01 

Client 

^  u 

1.1 

1.0 

Micro  48028-02 

MULTIPLE  DRINKING  FOUNTAIN 
PLAYGROUND  LEVEL 
WEST  SIDE  OF  KITCHEN 
FIRST  DRAW 

Client 

<      1 .0 

1.0 

Micro  48028-03 

MUTILPLE  DRINKING  FOUNTAIN 
PLAYGROUND  LEVEL 
WEST  SIDE  OF  KITCHEN 
SECOND  DRAW 

Client 

1.2 

1.0 

Micro  48028-04 

MULTIPLE  DRINKING  FOUNTAIN 
PLAYGROUND  LEVEL 
WEST  SIDE  OF  KITCHEN 
THIRD  DRAW 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  Tfrdnnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  FRANCIS  SCOTT  KEY  ES 

San  Francisco,  CA  94124 


Micro  Log  In  47742 
Total  Samples  8 
Date  Sampled  8/19/97 
Date  Received  8/25/97 
Date  Analyzed  8/31/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

MULTIP 
OUTSID 
FIRST  E 

6 

47742-06 

LE  DRINKING  FOUNTAIN 
E  BASKETBALL  COURT 
>RAW 

<  1.0 

1.0 

Client 
Micro 

MULTIP 
OUTSID 
BLANK 

7 

47742-07 

LE  DRINKING  FOUNTAIN 
E  BASKETBALL  COURT 

<  1.0 

1.0 

Client 
Micro 

SPIKED 

8 

47742-08 

57.4 

2.2 

Technical  Supervisor:   ^'  ^TZ^^rl 9'7/97          Analyst:   £L  

Farid  RamezWlzaoeh.^M^S^^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  lead  analysis  in^JnnJang  water  by  the  California  Department  of  Health  Sen/ices,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4929  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  FRANCIS  SCOTT  KEY  ES  Date  Sampled  10/2/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/97 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKl 
1STFL< 
FIRST  [ 

3A 

49296-01 

HG  FOUNTAIN 

X)R  HALL /SOUTH  END 

)RAW 

<     1 .0 

1.0 

Client 
Micro 

DRINKl 
1STFLX 
FIRST  [ 

3B 

49296-02 

MG  FOUNTAIN 

X)R  HALL  /  SOUTH  END 

)RAW 

1 .4 

1.0 

Client 
Micro 

DRINKl 
1STFU 
FIRST  [ 

3C 

49296-03 

MG  FOUNTAIN 

X)R  HALL /SOUTH  END 

>RAW 

1.4 

1.0 

Client 
Micro 

BLANK 

BLANK 

49296-04 

<     1 .0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysissm  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037>4^pies~5fe  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
STARR  KING  ES 


Micro  Log  In    47  5  2  3 
Total  Samples  1  4 
Date  Sampled  8/16/97 
Date  Received  8/19/97 
Date  Analyzed  8/24/97 


Detection 


Client  Sample  ID 

Lead  Concentration 

(DDb) 

Limit 
(ppb) 

Comments 

Client 

STARR  KING  1 

Micro  47523-01 

SINK  FAUCET 
KITCHEN  ROOM  017 

10.5 

1.0 

Client 

STARR  KING  2 

Micro 

47523-02 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
EXTERIOR  NEAR  T-600 

3.2 

Client 

STARR  KING  3 

Micro  47523-03 

SINK  FAUCET 
ROOM  009 

3.8 

1.0 

Client 

STARR  KING  4 

Micro  47523-04 

SINK  FAUCET 
ROOM  005 

3.1 

1.0 

Client 

STARR  KING  5 

Micro 

47523-05 

1.0 

DRINKING  FOUNTAIN 
ROOM  003 

2.7 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
STARR  KING  ES 


Micro  Log  In    4  7  5  2  3 
Total  Samples  1  4 
Date  Sampled  8/16/97 
Date  Received  8/19/97 
Date  Analyzed  8/24/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

STARR  KING  6 

Micro  47523-06 

DRINKING  FOUNTAIN 
ROOM  001 

CD  R 

2.0 

Client 

STARR  KING  7 

Micro 

47523-07 

15.8 

1.0 

DRINKING  FOUNTAIN 
ROOM  113 

Client 

STARR  KING  8 

Micro 

47523-08 

1 1 .4 

1.0 

DRINKING  FOUNTAIN 
ROOM  114 

Client 

STARR  KING  9 

Micro 

47523-09 

8.7 

1.0 

DRINKING  FOUNTAIN 
HALL  -  SOUTH 

Client 

STARR  KING  10 

Micro 

47523-10 

1.0 

DRINKING  FOUNTAIN 
HALL  NEAR  ROOM  201 

2.9 

Technical  Supervisor:      II  ■c-uC — ^  — 5/97  Analyst:   !2L 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  STARR  KING  ES 

San  Francisco,  CA  94124 


Micro  Log  In    4752  3 
Total  Samples  1  4 
Date  Sampled  8/16/9  7 
Date  Received  8/19/97 
Date  Analyzed  8/24/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

STARR  KING  11 

Micro  47523-11 

DRINKING  FOUNTAIN 
HALL  NEAR  LOUNGE 

30.6 

1.0 

Client 

STARR  KING  12 

Micro  47523-12 

DRINKING  FOUNTAIN 

HALL  NEAR  BOYS'  RESTROOM 

10.0 

1.0 

Client 

STARR  KING  13 

Micro  47523-13 

DRINKING  FOUNTAIN 

HALL  NEAR  GIRLS'  RESTROOM 

20.9 

1.0 

Client 

STARR  KING  BL 

Micro 

BLANK 

47523-14 

<  1.0 

1.0 

7  l±  *-yy^ 


Technical  Supervisor      <f  C_t        <? — y^f^        9/5/97   Analyst:   !1  

Farid  RamAzaraadqnT'MtS- 

Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  lead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


OCT.  14.  1  997  1  2: 15PM 


£T\  Sequoia 
~  ~  Analytical 


NO.  716?     P.  46/76" 


6B0  Chcs»pwfce  Drive  R*dwood  Ci»y.  CA  94063       (650)  3e4-9<SOO  FAX  (650)  364-92 J 3 

404  N.  VPlge;  Lane  Walnut  Creek,  CA  94598      (510)988-9600        RAX  (510)  98B-»6?j 

«l9Strll«*r  Avenue,  Suite  8    SMrwnenio,  CA  958S4  (916)  92|-9<S00  FAX  (916)  911-0100 


SFUSD 

1 1551  Newcomb  Ave..  Rm.  103 
IH  San  Francisco,  CA  94124 


Client  Proj.  ID:  King  ES 
Lab  Proj.  ID:  9710480 


!!!  Attention:     Bruce  Giannlni 


;:j=~=sqSHtli!fcn           ,i!l!lil'     -        .,1111111—.  _ 
l'lU)»x:  - :r;;  •:i|i|ii:uaiii:2=i™!iiiiiiii.l  i .   


am 


  - ;;:::iimii!!M?^iiK-:Miimiii;:;;;ni;:nnT:5nniii;frs^5^iiiiiit;k=ss; 


Sampled:  10/03/97 
Received:  10/09/97  | 
Analyzed:  see  below  | 

a 

 Reported:  10/14/97 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No;  9710480-01 
Sample  Desc  :  LIQUID, King  ES  6-A 

Lead 


mg/L 


10/11/97 


0.0050 


N.D. 


Lab  No:  9710480-02 
Sample  Desc  :  LIQUID, King  ES  6-B 

Lead 


mg/L 


10/11/97 


0.0050 


N.D. 


Analytas  reported  as  N.D.  wa<*  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manage) 


Page. 


10/14/97    11:58         TX/RX  NO. 0298         P. 046  ■ 


OCT.  i4.  199?  12:I5FI 

Sequoia 
"   ~  Analytical 


nu>  i  ivi       » •    -j  i  ■  ■  v 

610  Chesapeake  Drive  Redwood  Gty  CA  94061       (650)  364-9(500  FAX  (630)  364  925 3 

404  N  Wg«t  Line  Wilnur  Creek,  CA  94591       (510)911-9600  PAX  (5 10)  98 I  9673 

819  Striker  Avenue,  Svlie  8    Sacramento,  CA  95834  (916)  921  -9600  FAX  (916)  92 1-0! 00 


2SFUSD  Client  ProJ.  ID:     KingES  Sampled:  10/04/97  | 

|  1651  Newcomb  Ave.,  Rm.  103  Received:  10/09/97  1 

b  San  Francisco,  CA  94124  Lab  ProJ.  ID:  9710480  Analyzed:  see  below  i 


E  Attention:      Bruce  Glannlnl 

— -^»:sili!l  •  r  -  =  -s^nuHs — i.i..:.j|iinill...:  :  iiiimln 


":i^^^3l!!!SMi!!iilBiSM 


Reported:  10/14/97  1 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9710480-03 
Sample  Desc  :  LIQUID, King  ES  6-C 


Lead 


mg/L 


10/11/97 


0.0050 


0.0050 


Analytes  reported  as  N.D.  were  not  present  above  th*  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 

Sheila  Flynn  J 

Project  Manager/  J 

Page: 

10/14/97    11:58         TX/RX  NO. 0298 


OCT,  it  isa/  i£ ■  ibrM 


luoia 


CD  Seqi 

~  ~  Analytical 


690  Chesapeake  Drive  Redwood  City,  CA  9406? 

404  N.  Wigct  Lane  Walnut  Creek,  CA  94598 

6 19  Striker  Avenue,  Suite  B    Sacramento,  CA  95934 


NC.  7167     P.  42/76 


(650)  364-9600 
(510)  988-9600 
(916)  93N9600 


FAX  (650)  364-9333 
FAX  (510)  988-9673 
FAX  (916)  921-0100 


auwwiiiiiiia 


^SMs^^SBmaiess^'.--  MiM~-  «  g;:inm  '.m,mw*HmKt    111  --hiui^:uai:;:::!llui"i:-:  ■?~,-x;\,V«»  "  :^>\\^r^^m^B=s^^m\\'-'  - ■  -  ;-::;iiiiiui:  :^"i:r:Miiiiin-rT?^^nmrW?ni;iilli 


Hi  5FUSD 
1 1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco.  CA  94124 

iii 

I  Attention:     Bruce  Glannlni 


Client  ProJ.  ID:  King  ES 
Lab  Proj.  ID:  9710400 


Sampled:  10/03/97 
Received:  10/09/97 
Analyzed:  see  below 


Reported:  10/14/97  I 

--^^Mn^--  -.-mnr^^:  z  \i>~  :    ■  :  n  p~ ~    -  •  :qmr. .. .  ■  ■=  jrim.n  J7, 

■■u\uu  .; :  ;.  ■   ■    — ;rwimiii=^^^iiiu, ••■M.t.r  ■:. -;  :  m.i'.i.;,- "-hi. 


Analyte 


LABORATORY  ANALYSIS 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9710480-04 
Sample  Desc  :  LIQUID, King  ES  7-A 

Lead 


mg/L 


10/11/97 


0.0050 


0.0090 


Lab  No;  9710480-05 
Sample  Desc  :  LIQUID, King  ES  7-B 

Lead 


mg/L 


10/11/97 


0.0050 


0.010 


Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager/ 


10/14/97  11:58 


TX/RX  NO. 0298 


P.  048 


OCT.  14.  1997  12: 16PM 

CD  Se<? 


uoia 
Analytical 


v  r. 


'10  I 


600  Chet»pe«ke  Drive 

404  N  Wiget  Lane 

819  Striker  Avenue,  Suite  8 


Redwood  Gty,  CA  9-4063 
Walnut  Creek.  CA  94598 
Sacramento,  CA  95J34 


(650)  364  -9600 
(SIO;  988  9600 
(916)  921  9600 


F.  49/76' 


FAX  (6S0)  364-9233 
FAX  (510)  9M-9673 
TAX  (916)  921-0100 


»   I   •  1 1 1 1 1 1  r. ■   liuir:--.=-rTJ|u„rT==^mil.:h==»IIIIIIL.^::::      ■::="IIIMll  ^IMtllbs  ■aunk.  >ia^ 


|  1551  NewcombAve.,  Rm.  103 

i  San  Francisco,  CA  94124 

■ 

I  Attention:     Bruce  Gianninl 

...:.~.s:r^^iioii!^iii^ff!3m 


Client  Proj.  ID:  King  ES 
Lab  Proj.  ID:  9710460 


Sampled:  10/04/97 
Receded:  10/09/97  ■ 
Analyzed:  see  below  '£ 

1 

Reported:  10/14/97  1 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9710480-06 
Sample  Desc  :  UQUlD,King  ES  7-C 


Lead 


mg/L 


10/11/97 


0.0050 


0.011 


Analytas  reported  a*  N.0.  ware  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


10/14/97    11:58         TX/RX  NO. 0298 


^p^HOI^l  6B0  Chesapeake  Dfiw:         Redwood  Gty.  CA  94063      (6*0)  364-9600         FAX  (650)  364-9233 

'  1   404  M.  Wiget  L»ne  Walrvut  Crrek,  CA  94598       (570)988.9600         FAX  (5)0)  988-9673 

AlltilytiCcil  819  Sinker  Avenue,  Suite  8     Sacramento,  CA  958  J4  (916)921.9600  FAX  (916)  951-0100 


ipiiimiin£;ssssmiiiiiff=ETs™ii|i|iiis  •^iiiim~K"""r;a!iiHiiH:g-=-==-=n-^  v^-triaiiic55ss~uui|iiiu:::: :-  ■"iiiitiiiiij^^iiiiiii.i^^uiin 

tHfa-gsaitiife 

yiSFUSD                                      Client  Proj.  ID:     KingES  Sampled:  10/03/97  s 

||j  1551  Newcomb  Ave.,  Rm.  103  Received:  10/09/97  s 

In  San  Francisco,  CA  94124               Lab  Proj.  ID:  9710480  Analyzed:  see  below  1 


!!'  Attention:     Bruce  Gianninl     

SSHiHlllllllirjasS==Jlimar  MMjjjglapjjilM^  -^:^^"mmi'. :.,iinmi!:::::::::—  •MUusszusssnaiuil 


Reported:  10/ 14/97  in 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9710480-07 

Sample  Desc  .  UQUlD,KJng  ES  11-A 


Lead 


mg/L 


10/11/97 


00050 


N.D. 


Lab  No:  9710480-08 

Sample  Desc  :  UQUlD.King  ES  11-B 


Lead 


mg/L 


10/11/97 


0.0050 


N.D. 


Analytes  reported  as  N.D.  were  r»0t  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL    ELAP  #1210 


Sheila  Rynn 
Project  Manager 


Page: 


10/14/97    11:58         TX/RX  NO. 0298         P. 050 


'2  16PM 


mi.  14.  IS: 


Sequoia 
~   ~  Analytical 


%ta    n  t  c  n         r      r  «  in  ft 

flu.  fib;     r.  31/ fO 

680  Chesapeake  Dtwc  Redwood  Gty.  CA  94063      (650)  364-9600  FAX  (6  JO)  364-9233 

404  N  Wife!  Lane  Walnut  Creek,  CA  9459$       (5 10)  988-9600  FAX  (5l0)  988-9673 

819  Sinker  Avenue.  Suite  8    Sacramento,  CA  95834         (9 1 6)  92I  -96O0  WX  (916)  921-0100 


.  -.^"^niiur,i;i7r^''''winr™=^=!*i-i»iiiSi^Piilih..,       •iiililir-sKSSJOiiAsszHsa.  vmmmixmc  ^==i^ilijg;"^-'^|iiiiir-'"~'«liE       l  HWiff ■       IWWlit  hi.i^U2!;'i|lii„^i=l::K  ; 

gSFUSD  Client  Proj.  ID:     King  ES  Sampled:  10/04/97  s 

1 1551  Newcomb  Ave.,  Rm.  103  Received:  10/09/97  jj| 

|  San  Francisco,  CA  94124  Lab  Pro).  ID:  9710480  Analyzed:  see  below  | 

s  = 

fii  Attention:      Bruce  Qlannini      Reported:  10/14/97  «! 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9710480-09 

Sample  Desc :  LIQUID, King  ES  11-C 

Lead 


mg/L 


10/11/97 


0.0050 


0.011 


Lab  No:  9710480-10 

Sample  Desc  :  LIQUID, King  ES  11-C  (duplicate) 


Lead 


mg/L 


10/11/97 


0.0050 


0.010 


AnaJytes  reported  as  NO.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


<3  4 


Sheila  Flynn 
Project  Manager 


Page: 


10/14/97    11:58         TX/RX  NO. 0298 


n  r  rv- 


laaf  i £ : l or m 


uoia 
Analytical 


680  Chesapeake  Drive  Redwood  Cily.  CA  94063 
404  M,  Wigei  Lane  Walnut  Creek,  CA  94598 

819  Striker  Avenue,  Suite  8    Sacramento.  CA  95834 


f  10  I 


(650)  364-9600 
(510)  988.9600 
(916)  921-9600 


Fr  -   i  n  n 


FAX  (650)  364-9233 
FAX  (510)  988-9673 
FAX  (916)  921-0100 


i»!!Ectj;?^;:::_  -  s^tr*.- 


E^a~"aa^lUla5a    IT  lit 

SFUSD 


1 1551  Newcornb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 


Clienr  Proj.  ID:     King  ES 


Sampled:  10/03/97 
Received:  10/09/97  £ 
Analyzed:  see  below  § 

!H  i 
fAtterrtion:  Bruce  Giannini    Reported:  10/14/97 

iH:::3IIIHIIUli«3=H-:5r^^   'iBIIIHinKSisaaiaJMIIHI^^^ 


Lab  Proj.  ID:  9710480 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No;  9710480-11 

Sample  Desc :  LIQUID, King  ES  Blank 


Lead 


mg/L 


10/11/97 


0.0050 


N.D. 


i 


Artftryies  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


10/14/97    11:58         TX/RX  NO. 0298         P. 052  ■ 


Page  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47742 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  8 

1551  Newcomb  Avenue,  Rm.  103  FRANCIS  SCOTT  KEY  ES  Date  Sampled  8/19/97 

San  FranciSCO,  CA    94124  Date  Received  8 /2 5/9  7 

Date  Analyzed  8/31/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


Micro  47742-01 

DRINKING  FOUNTAIN 

FIRST  FLOOR  KITCHEN  BY  STAIRS 

FIRST  DRAW 


9.7 


1.0 


Client 


Micro  47742-02 

SINK  FAUCET 

FIRST  FLOOR  KITCHEN 

FIRST  DRAW 


2.9 


1.0 


Client 


Micro  47742-03 

DRINKING  FOUNTAIN 

FIRST  FLOOR  HALL,  SOUTH  END 

FIRST  DRAW 


14.2 


1.0 


Client 


Micro  47742-04 

DRINKING  FAUCET 

2ND  FLOOR  HALL,  SOUTH  END 

FIRST  DRAW 


<  1.0 


1.0 


Client 


Micro  47742-05 

SINK  FAUCET 

1ST  FLOOR  ADMIN.  LOUNGE 
FIRST  DRAW 


2.9 


1.0 


Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  ie£u*-anfelysis  in  dnnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  M.L.  KING  MS 
San  Francisco,  CA  94124 


Micro  Log  In    4  7  6  41 
Total  Samples  1  0 
Date  Sampled   8/21/9  7 
Date  Received  8/21/97 
Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1 

<      1  .0 

1.0 

Micro 

BLANK 

47641-01 

Client 

3 

<      1 .0 

1.0 

Micro  47641-02 

SINK  FAUCET 

FIRST  FLOOR  -  FACULTY  ROOM 
ROOM  103 
FIRST  DRAW 

Client 

4 

1 .2 

1.0 

Micro  47641-03 

DRINKING  FOUNTAIN 
FIRST  FLOOR 
UNDER  STAIRWAY 
NEXT  TO  ROOM  126 

Client 

7 

3.7 

1.0 

Micro  47641-04 

SINK  FAUCET 

FIRST  FLOOR  INSIDE  CAFETERIA  KITCHEN 
FIRST  DRAW 

Client 

8 

5.3 

1.0 

Micro  47641-05 

DRINKING  FOUNTAIN 

LOWER  LEVEL  GIRLS'  GYM  BATHROOM 

FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  far  leadlanatysis-ih  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificated  037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47641 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  0 

1551  Newcomb  Avenue,  Rm.  103  M.L.  KING  MS  DateSampied  8/21/97 
San  Francisco,  CA  94124 


Date  Received  8/21/97 
Date  Analyzed  9/1/97 


Detection 


Client  Sample  ID 

Lead  Concentration 

fnnhl 
lPPDJ 

Limit 
fnnbl 

Comments 

Client 

9 

Micro 

47641-06 

1.0 

DRINKING  FOUNTAIN 

UPPER  LEVEL  GYM  •  BASKETBALL  COURT 

FIRST  DRAW 

7.5 

Client 

1  0 

Micro 

47641-07 

3.1 

1.0 

DRINKING  FOUNTAIN 

LOWER  LEVEL  GIRLS'  BATHROOM  GYM 

FIRST  DRAW 

Client 

1  1 

Micro 

47641-08 

1.0 

DRINKING  FOUNTAIN 

LOWER  LEVEL  BOYS'  ROOM  GYM 

FIRST  DRAW 

4.2 

Client 

1  2 

Micro 

47641-09 

1.0 

DRINKING  FOUNTAIN 

LOWER  LEVEL  BOYS'  ROOM  GYM  - 

BATHROOM 

FIRST  DRAW 

2.2 

Client 

1  4 

Micro 

47641-10 

4.1 

1.0 

DRINKING  FOUNTAIN 

UPPER  LEVEL  BASKETBALL  COURT 

FIRST  DRAW 

Technical  Supervisor: 


r/6/97 


Analyst: 


AL 


Farid  Rame^aftsadeh^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leao\analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  LAFAYETTE  ES 
San  Francisco,  CA  94124 


Micro  Log  In    4  79  3  7 
Total  Samples  1  3 
Date  Sampled  8/21/97 
Date  Received  8/29/97 
Date  Analyzed  9/2/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
1ST  FLC 
FIRST  I 

1 

47937-01 

HG  FOUNTAIN 

XDR  CORRIDOR  (190) 

>RAW 

2.1 

1.0 

Client 
Micro 

DRINKI 
1ST  FLC 
FIRST  C 

2 

47937-02 

tG  FOUNTAIN 

X)R  CORRIDOR  (190) 

>RAW 

2.3 

1.0 

Client 
Micro 

DRINKII 
1ST  FLC 
FIRST  C 

3 

47937-03 

*G  FOUNTAIN 

X)R  CORRIDOR  (190) 

(RAW 

16.0 

1.0 

Client 
Micro 

DRINKII 
2ND  FLI 
FIRST  C 

4 

47937-04 

HG  FOUNTAIN 

X)R  CORRIDOR  (290) 

(RAW 

7.3 

1.0 

Client 
Micro 

DRINKI 
2ND  FL 
FIRST  I 

5 

47937-05 

HG  FOUNTAIN 

DOR  CORRIDOR  (290) 

>RAW 

9.2 

1.0 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  Tor-teed -analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063                                                                   PROJECT:  Micro  Log  In  47937 

SFUSD  -  Asbestos  Control  Program                    S.F.U.S.D.  Total  Samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  LAFAYETTE  ES  Date  Sampled  8/21/97 
San  Francisco,  CA  94124 


Date  Received  8/29/97 
Date  Analyzed  9/2/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

6 

Micro 

47937-06 

2.4 

DRINKING  FOUNTAIN 

2ND  FLOOR  CORRIDOR  (290) 

FIRST  DRAW 

1.0 

Client 

7 

Micro 

47937-07 

17.1 

DRINKING  FOUNTAIN 
1ST  FLOOR  RM(026B) 
FIRST  DRAW 

1.0 

Client 

8 

Micro 

47937-08 

1.0 

DRINKING  FOUNTAIN 

1ST  FLOOR  CORRIDOR  (193) 

FIRST  DRAW 

5.4 

Client 

9 

Micro 

47937-09 

2.8 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
YARD 

FIRST  DRAW 

Client 

1  0 

Micro 

47937-10 

4.3 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
YARD 

FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


AL 


Farid  Rame 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  tead_aoATysis-tn-tlrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  93  7 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  LAFAYETTE  ES  DateSampied  8/21/97 

San  FranciSCO,  CA    94124  Date  Received  8/29/97 

Date  Analyzed  9/2/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  Ft 
FACUL1 
FIRST  I 

1  1 

47937-1 1 
MJCET 

nr  LOUNGE  RM  (039A) 
>RAW 

<  1.0 

1.0 

Client 
Micro 

SINK  F> 
KITCHE 
FIRST  t 

1  2 

47937-12 

MJCET 

N  RM  (037) 

)RAW 

<  1.0 

1.0 

Client 
Micro 

BLANK 

1  3 

47937-13 

<  1.0 

1.0 

Analyst:   ^  

Micro  Analytical  Laboratories,  Inc.  is  accredited  fcTleaTTanalysis~tn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


Technical  Supervisor: 


9/4/97 


FaridiflamezanzaoSHJvl.S. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LAFAYETTE  ES 


Micro  Log  In    4  9317 
Total  Samples  6 
Date  Sampled  10/5/97 
Date  Received  10/8/97 
Date  Analyzed  10/8/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


Micro  49317-01 

DRINKING  FOUNTAIN 

1ST  FLOOR  CORRIDOR  (190) 

RE-SAMPLE 


6.5 


1.0 


Client 


Micro  49317-02 

DRINKING  FOUNTAIN 

1ST  FLOOR  CORRIDOR  (190) 

RE-SAMPLE 


4.5 


1.0 


Client 


Micro  49317-03 

DRINKING  FOUNTAIN 

1ST  FLOOR  CORRIDOR  (190) 

RE-SAMPLE 


3^ 


3.4 


1.0 


Client 


2A 


Micro  49317-04 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  (026B) 
RE-SAMPLE 


3* 


2.0 


1.0 


Client 


2B 


Micro  49317-05 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  (026B) 
RE-SAMPLE 


1.0 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  "analysis  in  dnrlKlffg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories.  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LAFAYETTE  ES 


Micro  Log  In    4  9  31  7 
Total  Samples  6 
Date  Sampled  10/5/97 
Date  Received  10/8/9  7 
Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

Micro 

49317-06 

<  1.0 

1.0 

DRINKING  FOUNTAIN 
1  ST  FLOOR  ROOM  (026B) 
RE-SAMPLE 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea>-aoa^is>v4rin]$ing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


ADG.  27.  1997  4:36PM  NO.  5294    F.  32/44 


Sequoia 
~   ~  Analytical 


680  Oo»pc«kc  Dn«c  Rctlwood  City,  CA  94063      (650)  364-9600  FAX  (650)  364-9333 

404  N  Wiget  Lane  Walnut  Creek,  CA  94598       (510)988.9600         FAX  (510)  911-9673 

•  19  Striker  Atroc.  Suite  8    Sacramento,  CA  95834  (916)  911-9600  FAX  (916)  931-0100 


?  SFUSD 

E  1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco.  CA  94124 


lAocrtiort: 


Bruce  Glannlnl 


immmSSSiSBBeM 

Client  Pro].  ID:  Lake  Shore  Bern. 
Lab  Proj.  ID:  9708B83 


Sampled:  08/ 1 6/97  % 
Received:  08/22/97  1 
Analyzed:  see  below  E 

ted^27/97_  j 


LABORATORY  ANALYSIS 


Anaryte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  Mo:  9708B83-01 

Sample  Desc :  UQUID,L»keshor*>1  (Blank) 

Lead 

mgA 

08/26/97 

0  0050 

N.D. 

Lab  No:  9708663-02 
Sample  Desc :  UQUiD,Lake*hon>2 

Lead 

ma/L 
'"91 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B83-03 

Sample  Desc :  UQUID.Uikeshore-2  (DUP) 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708883-04 
Sample  Desc :  LIQUID,  Lakeshore-3 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:         9708 B  83-05 
Sample  Desc :  LIQUID.LaksshoraM 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B83-06 
Sample  Desc :  UOUID.Lakeshore-s 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9706883-07 
Sample  Desc :  UQUID,Lakeshore-6 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

ArolyiM  reported  at  N.D.  wars  not  prasant  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Shela  Flynn 
Project  Manager 


Page; 


08/27/97  17:27 


TX/RX  NO. 9248         P. 032 


AUG.  27.  1  997   4:37PM  NO.  5294 

Sequoia 
~  ~  Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  94063      (650)  364-9600  FAX  (650)  364.9233 

404  N.  Wigct  Lane  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (SlO)  981.9673 

8 19  Striker  Avenue,  SuitcS    Sacramento,  CA  95834  (916)  911-9600  FAX  (916)  931-0100 


III  SFUSD 

S  1551  Newcomb  Ave..  Rm.  103 
g  San  Francisco,  CA  94124 


iiiWJitiuiiiinniHjhinjiiiiHhtiuM 

Client  Pro].  ID:     Lake  Shore  Hem. 


Lab  Proj.  ID:  9708B83 


miiittiitmiimanmiiia 

^Sampled:  08/16/97  H 
Received:  06/22/97  » 
Analyzed:  see  below  I 
i 


Reported:  08/27/97  I 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 

Analvzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B63-0S 
Sample  Desc :  UQUID,Lakeshore-7 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B83-09 
Sample  Desc :  LIQUID. Lakeshore-€ 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  970SB83-10 
Sample  Desc :  UQUID,Lakeshore-9 

Lead 

mg/L 

08/27/97 

00050 

N.D. 

Lab  No:  9708B83-11 

Sample  Desc :  UQUID.Lakeshore-ll 

i 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B83-12 

Sample  Desc :  UQUID,Lakeshor9-12 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708683-13 

Sample  Desc :  LIOUID,Lakeshore-12  (DUP) 

Lead 

mg/L 

08/27/97 

0.0060 

N.D. 

Lab  No:  9708F363-14 

Sample  Desc :  UQUID,Lakeshore-l3 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Analytes  reported  as  N.O.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Rynn 
Project  Manager 


Pfi0e: 


08/27/97  17:27 


TX/RX  NO. 9248         P. 033 


AUG.  21.  1  997   4 : 37FM  NO.  5294     F.  34/44 


Sequoia 
-  —  Analytical 


610  CHeckpeakc  Dfivc  Redwood  Cty.  CA  94063      (650)  364-9600         FAX  (650)  364-9333 

404  N  Wtget  Lmk  Wilnut  Creek,  CA  94598       (510)  918-9600         FAX  (510)  988.967) 

8l9S«rik«TA»«nue,SMltci    S»Cf"»«n«o,  CA  95834         (916)  931-9600         FAX  (916)  91l-0»00 


SRJSD  " 
1 1561  Newcomb  Ave..  Rm.  103 
S  San  Francisco,  CA  94124 


WI'IIIHWIHIiniHMIW^— w  ■  -  — ■  

Client  Proj.  ID:  Lake  Snore  Bern. 
Lab  Pro)  ID:  9708B83 


I  Anention:     Bruce  Gianruni 


i"  iflTiiTiiTiiiHM 


MWiiiiii 


Sampled:  06/16/97  | 

Received:  08/22/97  | 

Analyzed:  see  below  I 
I 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 

Artnlu  mart 

Anaiyzeo 

Detection 
Limn 

Sample 

Has  LutS 

Lab  No:  9708B83-15 

Sample  Desc :  UQUlD,Lakeshore-l4 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B83-16 

Sample  Desc :  UQUID,Lakeshore-15 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708863-17 

Sample  Desc :  UQUID,Uke9bore-16 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B83-18 

Sample  Desc :  UQUlD,Lakeshore-l7 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708883-19 

Sample  Desc :  UQUID,Lakeshore-i8 

Lead 

mg/L 

08/27/97 

00050 

N.D. 

AnaJytM  reported  as  N.D.  were  not  present  above  me  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheia  Flynn 
Project  Manager 


Page: 


08/27/97    17:27         TX/RX  NO. 9248         P. 034 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LARKIN  STREET 

(HOMELESS) 
YOUTH  CENTER 


Micro  Log  In  4  94  5  6 

Total  Samples  9 

Date  Sampled  10/9/97 

Date  Received  10/10/97 

Date  Analyzed  10/10/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
DROP  II 

1 

49456-01 
UJCET 

V  KITCHEN  SINK 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 
DROP  II 

2 

49456-02 
UJCET 

*  RESTROOM 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 
ART  RC 

3 

49456-03 

UJCET 
OOM  SINK 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 
STAFF  I 

4 

49456-04 

UJCET 
RESTROOM 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 
MEDIC/ 

5 

49456-05 
UJCET 

±  CLINIC  RESTROOM 

1.4 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forleed^alysTs^in-drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


2 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LARKIN  STREET 

(HOMELESS) 
YOUTH  CENTER 


Micro  Log  In    4  9456 
Total  Samples  9 
Date  Sampled  10/9/97 
Date  Received  1  0/10/97 
Date  Analyzed  10/10/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


Micro  49456-06 

SINK  FAUCET 

AFTER  CARE  RESTROOM 


2.0 


1.0 


Client 


Micro  49456-07 

SINK  FAUCET 

AFTER  CARE  KITCHEN 


1.1 


1.0 


Client 


Micro  49456-08 

BLANK 


<  1.0 


1.0 


Client 


Micro  49456-09 
SINK  FAUCET 

MEETING  ROOM  RESTROOM 


97.4 


3.3 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fdislead^rte^ysis  in  dunking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037>,Sempies  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


SEP.  1  1.  1997   3 : 38PM  NO.  58.22  F 

fk\  Sequoia 
~   ~  Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  94063      (650)  364-9600         FAX  (630)  164-9233 

404  N.  Wijret  Une  Walnut  CrtcV,  CA  94598       (510)  988-9600  FAX  (S>0)  988-9673 

819  Striker  Avenue,  Suite  8    Sacramento,  CA  95834         (916)  921-9600         FAX  (916)  921-0100 


iMHS3«»:v»ail^  iiulnillHIIllHilHIIPsaaBSBS^-sssssAiUllllimilll  ihiiii.,h 

I'SFUSD  Client  Proj.  ID:     Las  Americas  CC.                         Sampled:  09/05/97  |j 

1 1551  Newcomb  Ave.,  Rm.  103  Received:  09/05/97  1 

|  San  Francisco,  CA  94124  Lab  Proj,  ID:  9709176                                          Analyzed1  see  below  jj] 

I  Attention:     Bruce  Giannini  Reported:  09/1 1 /97  | 

;a:;::!:-::n~n»ia^iill^^  "  .:-r..i»..Ji.inm«lftl«»W.SBBS 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9709175-01 
Sample  Desc  .  LIQUID,  i 

Lead 

mg/L 

09/11/97 

0.0050 

0.0053 

Lab  No:  9709175-02 
Sample  Desc :  LIQUIDS 

Lead 

mg/L 

09/11/97 

00050 

N.D. 

Lab  No:  9709175-03 
Sample  Desc :  LIQUID.3 

Lead 

mg/L 

09/11/97 

0.0050 

N.D. 

Lab  No:  9709175-04 
Sample  Desc :  UQUID,4 

Lead 

mg/L 

09/11/97 

0.0050 

0.011 

Lab  No:  9709175-05 
Sample  Desc :  LIQUID. 4  duplicate 

Lead 

mg/L 

09/11/97 

0.0050 

0.011 

Lab  No:  9709175-06 
Sample  Desc :  UQUID.5 

Lead 

mg/L 

09/11/97 

0.0050 

N.D. 

Anaiytes  reported  as  N.D.  ware  not  present  above  the  stated  HmH  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Rynn 
Project  Manager 


Page: 


09/11/97    16:39         TX/RX  NO. 9546         P. 002 


SEP-29-98  TUE  03:43  PM 


FAX  NO. 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In  60461 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  47 

1551  Newcomb  Avenue,  Rm.  103  LAWTON  ES  Dale  Sampled  9/22/98 

San  Francisco,  CA  94124  Date  Racaivod  9/22/98 

Data  Analyzed  9/24/98 


Client  Sample  ID 


Lead  Concentration 
(Ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 

Micro 

tfrinldnc 

haMmoy 

LAWTON  1 

60461-01 

1  fountain 

■aal  of  auditorium 

1 

1 

Client 
Micro 

drtnUnj 
eroufn 

LAWTON  2 

60461-02 

]  fountain 
mum.  321*1 

1 

1 

Client 

Micro 
drinklnf 

craufa 

LAWTON  3 

60461-03 
1  fountain 

3 

1 

Client 
Micro 

ah*  feu 

LAWTON  4 

60461-04 
at,  cans  room  230 

7 

1 

Client 
Micro 

■Ink  ami 

LAWTON  5 

60461-05 
oat,  can*  room  2M 

5 

1 

Technical  Supervisor: 


Analyst: 


FR 


Date  Reported 


Mioro  Analytical  Laboratories,  Inc.  b  accredited  IbHdad  analysis  In  drinking  water  by  the  California  Department  of  Heahh  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certincate  #1037.  Sample*  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  311  SB  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  16th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  Iho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  04608  -  (510)  653-0824 


SEP-29-98  TIE  03:43  PM 


FAX  NO. 


P.  03/27 


Pag*  2 

MICRO  ANALYTICAL  LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  >  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    6  0461 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4  7 

1551  Newcomb  Avenue,  Rm.  103  LAWTON  ES  Dale  Sampled  9/22/9  e 

San  Francisco,  CA   94124  Date  Received  9/22/98 

Dale  Analyzed  9/24/98 


Detection 

Lead  Concentration                  Limit  Comments 
Client  Sample  ID   (ppb)  (ppb)  


Client 

Micro 
•Jnkfcu 

LAWTON  6 

60461-06 
tat,  Lki  room  P7 

1  O 

1  9 

■1 
1 

Client 

Micro 
drinking 

LAWTON  7 

60461-07 
fountain,  nan  by  1401 

2 

1 

Client 
Micro 

drinking 

LAWTON  8 

60461-08 
fountain,  hen  by  1 40  r 

3 

1 

Client 
Micro 

drinking 

LAWTON  9 

60461-09 
fountain,  ban  fey  1» 

<  1 

1 

Client 

Micro 
etakfcu 

LAWTON  10 

60461-10 
oat,  230 

B 

1 

Technical  Supervisor    ?■  £j — '^fZ~^  9/29/98        Analyst:   EE:  

Farid  Raniejtenza^h.^LS.         Dale  Reported 

Micro  Analytical  Laboratories,  Inc.  Is  accredited  lor  leadarratysls  taWhlting  water  by  the  California  Department  Of  Health  Sorvlcos,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphhe  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Molhods  for  the  Examination  of  Water  and  Wastewater,  1Bth  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  nil,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  blttlon. 


5900  HOLLfS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-0624 


SEP-29-98  TOE  03:43  PM 


FAX  NO. 


P.  04/2 


Page  3 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  >  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  60461 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  47 

1551  NewOOmb  Avenue,  Rm.  103  LAWTON  ES  Date  Sampled  0/22/98 

San  Francisco,  CA  94124  Date  Received  9/22/98 

Dale  Analyzed  9/24/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

Micro 
eh**** 

LAWTON  11 

60461-11 

■tan 

<  1 

1 

Client 
Micro 

•Ink  ten 

LAWTON  12 

60461-12 
ovt,  332 

7 

1 

Client 

Micro 
eMtfcu 

LAWTON  13 

60461-13 
eet,aas 

3 

1 

Client 

Micro 
eMctau 

LAWTON  14 
60461-14 

5 

1 

Client 
Micro 

iMku 

LAWTON  15 

60461-15 

obl  tas 

6 

1 

Technical  Supervisor: 


Analyst: 


FR 


Date  Reported 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  lor  leadahalyals  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  Analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry 
accordance  with  Method  31138  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater.  16th  edition,  1902,  American  Public  Health 
Association,  American  Waler  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  whh  the 
approval  of  Micro  Analytical  Laboratories,  Inc..  and  periamt  only  to  the  samples  analyzed.  Unit  applanation:  ppb  «  parts  per  billion. 


5900  HOLU6  STREET,  SUITE  M.  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


SEP-29-98  TUE  03:44  PM 


FAX  NO. 


P.  05/27 


Pago  4 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    6  0  461 

SFUSD  -  Asbestos  Control  Program  S.RU.S.D.  Total  Samples  47 

1551  Newcomb  Avenue,  Rm.  103  LAWTON  ES  Date  sampled  9/22/98 

San  Francisco,  CA  94124  Date  Received  9/22/9  8 

Date  Analyzed  9/2  4/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

LAWTON  16 

60461-16 
eat,  136 

6 

1 

Client 
Micro 

■Mi  to* 

LAWTON  17 

60461-17 
art,  133 

6 

1 

Client 
Micro 

•We  tan 

LAWTON  18 

80461-18 
sat,  136 

7 

1 

Client 
Micro 

■Mi  fan 

LAWTON  18 

60461-19 
eat  131 

1  0 

1 

Client 

Micro 
ah*  feu 

LAWTON  20 

60461-20 

4 

1 

Technical  Supervisor: 


Analyst: 


FR 


Dale  Reported 


Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  lead  analyst?  in  drinking  water  by  the  California  Departmam  of  Hoellh  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  lor  the  Examination  of  Water  and  Wastewater,  13th  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association.  Water  pmtutlon  Control  Federation).  Thb  report  must  not  be  reproduced  except  In  full  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  lha  samples  analyzed.  Unil  explanation:  ppb  =  pans  par  billion. 

5800  HOLLIS  STREET,  SUITE  M    EMERYVILLE,  CALIFORNIA  84606  -  (510)  653-4824 


SEP-29-98  TUE  03:44  PM 


FAX  NO. 


P.  06/21 


Pege  5 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  311  SB 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LAWTON  ES 


Micro  Log  In    6  0461 
Total  Samples  47 
Date  Sampled  9/22/98 
Oat©  Received  9/22/9  6 
Dato  Analyzed  9/24/98 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 
Micro 

ttnkdrti 

LAWTON  21 

60461-21 
tfdng  fountain  139 

3 

1 

Client 
Micro 

LAWTON  22 
60461-22 

a*  a* 

4 

1 

Client 
Micro 

■rnkdrt 

LAWTON  23 

60461-23 
udnofounum,140 

3 

1 

Client 
Micro 

LAWTON  24 

60461-24 

0*149 

5 

1 

Cftartf 
Micro 

■Inkdrt 

LAWTON  25 

60461-25 
ftfdng  fountain,  141 

2 

1 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  inc.  is  accredited  tor  le5nrn*Ty*l*  In  drinking  wator  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (FLAP).  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  311 38  (Standard  Methods  lor  the  Examination  of  Water  and  Wastewater,  16th  edition.  1892.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  oxcopt  In  lull,  with  the  I 
approval  of  Micro  Analytical  Laboratories,  Inc.  and  pertains  only  io  tha  sample*  analyzed.  Unit  explanation:  ppb  *  parte  per  billion. 


5900  H0LU8  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0624 


SEP-29-98  TUE  03:45  PM 


FAX  NO. 


P.  07/27 


Page  6 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    6  0461 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  47 

1551  Newcomb  Avenue,  Rm.  103  LAWTON  ES  Dalfl  sampled  9/22/98 

San  Francisco,  CA  94124  Date  Received  9/22/98 

Date  Analyzed  9/24/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  <PPb) 


Client 

Micro 
ttokftv* 

LAWTON  26 

60461-26 

Ml  141 

2 

1 

Client 
Micro 

LAWTON  27 

60461-27 
fountain,  hall  by  031  r 

2 

1 

Client 
Micro 

drlnUnj 

LAWTON  28 

60461-28 
tountaln,hailbyOSii 

2 

1 

Client 
Micro 

■uitUph 
ha*  sen 

LAWTON  29 

60461-29 

drinking  fountain 
mi  from  cafcfUvU  r 

3 

1 

Client 
Micro 

LI" 
iMiacrt 

south  1 

LAWTON  30 

60461-30 

iHrtMne  fountain 
as  from  csfosasi 

1 

1 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  (or  lead  analysis  In  drinking  water  by  lhe  California  Department  of  Hoallh  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  «1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  lor  the  Examination  or  Water  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Potfuban  Control  Federation).  This  report  must  not  bo  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  lhe  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLUS  STREET,  SUITE  MT  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


SEP-29-98  TUE  03:45  PM 


FAX  NO. 


P.  08/27 


Pag*  7 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  S113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LAWTON  ES 


Micro  Log  In  60461 
Total  Samples  47 
Data  Sampled  9/22/98 
Date  Received  9/22/98 
Data  Analyzed  9/24/96 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 
Micro 

ass 

LAWTON  31 

60461-31 
drinking  fountain 
leeaei 

2 

1 

CMertt 

Micro 

Mitfpto 
mmm 

LAWTON  32 

60461-32 

erlnMng  fountain 
inofth 

4 

1 

Client 
Micro 

•Med* 

LAWTON  33 
60461-33 

iWngfowitoln.011 

41 

1 

Client 
Micro 

LAWTON  34 

60461-34 
oal,  on 

4 

1 

Client 

Micro 
eh*** 

LAWTON  35 

60461-35 
fUring  fountain,  0S2 

2 

1 

I 


Technical  Supervisor 


Data  Reported 


Analyst: 


FR 


Micro  Analytical  Laboraloriet,  Inc.  I<  accredited  for  lead  analysis  In  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  11037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1692,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  lo  the  samples  analyzed.  Unit  explanation:  ppb  *  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-0824 


SEP-29-98  TUE  03:45  PM 


FAX  NO. 


P.  09/27 


Page  8 

MICRO  ANALYTICAL  LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311  SB 


1063  PROJECT:  Micro  Log  In  60461 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  sample*  47 

1551  Newcomb  Avenue,  Rm,  103  LAWTON  ES  Dale  sampled  9/22/98 

San  FrancisCO,  CA    94124  Date  Recerved  9/2  2/98 

Dale  Analyzed  9/24/96 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


CHertf 
Micro 

LAWTON  36 

60481-36 
sat  002 

o 

H 
1 

Client 

Micro 
•tamo* 

LAWTON  37 

60461-37 
lUng  fountain,  033 

4 

1 

Client 
Micro 

afciklau 

LAWTON  36 

60461-36 

8 

1 

Client 
Micro 

■tnkfeu 

LAWTON  39 

60461-39 
Ml,  0X7 

1 

1 

Client 
Micro 

■hkfeu 

LAWTON  40 

60461-40 
ml,  rm.28 

1 

1 

Technical  Supervisor: 


Farid  Rame£anzhd0vAiS>        Date  Reported 


Micro  Analytical  Laboratories,  Inc.  i$  accredited  for  loadanalysls  in  drinking  water  by  the  California  Departmenl  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  ieth  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  tha 
approval  ol  Micro  Analytical  Laboratories,  Inc.,  and  pertaine  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


6900  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-0824 


SEP-29-98  TUE  03:46  PM 


FAX  NO. 


P.  10/27 


Page  9 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  in    6  0461 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  47 

1551  Newcomb  Avenue,  Rm.  103  LAWTON  ES  Date  sampled  9/22/98 

San  Francisco,  CA  94124  Dm* Received  9/22/98 

Date  Analyzed  9/24/98 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(Ppb) 


Commenta 


Client 

Micro 
sir*  feu 

LAWTON  41 

60481-41 
set,  kttcHsn  1 

2 

1 

Client 
Mod 

■Mi  feu 

(poroett 

LAWTON  42 

60461-42 
svt,  Wcttmr 

<  1 

1 

Client 

Micro 
•to**!* 

LAWTON  48 

60461-43 
tWng  teunuin,  142 

3 

1 

Client 
Micro 

•Wrfcu 

LAWTON  44 

60461-44 
DM,142 

3 

1 

Client 
Micro 

•Wiorti 

LAWTON  45 

60461-45 

3 

1 

Technical  Supervisor: 


Analyst: 


PR 


Micro  Analytic*!  Laboratories,  Ino-  to  accredited  lor  toad  AmfcatoVi  dflnwAg  water  by  the  Caliromii  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Oertifieate  #1037.  Samples  are  analyzed  by  Grephlle  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  31138  (Standard  Methods  for  the  examination  of  Water  and  Wastewater,  16th  edition,  1902,  American  Public  Health 
Association,  Amorican  Water  Works  Association.  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

6900  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  663-0824 


SEP-29-98  TUE  03:46  PM 


FAX  NO. 


P.  11/27 


Pag*    1  0 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1 063  PROJECT:  Micro  Log  In    6  0  4  61 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  47 

1551  Newcomb  Avenue,  Rm.  103  LAWTON  ES  Dale  sampled  9/22/98 

San  FranciSCO,  CA    94124  Date  Received  9/22/98 

Date  Analyzed  9/24/98 


Detection 


Client  Sample  ID 

Lead  Concentration 
(Ppb) 

Limit 
(Ppb) 

Comments 

Client 

LAWTON  46 

Micro 

60461-46 

<  1 

muldpia  drinking  fountain 
playground  a 

1 

Client 

LAWTON  47 

Mfcro 

60461-47 

1 

mulLipl*  drtnWno  'ounUh 
playground  nw 

<  1 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  to  accredited  tor  lead  anarysis  In  drinking  water  by  tho  Calilomla  Department  ot  Health  Services,  Environ monial 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  Amorican  Water  Works  Association,  Water  Pollution  Control  Fedora  1 1  on).  This  report  must  not  be  reproduced  excopt  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  bUBon. 


5900  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-0624 


Pag*  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LAWTON  ES 


Micro  Log  In    6  0  8  6  9 
Total  Samples  2 
Date  Sampled  9/22/98 
Date  Received  10/5/98 
Date  Analyzed  10/6/98 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

LAWTON  6A 

Micro  60869-01 

SINK  FAUCET,  237 

9 

1 

Client 

LAWTON  33A 

Micro  60869-02 
sink  drinking  fountain,  031 

3 

1 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacTSrraiySIs  in-drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  »  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  9460B  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  7  942 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  7 

1551  Newcomb  Avenue,  Rm.  103  JAMES  LICK  MS  DateSampied  8/23/97 

San  FranciSCO,  CA    94124  Date  Received  8/29/97 

Date  Analyzed  9/2/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

#  1 

12.2 

1.0 

Micro  47942-01 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  YARD  NORTH  SIDE 
INITIAL  DRAW 

Client 

#  2 

<      1 .0 

1.0 

Micro  47942-02 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  YARD  NORTHWEST 
INITIAL  DRAW 

Client 

#  3 

<      1  .0 

1.0 

Micro  47942-03 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  WEST  SIDE 
INITIAL  DRAW 

Client 

#  4 

1.6 

1.0 

Micro  47942-04 

DRINKING  FOUNTAIN 
ROOM  001  BASEMENT 
INITIAL  DRAW 

Client 

*  5 

1.6 

1.0 

Micro  47942-05 

DRINKING  FOUNTAIN 
CORRIDOR  C90  •  BASEMENT 
INITIAL  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  fead~analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47942 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1 7 

1551  Newcomb  Avenue,  Rm.  103  JAMES  LICK  MS  Date  Sampled  8/23/97 

San  FranciSCO,  CA    94124  Date  Received  8/29/97 

Date  Analyzed  9/2/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

*  6 

<       1  .0 

1.0 

Micro  47942-06 

DRINKING  FOUNTAIN 
CORRIDOR  C90S,  FIRST  FLOOR 
INITIAL  DRAW 

Client 

#  7 

<      1 .0 

1.0 

Micro  47942-07 

DRINKING  FOUNTAIN 
CORRIDOR  C90N,  FIRST  FLOOR 
INITIAL  DRAW 

Client 

*  8 

1.0 

1.0 

Micro  47942-08 

DRINKING  FOUNTAIN 
CORRIDOR  C91,  FIRST  FLOOR 
INITIAL  DRAW 

Client 

*  9 

<  1.0 

1.0 

Micro  47942-09 

DRINKING  FOUNTAIN 
CAFETERIA  130, 1ST  FLOOR 
INITIAL  DRAW 

Client 

»  10 

16.7 

1.0 

Micro  47942-10 

DRINKING  FOUNTAIN 

BOYS'  LOCKER  ROOM  143, 1ST  FLOOR 

INITIAL  DRAW 

7^ 


Technical  Supervisor:  JL  £>— -^—^  ,<Cz^   9/7/97          Analyst:   bk  

Fario^a^zao^ade^  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  794  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  7 

1551  Newcomb  Avenue,  Rm.  103  JAMES  LICK  MS  Date  Sampled  8/23/97 

San  FranciSCO,  CA    94124  Date  Received  8/29/97 

Date  Analyzed  9/2/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(PPb) 

Comments 

Client 

#  11 

Micro 

47942-1 1 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C90  2ND  FLOOR 
INITIAL  DRAW 

3.5 

Client 

*  12 

Micro 

47942-12 

1.0 

DRINKING  FOUNTAIN 

CORRIDOR  C90  EAST  SIDE  2ND  FLOOR 

INITIAL  DRAW 

1.7 

Client 

*  13 

Micro  47942-13 

SINK  FAUCET 

TEACHERS'  LUNCH  ROOM  223  2ND  FLOOR 
INITIAL  DRAW 

1 1.5 

1.0 

Client 

#  14 

Micro 

47942-14 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C90,  THIRD  FLOOR 
INITIAL  DRAW 

2.5 

Client 

#  15 

Micro 

47942-15 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C90, 3RD  FLOOR 
INITIAL  DRAW 

2.3 

Technical  finpprvisnr    /  ^ — ^ — *-z=2-^—21±12L  Analyst:   al 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  94  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  7 

1551  Newcomb  Avenue,  Rm.  103  JAMES  LICK  MS  Date  Sampled  8/23/97 

San  Francisco,  CA    94124  Date  Received  8/29/97 

Date  Analyzed  9/2/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

#  16 

Micro  47942-16 

DRINKING  FOUNTAIN 
ROOM  152,  FIRST  FLOOR 
INITIAL  DRAW 

10.6 

1.0 

Client 

*  17 

Micro 

BLANK 

47942-17 

<  1.0 

1.0 

Technical  Supervisor:      Y j&~y^~^J^    Analyst:   al  

Farid  Rairoz^rnzladeti^M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  (or  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
J.  LICKS  MS 


Micro  Log  In  49319 
Total  Samples  9 
Date  Sampled  10/4/97 
Date  Received  10/8/97 
Date  Analyzed  10/8/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1  A 

Micro 

49319-01 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
EXT  YARD 
FOLLOW-  UP 

4.0 

Client 

1  B 

Micro 

49319-02 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
EXT  YARD 
FOLLOW-  UP 

3.2 

Client 

10A 

Micro 

49319-03 

3.8 

1.0 

DRINKING  FOUNTAIN 
R-130  GIRL'S  LOCKER  ROOM 
FOLLOW-  UP 

Client 

10B 

Micro 

49319-04 

1.0 

DRINKING  FOUNTAIN 
R-130  GIRL'S  LOCKER  ROOM 
FOLLOW-  UP 

3.3 

Client 

13A 

Micro  49319-05 
SINK  FAUCET 

R-223  TEACHER  LUNCH  ROOM 
FOLLOW-  UP 

1.2 

1.0 

I 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  "analysis  inlftmkids  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


2 


1063  PROJECT:  Micro  Log  In    4  9319 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  J.  LICKS  MS  Date  Sampled  1 0/4/97 
San  Francisco,  CA  94124  _ 

'  Date  Received  10/8/97 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

13B 

Micro  49319-06 

SINK  FAUCET 

R-223  TEACHER  LUNCH  ROOM 
FOLLOW-  UP 

1.6 

1.0 

Client 

1  C 

Micro 

49319-07 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
EXT  YARD 
FOLLOW-  UP 

3.5 

Client 

10C 

Micro 

49319-08 

3.9 

1.0 

DRINKING  FOUNTAIN 
R-130  GIRL'S  LOCKER  ROOM 
FOLLOW-  UP 

Client 

30 

Micro 

BLANK 

49319-09 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  armtysfeSojlrjrjking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


AUG.  25.  199?   3:09PM  NO.  5170     P.  7/2 

Sequoia 


Analytical 


680  Chcsipcjkc  Drive  Redwood  Cty,  O  94063      (650)  364-9600         FAX  (650)  364-929  J 

«04  N.  Wlget  Lane  Walnui  Creek,  CA  94598       (5i0)9«-96O0         FAX  (5»0)  988-9673 

8 1 9  Striker  Avenue,  Suite  B    SicramerUo,  CA  95834         (916)921-9600         FAX  (916)  921-0100 


B SFUSD 
k  1551  New  comb  Ave-.  Rm  103 
San  Francisco,  CA  94124 


i  Attention:     Bruce  Giannini 

ii!Hi!i"ninmmEHiBf5WfififflffiKwra^fflHHraniiinim  iiiiiiflHU"! 


Client  Pro).  ID:  Ullenthal/3630  Divisadero 
Lab  Pro].  ID:  9708A93 


ininmiiiuyiiuiiumiiuiiuiiiiiiiiiiinii: 

wimmimmaoDaa  cr.  Kin 


i  :an:hii)!HltiHi 

Sampled:  08/20/97 
Received:  06/21/97  jjj 
Analyzed:  see  below  | 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  970BA93-01 
Sample  Desc  :  LIQUID,  Ullerrthal  1 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A93-02 

Sample  Desc :  UOUlD.Llllentnal  1  duplicate 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A93-03 
Sample  Desc :  UQUID,Ulfenthal  2 

Lead 

mg/L 

06/22/97 

0.0050 

N.D. 

Lab  No:  9708A93-04 

Sample  Desc :  UQUID.UIIentnal  2  duplicate 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A93-05 
Sample  Desc :  UQUID.U'lienthal  3 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A93-06 
Sample  Desc .  UQUID,Lilienthal  4 

Lead 

mg/L 

08/22/97 

0.0050 

ND. 

Lab  No:  9708A93-O7 
Sample  Desc :  LIQUID, Lilienihal  5 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Analytes  reported  as  N.O.  were  not  present  above  the  Stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/25/97    16:08         TX/RX  NO. 9188         P. 007 


AUG.  25.  1997   3:09PM  KG.  5170    F.  8/2 

Sequoia 


Analytical 


(10  dBNpadn  Dnvt  Redwood  Gty,  CA  94063      (650)  364-9600         FAX  (650)  364-9233 

404  N.  Wifet  Lane  Wj|nu»  O**,  CA  MSN      (510)  911-9600         FAX  (510)  9*8.9673 

■  19  Suiker  Avenue,  Suite*    Saw*"*).  CA  95*54  (916)  911-96O0  FAX  (916)  911*0100 


L—y— «—  ■iWMiiiHia-:i.~ 


|  SFUSD 

5  1551  Newcomb  Ave ,  Rm  103 

I  3an  Francisco.  CA  94124 
■ 

B 

5  Attention:     Bruce  Giannini 

3  _«  m  ii     mi  »uiiihiiiiih«>i  w>iinMuimim|ixiiimiiwmmiu 

IMIO—  ■  ■HlllliniiihluMOTiiiiiia 


Client  Proj.  ID:  Uiienthal/3630  Drvfsadero 
Lab  Proj.  ID:  9708A93 


nauiuiuiHiiHiiNMUittuimuiumBWHilf 

)IUMMIUI.IMil.ll 


MIMWI WIHI HBIH  WWII 

Sampled:  08/20/97  | 
Received:  08/21  /97  I 
Analyzed:  see  below  £ 


Reported:  08/25/97 


LABORATORY  ANALYSIS 


Anelyte 

Units 

Date 

Detection 

Limit 
■—in  in 

Sample 

ncBuiu 

Lab  No.  9708A93-08 
Sample  Desc  :  UQUID,Lilienthal  6 

Lead 

mg/L 

D8/22/97 

00050 

N.D. 

Lab  No;  9708A93-09 
Sample  Desc :  UQUlD,Lilienth«l  7 

Lead 

mg/L 

08/22/97 

00050 

N.D. 

Lab  No:  9708A93-10 
Sample  Desc :  UQUIDTLilienthal  8 

Lead 

mgA 

08/22/97 

0.0050 

N.D. 

Lab  No:         9708A93-1 1 
Sample  Desc :  LIQLHD.Lilienthal  9 

Lead 

mg/L 

08/22/97 

0  0050 

N.D. 

Lab  No:  9708A93-12 
Sample  Desc  :  UOUID,Ullerrthal  10 

Lead 

mg/L 

08/22/97 

00050 

N.D. 

Lab  No:  9708A93-13 
Sample  Desc :  LIQUID,LiHenthal  11 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

UbNo:  9708A93-14 
Sample  Desc :  UQUID.Lilierrttial  12 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Anafytes  reported  as  N.D.  wem  not  present  above  the  stated  Hmrt  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP#1210 


SheBa  Fl 
Project  Manager 


Page: 


08/25/97    16:08         TX/RX  NO. 9188         P. 008 


AUG.  25.  1  997   3:09PM  NO.  5170     F.  9/23 

Analytical 


Ca/i  1 1  rVl  a  6 80  Ch«»peake  Drive  Redwood  City,  CA  94063      (650)  364-9600         FAX  (650)  364-9333 

OC^UUIO  404  N.  Wiget  Lint  Walnut  Creek,  CA  94593       (510)988-9600         FAX  (510)  988-9673 

819  Striker  Avenue,  Suites    Sacramento,  CA  95634  (916)  921-9600         FAX  (916)  931-0100 


BKMinilllimmlS 


sAMhbimmHUiiiuiiiiiNiiir 


I SFUSD 

1 1551  NewcombAve.,  Rm.  103 

g  San  Francisco,  CA  94124 
■t 

s 

I  Attention:     Bruce  Gjannini 

tilflMW[H8WWI?1ttf>L>!'^'i''''''','''d-: 


,li,ilhl^u,ujT_ii^i^tl£jJBi!iuB»aaajiuii[Uiuuiiiiiujiiii«iiniimniiiiLiaiiiim 

Client  Proj.  ID:    Wienthal /3630  Divisadero 
Lab  Proj.  ID:  9708A93 


Sampled:  08/20/97  I 
Received:  08/21/97  i 
Analyzed;  see  below  £ 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limn 

Sample 
Results 

Lab  No:  9708A93-15 
Sample  Desc :  LlQUID,Lilienthal  13 

Lead 

mg/L 

08/22/97 

0.0050 

0.0064 

Lab  No.  9708A93-16 
Sample  Desc :  UQUID,Ulienthal  14 

Lead 

mg/L 

08/22/97 

00050 

N.D. 

Lab  No:  9708A93-17 
Sample  Desc :  UQUID.Lilienthal  15 

Lead 

mg/L 

08/22/97 

00050 

N.D. 

Lab  No:  9708A93-18 
Sample  Desc :  UQUID,Ulienthal  16 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A93-19 
Sample  Desc  :  LIQUID, Lilienthal  17 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A93-20 
Sample  Desc :  UQUID.Lilienthal  18 

Lead 

mg/L 

08/22/97 

0.0050 

0-0066 

Lab  No:  9708A93-21 
Sample  Desc :  UQUID,Lilienthal  19 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Analytee  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Rynn 
Project  Manager 


F>age: 


08/25/97  16:08 


TX/RX  NO. 9188         P. 009 


Sf*n  11  Ol  a  «»0  O»«*pok«  DHve  Redwood  Gty,  CA  9*063       (650)  J64-96O0  FAX  (650)  364-9133 

Jt^UUia  404  N.  W§ft  1**  Vtlnut  Crcci,  CA  94591       (510)  988-9600         FAX  (510)  9M-967J 

AnSlytiCdl  "t1i«*"  ft  IHH  IhIiiI    S*cr»ne«»o.  CAMIM         (9»6)  911.9600         RAX  (916)  W 1-0100 


S  SFUSD 
§1551  Newcomb  Ave.,  Rm  103 
|  San  Francisco.  CA  94124 

^ttention:_    Bruce  G  lanrrtnl 


'Hii  iiii^im  mmmmmwmiuHiimiiiHiuujira 

iilliimlllliiiniiMiMiiii»iirl',,"'"'""'"'"l"''ii',,ii"'""'""'""'«™" 

Client  Proj  ID:  Lilienthal/3630  Divisadero 
Lab  Proj.  ID:  9708A93 


MM  Mi  n*Mttt*H  In*  m  IUmn)  it 


Sampled:  08/20/97 
Received:  08/21/97 
Analyzed:  see  below 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  NO.  9708A93-22 
Sample  Desc :  UOUID,Lilienthal  20 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A93-23 
Sample  Desc  :  LIQUID, LiUerrthal  21 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A93-24 
Sample  Desc :  UQUID,Ulier)thal  22 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A93-25 
Sample  Desc  :  UQUlD,Lilienthal  23 

Lead 

mg/L 

08/22/97 

00050 

N.D. 

Lab  No:  9708A93-26 
Sample  Desc  :  UQUID.UIienthal  24 

( 

Lead 

mg/L 

08/22/97 

0.0050 

N.D.  * 

Lab  No:  9708A93-27 
Sample  Desc :  UQUlDrLillenthal  25 

Lead 

mg/L 

08/22/97 

0.0050 

0.032  ' 

Lab  No:  9708A93-28 

Sample  Desc  :  UQUID.UIienthal  14  Duplicate 

Lead 

mg/L 

08/22/97 

0.0050 

N.D.  . 

Analyte  j  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


08/25/97    16:08         TX/RX  NO. 9188         P. 010 


AUG.  25.  1  997   3:10PM  NO.  5170  F. 


fk\  Sequoia 
~  ~  Analytical 


650  0»etape»ke  Drive  Redwood  Gty,  CA  94063      (650)  364-9600  FAX  (650)  364-9233 

404  N.  Wige<  Lane  Walnut  Oeek,  CA  945M       (510)  9*1-9600         FAX  (510)  99&-9©73 

B19  Striker  Avenue,  Suite  J     Sacramento,  CA  9583-4  (916)931-9600  FAX  (9 16)  92 1 -0 100 


uiumiiiininuiimiiiiiiimimitt 


MiiHiminiiiwH»iiiiuiiiiiiHiimMU]iw""!:^^ag«^^gm!iiii',ii;.iin;iii't'^ 


H!  SFUSD 

1 1551  NewcombAve..  Rm.  103 
|  San  Francisco,  CA  94124 


Client  Proj.  ID:  Lflienthal/3630  Drvisadero 
Lab  Proj.  ID:  9708A33 


Sampled:  OS/20/97  g 
Received:  08/21/97  jjj 
Analyzed:  see  below  E 

Hi 


j  Attention:     Bruce  Giannini   

 ,_ij_,mrinT.rm  irmumrmimji,rLiij||n|y||[||u||||MUn|||^-^n|^m|j||||||H|w||u|||||^||||m||-^^L 


j||jj|||tiriMiiiuW!.^Jli|ll 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708A93-29 

Sample  Desc :  LIQUID,  Li  lienthal  23  Duplicate 

Lead  mg/L 


08/22/97 


0.0050 


N.D. 


D 


Analytes  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Ryrtn 
Project  Ma  nag 


Page: 


08/25/97    16:08         TX/RX  NO. 9188         P. 011 


SEP-04-98  FRI  10: 13  AM 


FAX  KO. 


P.  02 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  31138 


1063  PROJECT:  Micro  Loo  In  59833 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  0 

1551  Newcomb  Avenue,  Rm.  103       CLAIRE  L1LIEN  THAL  ES  ANNEX  Daia Sampled  9/1/98 

Sen  Francisco,  CA  94124  Date  Recalvad  9/2/98 

Dale  Analyzed  9/3/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

Micro 

UUEN1 
SINK 

6 

59833-01 

WALESA 

OJ  err.  KITCHEN 

1 

1 

Ctont 

Micro 

6  A 

59833-02 

[XAL  ESA 
lUCtT,  KITCHEN 

NOT  ANALYZED 

Client 
Micro 

UUCM1 
SINK  Pi 

6D 

89833-03 

WALESA 
UJCET,  KITCHEN 

NOT  ANALYZED 

Ceent 
Micro 
BMKPI 

4 

59833-04 

rMAL  ESA 
CLASSROOM  13 

<  1 

1 

Client 
Micro 

UUEN1 
SNKW 

4A 

59833-05 

IHAL  ESA 
-.ROOM  13 

NOT  ANALYZED 

Technical  Supervisor: 


Analyst: 


PR 


Micro  Analytical  Laboratories.  Inc.  Is  accredited  tor  lead  arialyrielrrdftnUng  water  by  the  California  Department  of  Health  Sorvleos.  Environ 
Laboratory  Accreditation  Program  (ELAP),  Certificate  f  10S7.  Sample*  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  hi 
accordance  with  Method  31138  (Standard  Methods  lor  the  Examination  of  Water  and  Wastewater.  16th  edition,  1992,  American  Public  Health 
Association.  American  Weier  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  Um 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  -  parts  per  billion. 


6900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0624 


SEP-04-98  FRI  10:14  AM 


FAX  NO. 


P.  03 


Page  2 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  CLAIRE  LI  LI  EN  THAL  E5  ANNEX 
San  Francisco,  CA  94124 

Dais  Analyzed  9/3/98 


Micro  Log  In    5  9  8  3  3 
Total  Samples  1  0 
Dalo  Samplod  9/1/98 
Date  Received  9/2/9  8 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

1  It  IF  U  " 

SINK  DF 

4B 

59833-06 

nJAI   PC A 
l  rlAL.  uA 

-,RooMia 

NOT  ANALYZED 

Client 
Micro 

LIUEN1 
SINK  Of 

5 

59633-07 

WALESA 
:,  MOM  12 

<  1 

1 

Client 
Micro 

UUEM1 
SMKDF 

SA 

59633*08 

rHALESA 
:,  BOOM  12 

NOT  ANALYZED 

Client 
Micro 

UUENl 
SINK  Df 

SB 

59833-09 

rHALESA 
',  ROOM  12 

NOT  ANALYZED 

Client 
Micro 

LUJEN1 
BLANK 

BLANK 

59833-10 
fHALESA 

<  1 

1 

Technical  Supervisor:  _ 

—9/2/98          Analyst:   !» 

Fartd  Ramefeax&a&BhTHS' 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  In  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  31136  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  tun,  with  tho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5600  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  84606  -  (510)  653-0624 


SEP-29-98  TUE  10:52  AM 


FAX  NO. 


P.  02/2 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Leg  In  60355 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  sampios  8 1 

1551  Newcomb  Avenue,  Rm.  103  LINCOLN  HS  Date  Sampled  9/1 8/98 

San  Francisco,  CA  94124  Date  Received  9/1 8/98 

Dale  Analysed  9/23/98 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 
Micro 

SINK  FJ 

KTTCHF. 

1 

60355-01 

wear 

M 

2 

1 

Client 
Micro 

SINK  Ft 

KrrcME 

1  A 

60355-02 

UJCET 
N 

NOT  ANALYZED 

Client 
Micro 

SINK  Ft 
KTTCHE 

1B 

60355-03 

UJCET 
N 

NOT  ANALYZED 

Client 
Micro 

SOJK  Ft 

KJTTCHi 

2 

60355-04 

UJCET 
N 

1 

1 

Client  |  2A 

MiCfO  60355*05 

SINK  FAUCET 
KITCHEN 

NOT  ANALYZED 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  U  accredited  lor  leaTHteiysls  In  drinking  water  by  Ihe  California  Department  el  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  CactHicato  #1097.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  311 38  (Standard  Methods  for  the  examination  of  Water  end  Wastewater,  "iBlh  edition,  1992,  American  Public  Hoelth 
Association,  American  Water  Works  Association,  Water  PoButlon  Control  Federation).  This  report  must  not  be  reproduced  except  In  lull,  with  the 
approval  of  Micro  Analytical  Laboratory,  Inc..  and  pertains  only  to  lha  temples  analyzed.  Unit  explanation:  ppb  »  parts  per  billion. 


6900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-0624 


SEP-29-98  THE  10:53  AM 


FAX  NO. 


P.  03/28 


Pag*  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  S113B 


1063  PROJECT:  Micro  Log  m   6  0355 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  8 1 

1551  Newcomb  Avenue,  Rm,  103  LINCOLN  HS  Date  Sampled  9/18/98 

San  Francisco,  CA  94124  0ate  Receivfld  9/18/98 

Dato  Anatyzod  9/23/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

2B 

Micro  60355-06 

SINK  FAUCET 
KITCHEN 

NOT  ANALYZED 

Client 

3 

Moo 

60355-07 

DRINKING  FOUNTAIN 
TOP  FLOOR -NORTH 

1 

1 

Client 

3A 

Micro  60355-08 

DRINKING  FOUNTAIN 
TOP  FLOOR  -  NORTH 

NOT  ANALYZED 

Client 

3D 

Micro  60355-09 

DRINKING  FOUNTAIN 
TOP  FLOOR -NORTH 

NOT  ANALYZED 

Client 

4 

Micro 

60355-10 

1 

DRINKING  FOUNTAIN 
TOP  FLOOR  HALL- SOUTH 

2 

Technical  Supervisor 


Fartd  Ranie^ar&tfeh,  M^>v.    Dale  Reported 


9/29/98  Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  laadHftSrysls  In  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Mothods  for  the  Examination  of  Water  and  Wastewater,  IBIh  edition,  1992,  American  Public  Health 
Association,  Amorican  Water  Works  Association,  Walor  Pollution  Control  Federation).  This  report  musi  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  •  (510)  653-0824 


SEP-29-98  TUE  10:53  AM 


FAX  NO. 


P.  04/2 


Pig*  3 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LINCOLN  HS 


Micro  Log  fn  60355 
Total  Samples  6 1 
Dale  Sampled  9/18/96 
Dale  Received  9/1  8/9  8 
Dale  Analyzed  9/23/98 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Commenta 


Client 

4A 

Micro  60355-11 

DRINKING  FOUNTAIN 
TOP  FLOOR  HALL  * SOUTH 

NOT  ANALYZED 

Client 

4B 

Micro  60355-12 
D  FUNKING  FOUNTAIN 
TOP  FLOOR  HAU.  •  SOUTH 

NOT  ANALYZED 

Client 

5 

Micro  60355-13 

DRINKING  FOUNTAIN 
2ND  FLOOR  NALL  -  SOUTH 

2 

1 

Client 

5A 

Micro  60355-14 

DRSUQNG  POUNTAM 
2ND  FLOOR  HALL  -  SOUTH 

NOT  ANALYZED 

Client 

SB 

Micro  60355-15 

DRINKING  FOUNTAIN 
2ND  FLOOR  HALL  -  SOUTH 

NOT  ANALYZED 

Technical  Supervisor: 


Date  Reported 


Analyst: 


FR 


Micro  Analytical  Laboratories  Inc.  la  accredited  lor  toad  analyst*  in  drinking  water  by  the  California  Department  of  Health  Service*,  Environmental 
Laboratory  AoeradltaUon  Program  (ELAP),  Certificate  #1037,  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  tor  the  Examination  of  Water  and  Waalewater,  1Bth  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc..  and  pertains  only  lo  the  samples  analyzed.  Unit  explanation:  ppb  «  parte  per  billion. 


5600  MOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0624 


SEP-29-98  TUE  10:53  AM 


FAX  NO. 


P.  05/28 


Pege  4 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    6  0355 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  8 1 

1551  Newcomb  Avenue,  Rm.  103  LINCOLN  HS  Date  sampled  9/18/98 

San  Francisco,  CA  94124  Dale  Rowived  ft/18/Bfl 

Data  Analyzed  9/2  3/9  B 


Detection 


Client  Sample  ID 

1  mH  f^ftrifAntrftfinn 

UCflH  vUllvBIHlBllBn 

(ppb) 

Limit 

half || | % 

(PPb) 

Comments 

Client 

6 

Micro  60355-16 

drinking  fountain 
znd  floor  hall  •  north 

1 

1 

Client 

6A 

Micro  60355-17 

DRINKING  FOUNTAIN 
2ND  FLOOR  HALL  -  NORTH 

NOT  ANALYZED 

Client 

SB 

Micro  60355-18 

DRINKING  FOUNTAIN 
2ND  FLOOR  HALL  -  NORTH 

NOT  ANALYZED 

Client 

7 

Micro  60355-19 

DRINKING  FOUNTAIN 
N-E,  1ST  FLOOR 

1 

1 

Client 

7A 

Micro  60355-20 

PR  IN  KING  FOUNTAIN 
NJL  1ST  FLOOR 

NOT  ANALYZED 

Technical  Supervisor: 


Analyst: 


Date  Reported 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  lor  lead  analysis  In  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Acc/edilallon  Program  (SLAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  SpecUomolry  In 
accordance  with  Method  91138  (Standard  Methods  tor  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  HeaJth 
Association.  Amarlcen  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  musl  not  be  reproduced  except  In  full,  with  the 
approval  ot  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  10  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  biWon. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


SEP-29-98  TUE  10:54  AM 


FAX  NO. 


P.  06/2E 


Page  S 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  »  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    6  0355 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  8 1 

1551  Newcomb  Avenue,  Rm.  103  LINCOLN  HS  Date  sampled  9/18/98 

San  Francisco,  CA  94124  Date  Received  9/18/98 

Date  Analyzed  9/23/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

Micro 

DflMKU 
NJ&.1S1 

7B 

EQ355-21 

4G  FOUNTAIN 
r  FLOOR 

tw  I^T   A  ill  A  1  \J  fPft 

NOT  ANALYZED 

Client 
Micro 

DHIMKJI 
NXE.1 

B 

60355-22 

4G  FOUNTAM 
ST  FLOOR 

<  1 

1 

Client  (               a  A 
Micro  60355-23 

DRINKING  FOUNTAM 
NXE.  1ST  FLOOR 

NOT  ANALYZED 

Client 
Micro 

DRWKIJ 
NXE.1 

■  B 

60355-24 

HQ  FOUNTAIN 
ST FLOOR 

NOT  ANALYZED 

Client 

Micro 

DRMKfl 
NORTH 

9 

60355-25 

HQ  FOUNTAIN 
1ST  FLOOR 

2 

1 

Technical  Supervisor: 


Analyst: 


PR 


Micro  Analytical  Laboratories,  Inc.  It  accredited  for  lead  ar>aiy*rrirrtirfnkinfl  water  by  the  CaBfomla  Department  of  Health  Services,  Environmental 
Laboratory  Aeoreditation  Progiam  (ELAP),  Certincate  #1037.  Samples  are  analyxed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  wttti  Method  311  SB  (Standard  Method*  lor  the  Examination  of  Water  and  Wastewater,  18th  edition,  1692,  American  Public  Health 
Aesoctation,  American  Water  Work*  Association,  Water  Pollution  Control  Federation).  Thie  report  must  not  bo  reproduced  except  In  I  Jit,  with  Ihe 
approval  of  Micro  Anafytlcal  Laboratories,  Inc.,  and  pertmins  onry  to  the  samples  analyzed  Unit  explanation;  ppb  =  parts  per  billion. 


5900  HOLUS  STREET,  SUITE  U,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


SEP-29-98  TUE  10:54  AM 


FAX  NO. 


P.  07/28 


Page  6 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  A  A  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3  B 


1063                                                                        PROJECT:  Micro  Log  In    6  0355 

SFUSD  -  Asbestos  Control  Program                  S.F.U.S.D,  Total  Samples  8 1 

1551  Newcomb  Avenue,  Rm,  103  LINCOLN  HS  Date  Sampled  9/18/98 

San  FranciSCO,  CA   94124  Dale  Received  9/1  8/ 9 8 


Date  Analyzed  9/23/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

9A 

Micro  60355-26 

DRINKING  FOUNTAIN 
NORTH  1ST  FLOOR 

NOT  ANALYZED 

Client 

9B 

Micro  60355-27 

DRINKING  FOUNTAIN 
NORTH  1ST  FLOOR 

NOT  ANALYZED 

Client 

10 

Micro  60355-26 

DRINKING  FOUNTAIN 
1ST  FLOOR  MAM  HALL  -  N 

<  1 

1 

Client 

10A 

Micro  60355-29 

DRINKING  FOUNTAIN 
1ST  FLOOR  MAIN  HALL  •  N 

NOT  ANALYZED 

Client 

10B 

Micro  60355-30 

DRINKING  FOUNTAIN 
1ST  FLOOR  MAIN  HALL  -  N 

NOT  ANALYZED 

Technical  Supervisor: 


Analyst: 


PR 


Micro  Analytical  Laboratories,  Inc.  la  accredited  tor  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1097.  Samples  era  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  16th  edition,  1992,  American  Public  Health 
Association.  American  Water  Works  Association.  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  ki  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLUS  STREET,  SUITE  II,  EMERYVILLE,  CALIFORNIA  84608  -  (510)  653-0824 


SEP-29-98  TUE  10:55  AM 


FAX  NO. 


P.  08/2 


Page 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSO  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LINCOLN  HS 


Micro  Log  In    6  0355 
Total  Samples  8 1 
Date  Sampled  9/1  8/9  B 
Date  Received  9/18/98 
Date  Analyzed  9/23/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

1  1 

Micro 

60355-31 

1 

DRINK! MQ  FOUNTAIN 
1ST  FLOOR  -  SOUTH 

2 

Client 

11A 

Micro  60355-32 

DRINKING  FOUNTAIN 
1ST  FLOOR -SOUTH 

NOT  ANALYZED 

Client 

118 

Micro  60355-33 

DA  IN  KINO  FOUNTAIN 
1ST  FLOOR- SOUTH 

NOT  ANALYZED 

CHent 

BLANK 

Micro 

BLANK 

60355-34 

<  1 

1 

CHent 

12 

Micro 

60355-35 

1 

DRMKMQ  FOUNTAIN 
2ND-NJC 

2 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories.  Inc.  is  accredited  for  lead lOThjenrlh  drlnBrlg-^eter  by  the  Calllornia  Department  Of  Hoalth  Services,  Environmental 
Laboratory  Accreditation  Program  (CLAP),  Certllicate  flOS7.  Sample*  ere  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  311  SB  (Standard  Methods  (or  the  Examination  of  Water  and  Wastewater,  16th  edition,  1092.  American  Public  Hearth 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  (ho 
approval  of  Micro  Analytic*!  Laboratories,  he.  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


6900  HOLUS  STREET,  SUITE  II,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0624 


SEP-29-98  TUE  10:55  AM 


FAX  NO. 


P.  09/28 


Page  8 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    6  03  55 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  81 

1551  Newcomb  Avenue,  Rm.  103  LINCOLN  HS  DateSampfad  g/ie/98 

San  Francisco,  CA  94124  Date  Received  9/1  e/9  8 

Dale  Analyzed  9/23/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


CliBnl 

12A 

Micro  60355-36 

DRINKING  FOUNTAIN 
XHD-HM. 

NOT  ANALYZED 

Client 

12B 

Moo  60355-37 
DRINKING  FOUNTAIN 
2ND.NJL 

NOT  ANALYZED 

Client 

13 

Micro  60355-38 

PRINKING  FOUNTAIN 
SND'NJiE, 

5 

1 

Client 

13A 

Micro  60355-39 

DRINKING  FOUNTAIN 
2ND-NJUE. 

NOT  ANALYZED 

Client 

13B 

Micro  60355-40 

PRINKING  FOUNTAIN 
2ND -NILE. 

NOT  ANALYZED 

Technical  Supervisor: 


Fartd  RarTtezanaBWvM^v.      Data  Reported 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadaTiatystfm  drinBrvg  water  by  the  California  Department  ol  Health  Service*,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037,  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  31 138  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  lath  edition,  1992,  American  Public  Health 
Aaeodallon,  American  Water  World  Association,  Water  Pollution  Control  Federation).  This  report  muel  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pens  par  billion. 


5900  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


FAX  NO  P-  10/28 

SEP-29-98  TUE  10:56  AM  ™  NU"  1 


Page  9 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063                                                                   PROJECT:  Micro  Log  In  60355 

SFUSD  -  Asbestos  Control  Program                   S.F.U.S.D.  Total  samples  8 1 

1551  Newcomb  Avenue,  Rm,  103  LINCOLN  HS  Date  Sampled  9/1 8/98 

San  Francisco,  CA  94124  Date  Received  9/1  a /g 8 

Data  Analyzed  9/23/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
ROOM1 

14 

weir 

OB 

2 

1 

Client 
Micro 

SINK  Ft 

ROOM1 

14A 

60355-42 

MJCVT 
02 

NOT  ANALYZED 

Client 

Micro 

Sink  Fi 
BOOM1 

14B 

60355-43 

UJCET 
02 

NOT  ANALYZED 

Client 
Micro 
nooui 

15 

60355-44 

UNSET 
04 

<  1 

1 

Client 

Micro 
sink  k 
nooui 

15A 

60355-45 
u>crr 

04 

NOT  ANALYZED 

Technical  Supervisor 


9/29/98 
Date  Reported 


Analyst: 


PR 


Micro  Analytical  Laboralortee,  Inc.  la  accredited  tor  lead  analytic  In  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  AecroditaUon  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Gmphlte  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Mothods  for  the  Examination  of  Water  and  Wastewater,  16th  edition,  1902,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  bo  reproduced  except  In  fun,  with  the 
approval  ol  Micro  Analytical  Laboratories,  inc.,  and  pertains  only  to  the  samples  analysed.  Unit  explanation:  ppb  ■  parts  par  billion. 


6900  H0LLI6  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


SEP-29-98  TUE  10:56  AM 


FAX  NO. 


P.  11/28 


Page   1  o 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In     6  03  55 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  8 1 

1551  Newcomb  Avenue,  Rm.  103  LINCOLN  HS  DatoSampiod  9/18/98 

San  Francisco,  CA  94124  Dale  Recoived  9M  fi/9B 

Date  Analyzed  9/2 3/9 B 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  FJ 

Room 

15B 

60355-46 

UJCET 
M 

NOT  ANALYZED 

CHont 
Micro 

SINK  Ft 
ROOM1 

1  6 

60355-47 
UJCET 
06 

<  1 

1 

Client 
Micro 

SINK  F/ 
ROOM1 

16A 

60355-48 
UJCET 

NOT  ANALYZED 

Client 
Micro 

SlNKFi 
ROOM1 

16B 

60355-49 

WCET 
Oft 

NOT  ANALYZED 

Client 
Micro 

ROOM1 

17 

60355-50 

UJCET 
SB 

3 

1 

Technical  Supervisor: 


Farid  Rarr^zartt&dtit^M^r^    Data  Reported 


Micro  Analytical  Laboratories,  Inc.  ia  accredited  lor  lead  anaJySrTm  drinking  water  by  the  California  Department  of  Hoahh  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  311  SB  (Standard  Methods  for  tho  Examination  of  Water  and  Wastewater,  16th  edition,  1902,  American  Public  Health 
Association,  American  Wator  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  bo  reproduced  except  In  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  tho  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  MlJon. 


8900  HOLUS  STREET,  SUITE  U,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


SEP-29-98  TUE  10:56  AM 


FAX  NO. 


P.  12/28 


Pago  1 1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  A  A  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311  SB 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LINCOLN  HS 


Micro  Log  In  60355 
Total  Samples  6  1 
Date  Sampled  9/18/98 
Date  Received  9/18/98 
Date  Analyzed  9/23/98 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 
Mtero 

SHUCFJ 
ROOM1 

17A 

60355-51 

nicer 
si 

NOT  ANALYZED 

Client 
Mfcro 

MUCH 

hoomi 

1  8 

60355-52 

wear 

Si 

3 

1 

Client 
Mcro 

SINK  Ft 
BOOM  1 

16A 

60355-53 

wear 

Sf 

NOT  ANALYZED 

Client 
Micro 

SVUC  ft 
ROOM  1 

19 

60358-54 

ujecr 
as 

1 

1 

dent 
Micro 

SINK  Pi 
NOOM1 

ft  A 

80355-55 
UKJET 

m 

NOT  ANALYZED 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  for  teed  analysis  In  drinking  water  by  the  California  Department  of  Hearth  Sarvicos,  Environmental 
Laboratory  Aoeredttaiion  Program  (ELAP),  Certthoate  #1037.  Sample*  are  analyzed  by  Graph ito  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  91138  (Standard  Methods  for  the  examination  of  Water  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association.  American  Water  Works  Association,  Water  Pollution  Control  Pace  ration).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  AnsryUeel  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unil  explanation:  ppb  =  parts  per  billion. 


5900  HOLU6  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


SEP-29-98  TUE  10:57  AN 


FAX  NO. 


P.  13/28 


Page    1  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3 B 


1063  PROJECT:  Micro  Login    6035  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.5.D.  Total  Samples  8 1 

1551  Newcomb  Avenue,  Rm.  103  LINCOLN  HS  Date  sampled  9/18/98 

San  Francisco,  CA    94124  Date  Received  9/18/98 

Date  Analyzed  9/23/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

ITIIVlll 

SINK  ft 
HOOM1 

20 

60355-56 

UJCET 
26 

<  1 

1 

Client 

Micro 

SINKFJ 
BOOM1 

2  OA 

60355-57 

UJCET 
26 

NOT  ANALYZED 

Client 

Micro 

SINK  ft 
ROOM1 

21 

60355-58 
UJCET 

m 

1 

1 

Client 
Micro 

SINK  FJ 
flOOMI 

21A 

60355-59 

UJCET 
25 

NOT  ANALYZED 

Client 
Micro 

SINK  F| 
ROOM1 

22 

60355-60 

UICET 
28 

<  1 

1 

Technical  Supervisor: 


9/29/98  Analyst; 


FR 


Dale  Reported 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysts  in  drinking  water  by  Ihe  CalKomia  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Malhod  3113B  (Standard  Method*  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  lo  the  samples  analyzed.  Unit  explanation:  ppb  ■  pans  per  billion. 


5900  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CAUFORNIA  94608  -  (510)  653-0824 


SEP-29-98  TUE  10:57  AM 


FAX  NO. 


P.  14/2 


Pago  1 3 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  login  60355 

SFUSD  •  Asbestos  Control  Program  S.F.U.S.D.  Total  Sampios  8 1 

1551  Newcomb  Avenue,  Rm.  103  LINCOLN  HS  Date  sampled  9/1 8/98 

San  FranciSCO,  CA   94124  r^B  Received  g/1 8/98 

Date  Analyzed  9/23/98 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Ctont 

22A 

Micro  60355-61 

•INK  FAUCET 
ROOM1M 

NOT  ANALYZED 

Client 

23 

Mtoro  60355-62 

SINK  FAUCET 

ROOM  126  •  NORTH  SINK 

DRINKING  FOUNTAIN 

3 

1 

Client 

23A 

Micro  60355-63 

StiK  FAUCET 

ROOM  12S  •  NORTH  SINK 

DRINKING  FOUNTAIN 

NOT  ANALYZED 

Client 

24 

Micro  60355-64 

DRINKING  FOUNTAIN 
BASEMENT  HALL 

2 

1 

Ctont 

24A 

Micro  60355-65 

DRINKING  FOUNTAIN 
BASEMENT  HALL 

NOT  ANALYZED 

Technical  Supervisor; 


Analyst: 


FR 


Micro  Analytical  Laboratories.  Inc.  Is  accradited  lor  laaaTrafjyeU  In  anhlOho  water  by  the  California  Department  of  Health  Sorvleai,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  CertJNoato  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  wilh  Mathod  3113B  {Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association.  American  Water  Works  Association.  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  wHh  tho 
epproval  of  Micro  Analytical  Laboratories,  Inc.  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  *  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0924 


SEP-29-98  TUE  10:58  AM 


FAX  NO. 


P.  15/28 


Page   1  4 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  60355 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  TotaJ  samples  8 1 

1551  Newcomb  Avenue,  Rm,  103  LINCOLN  HS  Dato  sampled  9/18/98 

San  Francisco,  CA  94124  Data  Receded  9/1  e/9 8 

Dale  Analyzed  9/23/98 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

24B 

Micro  60355-66 

DRINKING  FOUNTAIN 
BASEMENT  HALL 

NOT  ANALYZED 

Client 

25 

Micro  60355-67 

DRMKING  FOUNTAIN 
BLDQ.fi,  BASEMENT- E 

4 

1 

Client 

25A 

Micro  60355-68 

drinking  fountain 
bloc  b.  basement  -  e 

NOT  ANALYZED 

Client 

25B 

Micro  60355-69 

DRINKING  FOUNTAIN 
BLOC  B,  BASEMENT -E 

NOT  ANALYZED 

Client 

26 

Micro  60355-70 

CHUNKING  FOUNTAIN 
BLOQ.  B  -  BASEMENT 

2 

1 

Technical  Supervisor: __d~=nz: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  inc.  is  accradUsd  lor  toad  analysis  jjTclrWdflfl  walor  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1097.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  311  SB  (Standard  Marhods  for  the  Examination  of  Water  end  Wastewater.  18th  edition.  1992,  American  Public  Health 
Association,  American  Watar  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  lo  tho  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-0824 


SEP-29-98  TUE  10:58  AM 


FAX  NO. 


P.  16/2 


Pag*   1  S 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  •  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  LINCOLN  HS 
San  Francisco,  CA  94124 


Detection 

Lead  Concentration  Limit  Comment* 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKM 
BLDai 

26A 

60355-71 

*G  FOUNTAIN 
! -BASEMENT 

MAT  AMAI  V7Pn 

Client 
Micro 

OfUNKU 
BU>ai 

2SB 

60355-72 

1G  FOUNTAIN 
1 -BASEMENT 

NOT  ANALYZED 

Chant 
Mtero 

DRINK) 
WREST 

27 

60355-73 

MB  FOUNTAIN 
UNO  ROOM 

3 

1 

Client 
Micro 

DRINK! 
WREST 

27A 

60355-74 

HG  FOUNTAIN 
LING  ROOM 

NOT  ANALYZED 

Cfont 

Micro 
DM4ra 

WREST 

27B 

60355-75 

MO  FOUNTAIN 
UNQ  ROOM 

NOT  ANALYZED 

Micro  Log  In    603  5  5 
Total  Samples  8 1 
DaloSamplod  0/18/98 
Dale  Received  9/18/98 
Date  Analyzed  9/23/98 


Technical  Supervisor. 


Analyst: 


FR 


Dale  Reported 


Micro  Analytical  Laboratories,  Inc.  Is  acciedifcd  for  Mad  analysis  In  drinking  water  by  Ihe  California  Departmeni  of  Hoatth  Ssrvloes,  EnvironrrMntal 
Laboratory  Accreditation  Program  (CLAP).  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  31138  (Standard  Methods  lor  the  Examination  of  Warsr  and  Wastewater,  16th  edition,  1092,  American  Public  Health 
Association,  American  Water  Works  Association,  Waier  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  inc.,  and  partains  onry  to  the  samplaa  analyzed.  Unit  explanation:  ppb  =  perls  per  billion. 


5900  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  658-0824 


SEP-29-98  TUE  10:59  AM 


FAX  NO. 


P.  17/28 


Pag*    1  6 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1 063  PROJECT:  Micro  Log  In    6  0  3  5  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  8 1 

1551  Newcomb  Avenue,  Rm.  103  LINCOLN  HS  Daw  Sampled  9/1  a/ 9 8 

San  Francisco,  CA   94124  Date  Received  9/1  6/98 

Date  Analyzed  9/23/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  ft 
BOOMS 

26 

60355-76 

uicer 
as 

3 

1 

Client 
Micro 

SINK  F/ 
ROOM  7 

26A 

60355-77 
kUCET 

as 

NOT  ANALYZED 

Client 
Micro 

SINK  Ff 
ROOMS 

28B 

60355-78 
IUCET 

m 

NOT  ANALYZED 

Client 
Micro 

SINK  Pi 
ROOM1 

29 

60355-79 

LUCET 
21A 

2 

1 

Client 
Micro 

SINK  ft 
ROOM1 

29A 

60355-80 

IUCET 
2tA 

NOT  ANALYZED 

Technical  Supervisor. 


Farid  RanWanzaoebJDWL        Date  Reported 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  for  tawTBTHlyflBinftfnlunfl  water  by  the  California  Department  of  Health  Service*,  Environmental 
Laboratory  Accreditation  program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  S113B  (Standard  Method*  (or  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Haallh 
Association,  American  Water  Works  Association,  Walor  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories.  Inc.,  and  pertams  onjy  10  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-0624 


SEP-29-98  TUE  10:59  AM 


FAX  NO. 


P.  18/2! 


Page  W 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LINCOLN  HS 


Micro  Log  In  60355 
Total  Samples  8  1 
Data  Sampled  9/16/9  6 
Date  Received  9/18/98 
Dale  Analyzed  9/23/98 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Detection 
Limit 
(Ppb) 

Comment* 

Client 

29B 

Micro  60355-81 

SINK  FAUCET 
ROOtM  MA 

NOT  ANALYZED 

._ 

Technical  Supervisor. 


Farid  Rsrn^anztoeR'tvLS.        Data  Reported 


Micro  Analytical  Laboratories,  inc.  It  eccredited  for  lead  anaiyetafrdoDSing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037,  Samples  are  analyzed  by  Graphilo  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3118B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  16th  edition,  1962,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  ol  Micro  Analytical  Laboratories,  inc.,  and  pertains  onry  to  the  samples  analyzed.  Unfl  explanation:  ppb  *  parts  per  billion. 


S900  HOLLI8  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


'NOV.  10.  1997  5:24PM 


iuoia 


ft\  Seqi 
~  Analytical 


NO.  8304     F.  2/4 


680  Chesapeake  Drive  Redwood  City,  CA  94063      (650)364-9600         FAX  (650)  364-9233 

404  N.  Wijrt  Lane  Wifnut  Creek,  CA  94598       (5t0)  988-9600         FAX  (510)  988-9673 

819  Striker  Avenue,  Suite  B    Sacramento,  CA  95834         (916)  921-9600         FAX  (916)  921-0100 


HsimiutJSS^siiimniiiiH^ 

irtT.__'.i._  njj_!.._.   inn  Ilm  ""I11"   iim  1  ■  mill    Hm    _    


I SFUSD 
Jfl  15^1  NewcombAve.,  Rm.  103 
I  San  Francisco,  CA  94124 


Client  Proj.  ID:  Log  Cabin  Ranch 
LabProj.  ID:  97112B2 


 ..„,--— r:i.1Ullii;-:.     lIMIllL-  nil' 

Sampled:  11/07/97  g 
Received:  11/07/97  l 
Analyzed:  see  below  ^ 


?i  Attention:     Bnjce  Giannini  - 


Reported:  1 1  /10/97  i 

w — wiHir.isL—ssatBfe^isjidiiMii.  a 


An. 


a^yte 


LABORATORY  ANALYSIS 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


LabKlO:  9711282-01 
Sample  Desc :  LIQUID,  1 

Lead 


mg/L 


11/10/97 


0.0050 


N.D. 


Lab  No:  9711282-02 
Sample  Desc :  LIQU1D,2 

Lead 


Labljjo:  9711282*03 
Sample  Desc :  UQUID,3 


Lead 


mg/L 


11/10/97 


0.0O50 


N.D. 


mg/L 


11/10/97 


0.0050 


N.D, 


Lab  Mo:  9711282-04 
Sarnie  Desc  :  LIQUID, 4 

Lead 


mg/L 


11/10/97 


0.0050 


N.D. 


Lab  No:  9711282-05 

Sample  Desc :  LIQUID.S 

j 

i  Lead 


mg/L 


11/10/97 


0.0050 


N.D. 


Lab  No:  9711282-06 
Sample  Desc :  LIQUID.6 

Lead 


mg/L 


11/10/97 


0.0050 


N.D. 


Lab  Nb: 


9711282-07 


Sample  Desc :  LIQUID,? 
i  Lead 


mg/L 


11/10/97 


0.0050 


N.D. 


AnaJytee  reported  as  N.D,  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Page: 


11/10/97    16:23         TX/RX  NO. 0814 


■NOV.  10.  1997   5: 25FM 


Sequoia 
~  Analytical 


"NO.  8304     P.  3/4" 


6*0  Chnapukc  Drive  Redwood  City.  CA  94063      (6S0)  364  9600         FAX  (650)  364.9233 

404  N.  Wlfct  Linr  MCftlnwi  Cmh,  CA  94596       (510)  988-9600         FAX  (5l0)  988*9673 

>)9  Striker  Avenue.  Suite  I    Sacramento,  CA  958)4         (916)  931-9600         FAX  (9l6)  921-0100 


S  SFUSD  Client  Proj.  ID:    Log  Cabin  Ranch  Sampled:  11/07/97  | 

I  1551  Newcomb  Ave  ,  Rm.  103  Received:  1 1 /07/97  B 

|  Sarj  Francisco.  CA  94124  Lab  Prof.  ID:  9711282  Analyzed:  see  below  1 

m  SI 

r  Attention:  Bruce  Giannini      Reported:  11/10/97  ill 


LABORATORY  ANALYSIS 


Ana'fyte 

i 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No;  9711282-08 
Sample  Desc  :  LIQUID, 8 

I 

Lead 

mg/L 

11/10/97 

0.0050 

0.024 

Lab  (to:  9711282-09 
Sample  Desc :  UQUID.S-Duplicate 

Lead 

mg/L 

11/10/07 

0.0050 

0.025 

Lab  No:  9711282-10 
Sample  Desc  :  LIQUID,  9-Blank 

i 

Lead 

i 

mg/L 

11/10/97 

0.0050 

N.D. 

AnaJytes  reported  as  N.D.  wore  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  ELAP#12io 


Sheila  FWnn 
Project  Manai 


Page: 


11/10/97  16:23 


TX/RX  NO. 0814         P. 003 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LONGFELLOW  ES 


Micro  Log  In    4  7  7  41 
Total  Samples  1  2 
Date  Sampled   8/2  2/9  7 
Date  Received  8/25/9  7 
Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
1STLE\ 
FIRST  C 

1 

47741-01 

UJCET 

/EL  KITCHEN 

)RAW 

1.5 

1.0 

Client 
Micro 

DRINKII 
1ST  LEV 
FIRST  C 

2 

47741-02 

VG  FOUNTAIN 
'EL  HALL 
IRAW 

<        1  .0 

1.0 

Client 
Micro 

ORINKII 
1ST  LEV 
FIRST  C 

3 

47741-03 

MG  FOUNTAIN 
EL  HALL 
•RAW 

1.9 

1.0 

Client 
Micro 

ORINKII 
2ND  LE" 
FIRST  C 

4 

47741-04 

YG  FOUNTAIN 
/EL  HALL 
IRAW 

<  1.0 

1.0 

Client 
Micro 

DRINKII 
2ND  LE1 
FIRST  C 

5 

47741-05 

YG  FOUNTAIN 
/EL  HALL 
IRAW 

1.2 

1.0 

Technical  Supervisor: 


Analyst: 


AL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47741 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  LONGFELLOW  ES  DateSampied  8/22/97 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  9/1/97 


Detection 


Client  Sample  ID 

Lead  Concentration 

IDDb) 

Limit 
(PPb) 

Comments 

Client 

6 

Micro 

47741-06 

1 .6 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  LEVEL  HALL 
FIRST  DRAW 

Client 

7 

Micro 

47741-07 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
PLAY  YARD 
FIRST  DRAW 

3.5 

Client 

8 

Micro 

47741-08 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
PLAY  YARD 
FIRST  DRAW 

<      1 .0 

Client 

9 

Micro 

47741-9 

1.0 

DRINKING  FOUNTAIN 

1ST  LEVEL  CLASSROOM  #11 

FIRST  DRAW 

2.1 

Client 

1  0 

Micro 

47741-10 

1.0 

DRINKING  FOUNTAIN 

1ST  LEVEL  CLASSROOM  #109 

1.2 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacTBflalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7741 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  LONGFELLOW  ES  Date  Sampled  8/22/97 

San  Francisco,  CA    94124  Date  Received  8/25/9  7 

Date  Analyzed  9/1/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

BLANK 

B 

47741-11 

<      1 .0 

1.0 

Client 
Micro 

SPIKED 

1  1 

47741-12 

57.6 

2.2 

Analyst:   £L  

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea&-eoalysis  irTdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


Technical  Supervisor: 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063                                                                   PROJECT:  Micro  Log  In  48769 

SFUSD  -  Asbestos  Control  Program                   S.F.U.S.D.  Total  samples  1  6 

1551  Newcomb  Avenue,  Rm.  103  LOWELL  HIGH  SCHOOL  Date  Sampled  9/22/97 

San  Francisco,  CA   94124  _       ^  nlnnln^ 

'  Date  Received  9/23/97 

Date  Analyzed  9/23/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

697-1 

Micro 

48769-01 

1.0 

DRINKING  FOUNTAIN 

CORRIDOR  C90B  ADJACENT  TO  ROOM  129 
FIRST  DRAW 

C  ft 

Client 

697-2 

Micro  48769-02 

DRINKING  FOUNTAIN 

CORRIDOR  C92  ADJACENT  TO  ROOM  112A 

FIRST  DRAW 

<  1.0 

1.0 

Client 

697-3 

Micro  48769-03 

DRINKING  FOUNTAIN 

CORRIDOR  C90C  ADJACENT  TO  ROOM  142 

FIRST  DRAW 

12.9 

1.0 

Client 

697-4 

Micro 

48769-04 

1.4 

1.0 

DRINKING  FOUNTAIN 

CORRIDOR  C90A  ADJACENT  TO  ROOM  251 

FIRST  DRAW 

Client 

697-5 

Micro 

48769-05 

1.0 

DRINKING  FOUNTAIN 

CORRIDOR  C90E  ADJACENT  TO  ROOM  771 

FIRST  DRAW 

3.1 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  l&ad  analysis  inoTfnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #T037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  LOWELL  HIGH  SCHOOL 
San  Francisco,  CA  94124 


Micro  Log  In    4  8  7  6  9 
Total  Samples  1  6 
Date  Sampled  9/22/97 
Date  Received  9/23/97 
Date  Analyzed  9/23/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

697-6 

1.6 

1.0 

Micro  48769-06 

DRINKING  FOUNTAIN 

CORRIDOR  C90  ADJACENT  TO  ROOM  T69 

FIRST  DRAW 

Client 

697-7 

<  1.0 

1.0 

Micro  48769-07 

DRINKING  FOUNTAIN 

CORRIDOR  C91  ADJACENT  TO  ROOM  J213 

FIRST  DRAW 

Client 

697-8 

1  .4 

1.0 

Micro  48769-08 

DRINKING  FOUNTAIN 

CORRIDOR  C90  ADJACENT  TO  ROOM  172 

FIRST  DRAW 

Client 

697-9 

2.4 

1.0 

Micro  48769-09 

DRINKING  FOUNTAIN 

CORRIDOR  C90  ADJACENT  TO  ROOM  339 

FIRST  DRAW 

Client 

697-10 

<  1.0 

1.0 

Micro  48769-10 

DRINKING  FOUNTAIN 

CORRIDOR  C90  ADJACENT  TO  ROOM  763 

FIRST  DRAW 

Technical  Supervisor 


:3& 


/23/91 


Analyst: 


FR 


Farid  Rai 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadana^sisjn_g>inking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #T037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
LOWELL  HIGH  SCHOOL 


Micro  Log  In    4  87  6  9 
Total  Samples  1  6 
Date  Sampled  9/22/97 
Date  Received  9/23/97 
Date  Analyzed  9/23/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

697-1  1 

Micro 

48769-1 1 

3.9 

1.0 

DRINKING  FOUNTAIN 

ROOM  OSS  CAFETERIA  ADJACENT 

TO  ROOM  046 

FIRST  DRAW 

Client 

697-12 

Micro 

48769-12 

1.0 

DRINKING  FOUNTAIN 

CORRIDOR  C90A  ADJACENT  TO  ROOM  045 

FIRST  DRAW 

2.6 

Client 

697-13 

Micro 

48769-13 

<      1 .0 

1.0 

DRINKING  FOUNTAIN 

CORRIDOR  C90A  ADJACENT  TO  ROOM  041 

FIRST  DRAW 

Client 

697-14 

Micro 

48769-14 

4.1 

1.0 

DRINKING  FOUNTAIN 

ROOM  033  GIRLS  LOCKER  ROOM 

DRINKING  FOUNTAIN 

FIRST  DRAW 

Client 

697-15 

Micro  48769-15 

SPIKE  •97-W00774-12 
SPIKED 

21.7 

1.0 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories.  Inc.  is  accredited  for  lead  analys&sculridking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate»t037r-^Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  876  9 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  6 

1551  Newcomb  Avenue,  Rm.  103  LOWELL  HIGH  SCHOOL  DateSampied  9/22/97 

San  FranciSCO,  CA    94124  Date  Received  9/2 3/9 7 

Date  Analyzed  9/2  3/9  7 


Detection 


Lead  Concentration 

Limit 

Comments 

Client  Sample  ID 

(ppb) 

(ppb) 

Client 

697-16 

Micro 

48769-16 

BLANK 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  anklysfrin-dVinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate>te57.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


AUG.  29.  1997  4:50PM  NO.  5401     F.  24/39 

Analytical 


SPGUOIS  6*0  Chcsipeake  Drr»e  Redwood  Oty,  CA  SM063       (  650)364-9600         FAX  (650)  364-933) 

M  404  N.  Wlact  Lane  Walnut  Geek.  CA  94599      (510)  9M-96O0         FAX  (510)  9W-9675 

f  19  Striker  Avenue,  Suite  I    SKnmento.  CA  959*4         (»i6)  >3  1-9600         FAX  (9i6)  9JI-OI00 


 jess 

e  SFUSD 


|  1551  Newcomb  Ave..  Rm.  103 
S  San  Francisco,  CA  94124 

■ 

Attention:     Bruce  Giannini 


^?Sffiffl8(llllElllliiiiiiiiiiiiiii(iiiMHPiiMiiiiiiiiiiiiij  rn  

Qient  Proj.  ID:     Mahler  CC 


Lab  Pro).  ID:  9706C09 


Sampled:  08/24/97  1 
Received:  08/25/97  1 
Analyzed:  see  below  § 

Reported:  08/28/97 
UllllMBKllWraill 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No;  9708C09-Q1 
Sample  Desc  :  UQUID.Mahler  1 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708C09-02 

Sample  Desc :  UQUID,Mahler  i  Duplicate 

N.D.  * 

Lead 

mg/L 

08/28/97 

0.0050 

Lab  No:  9708C09-03 
Sample  Desc :  UQUID,Mahler  2 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708C09-04 
Sample  Desc  :  LIQUID, MaWer  3 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708C09-05 

Sample  Desc :  LIQUID,  Mahler  Blank 

Lead 

mg/L 

08/28/97 

0.0050 

N.D.  h 

AneJytee  reported  ae  N.D.  wore  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL     ELAP  #1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/29/97    17:44         TX/RX  NO. 9320         P. 024 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MALCOLM  X  ACADEMY 


Micro  Log  In    4  7  6  0  7 
Total  Samples  9 
Date  Sampled  8/16/97 
Date  Received  8/21/97 
Date  Analyzed  8/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

vrr  / 

Comments 

Client 

830-1 

Micro 

47607-01 

1.0 

DRINKING  FOUNTAIN 

C-90  -  BASEMENT  OUTSIDE  005 

FIRST  DRAW 

1 .7 

Client 

830-2 

Micro  47607-02 

SINK  FAUCET 

ROOM  004  •  KITCHEN  SINK  (SOUTH) 
FIRST  DRAW 

7.0 

1.0 

Client 

830-3 

Micro  47607-03 

SINK  FAUCET 

ROOM  004  -  KITCHEN  SINK  (NORTH) 
FIRST  DRAW 

13.7 

1.0 

Client 

830-4 

Micro 

47607-04 

2.8 

1.0 

DRINKING  FOUNTAIN 

C-90  •  BASEMENT  OUTSIDE  ROOM  014 

FIRST  DRAW 

Client 

830-5 

Micro 

47607-05 

1 .5 

1.0 

DRINKING  FOUNTAIN 

C-90  -  FIRST  FLOOR  OUTSIDE  ROOM  109 

FIRST  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis~trrQrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MALCOLM  X  ACADEMY 


Micro  Log  In    47  6  0  7 
Total  Samples  9 
Date  Sampled  8/16/97 
Date  Received  8/21/97 
Date  Analyzed  8/25/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

830-6 

<      1 .0 

1.0 

Micro  47607-06 

DRINKING  FOUNTAIN 

C-90  •  FIRST  FLOOR  OUTSIDE  ROOM  103 

FIRST  DRAW 

Client 

830-7 

1.6 

1.0 

Micro  47607-07 

MULTIPLE  DRINKING  FOUNTAIN 

OUTSIDE  IN  PLAYGROUND  0  ONE  DRINKING 

FOUNTAIN  /  ONE  FOUNTAIN 

NON-OPERATIONAL 

FIRST  DRAW 

Client 

830-8 

8.5 

1.0 

Micro  47607-08 

MULTIPLE  DRINKING  FOUNTAIN 
C-92  -  OUTSIDE  204  0  ONE  DRINKING 
FOUNTAIN  (3  TAPS) 
FIRST  DRAW 

Client 

830-9 

<  1.0 

1.0 

Micro 

BLANK 

47607-09 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5  076  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  4 

1551  Newcomb  Avenue,  Rm.  103  MALCOLM  X  DateSampied  11/12/97 

San  FranciSCO,  CA    94124  *£-2Z^b  Date  Received  1  1  /1 8/97 

Date  Analyzed  1  1/19/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

830-3A 

Micro 

50765-01 

2.1 

1.0 

SINK  FAUCET  -  ROOM  004 
KTTCHENSINK  FAUCET 
1ST  DRAW 

Client 

830-3B 

Micro 

50765-02 

1.8 

1.0 

SINK  FAUCET  -  ROOM  004 
KITCHENSINK  FAUCET 
2ND  DRAW 

Client 

830-3C 

Micro 

50765-03 

3.8 

1.0 

SINK  FAUCET  •  ROOM  004 
KITCHENSINK  FAUCET 
3RD  DRAW 

Client 

830-BLANK 

Micro 

BLANK 

50765-04 

<      1 .0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  irr-dririking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  HORACE  MANN 
San  Francisco,  CA  94124 


Micro  Log  In    4  8  52  0 
Total  Samples  1  3 
Date  Sampled  9/15/97 
Date  Received  9/15/97 
Date  Analyzed  9/16/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

618-1 

1  .2 

1.0 

Micro  48520-01 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  AT  MAIN  ENTRANCE 
OF  FACILITY 
FIRST  DRAW 

Client 

618-2 

1.1 

1.0 

Micro  48520-02 
DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  ADJACENT  TO  ROOM 
102 

IN  CORRIDOR  C90 
FIRST  DRAW 

Client 

618-3 

1.3 

1.0 

Micro  48520-03 
DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  ADJACENT  TO  ROOM 
114 

IN  CORRIDOR  C90 
FIRST  DRAW 

Client 

618-4 

<       1  .0 

1.0 

Micro  48520-04 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  LOCATED  IN 

CORRIDOR 

C92  2ND  FOUNTAIN  FROM  LEFT 
FIRST  DRAW 

Client 

618-5 

<  1.0 

1.0 

Micro  48520-05 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  LOCATED  ADJACENT 
TO 

ROOM  152  IN  CORRIDOR  C95 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  (or  leacTanalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    485  2  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  HORACE  MANN  Date  Sampled  9/15/97 

San  FranciSCO,  CA    94124  Date  Received  9/15/97 

Date  Analyzed  9/16/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


618-6 


Micro  48520-06 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  LOCATED  ADJACENT 
TO  ROOM  152  IN  CORRIDOR  C92 
FIRST  DRAW 


1.0 


1.0 


Client 


618-7 


Micro  48520-07 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  LOCATED  IN 

CORRIDOR 

C95  ADJACENT  TO  ROOM  251 
FIRST  DRAW 


1.0 


1.0 


Client 


618-8 


Micro  48520-08 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  IN  C95  ADJACENT  TO 
ROOM  251 
FIRST  DRAW 


1.0 


1.0 


Client 


618-9 


Micro  48520-09 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  IN  CORRIDOR  C90 

ADJACENT  TO  ROOM  202 

FIRST  DRAW 


1.0 


1.0 


Client 


618-10 


Micro  48520-10 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  LOCATED  IN 

CORRIDOR 

C90  ADJACENT  TO  ROOM  202 
FIRST  DRAW 


1.0 


1.0 


Technical  Supervisor: 


3  9/16/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  le^Cr-analysisHn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


3 


1063  PROJECT:  Micro  Log  In    485  2  0 

SFUSD  -  Asbestos  Control  Program                    S.F.U.S.D.                           Total  Samples  1  3 
1551  Newcomb  Avenue,  Rm.  103                    HORACE  MANN                        DateSampied  9/15/97 
San  Francisco,  CA  94124  _  .  D  .  . 

Date  Received  9/15/97 
Date  Analyzed  9/16/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

618-1 1 

Micro  48520-11 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  LOCATED  IN 

CORRIDOR 

C90  ADJACENT  TO  ROOM  302 
FIRST  DRAW 

<  1.0 

1.0 

Client 

618-12 

Micro  48520-12 

SAMPLE  M7-W0O-794-2 
SPIKED 

20.9 

1.0 

Client 

618-13 

Micro 

BLANK 

48520-13 

<  1.0 

1.0 

Technical  Rupprvisnr  jjj^ — v^^^^— ^  9/16/97   Analyst:  

Farid  RirjQeMh^ade^^.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MARINA  JH 


Micro  Log  In    4  7  7  44 
Total  Samples  2  0 
Date  Sampled   8/2  3/9  7 
Date  Received  8/25/97 
Date  Analyzed  8/30/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

1 

Micro 

BLANK 

47744-01 

<       1  .0 

1.0 

Client 

2 

Micro  47744-02 

DRINKING  FOUNTAIN 

FIRST  FLOOR  OUTSIDE  ROOM  104 

FIRST  DRAW 

2.4 

1.0 

Client 

3 

Micro  47744-03 
SINK  FAUCET 

FIRST  FLOOR  -  ROOM  104  •  COOKING  ROOM 
FIRST  DRAW 

1.8 

1.0 

Client 

4 

Micro  47744-04 
SINK  FAUCET 

FIRST  FLOOR  -  ROOM  104  -  COOKING  ROOM 
FIRST  DRAW 

1.9 

1.0 

Client 

5 

Micro  47744-05 
SINK  FAUCET 

FIRST  FLOOR  -  ROOM  104  -  COOKING  ROOM 
FIRST  DRAW 

4.4 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In  47744 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  20 

1551  Newcomb  Avenue,  Rm.  103  MARINA  JH  DateSampied  8/23/97 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/30/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

6 

Micro  47744-06 

SINK  FAUCET 

FIRST  FLOOR  •  ROOM  104  -  COOKING  ROOM 
FIRST  DRAW 

1.5 

1.0 

Client 

7 

Micro  47744-07 
SINK  FAUCET 

FIRST  FLOOR  •  ROOM  104  -  COOKING  ROOM 
FIRST  DRAW 

2.4 

1.0 

Client 

8 

Micro  47744-08 

SINK  FAUCET 

FIRST  FLOOR  -  ROOM  104  -  COOKING  ROOM 
FIRST  DRAW 

<  1.0 

1.0 

Client 

9 

Micro 

47744-09 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  OUTSIDE  ROOM  150 

FIRST  DRAW 

6.5 

Client 

1  0 

Micro 

47744-10 

2.1 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  OUTSIDE  OF  BUILDING 

OUTSIDE  RM.150 

FIRST  DRAW 

Technical  Supervisor  -7-^  -^9/7/97   Analyst:   *k  

Farid  Rarnezanz^deh^M^. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-ana)ysis~1rT  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In     5  0653 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  SUNSET  ES  Date  sampled  11/12/97 

San  FranciSCO,  CA    94124  Date  Received  1 1  / 1  4/9  7 

Date  Analyzed  11/14/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

7C 

Micro 

53653-06 

1.0 

DRINKING  FOUNTAIN 
ROOM  005  -  EAST  WALL 
BLANK 

9.4 

Client 

1  OA 

Micro 

53653-07 

13.4 

1.0 

DRINKING  FOUNTAIN 
ROOM  001  -  WEST  HALL 
BLANK 

Client 

1  0B 

Micro 

53653-08 

14.0 

1.0 

DRINKING  FOUNTAIN 
ROOM  001  -  WEST  HALL 
BLANK 

Client 

1  0C 

Micro 

53653-09 

8.6 

1.0 

DRINKING  FOUNTAIN 
ROOM  001  -  WEST  HALL 
BLANK 

Client 

11  A 

Micro 

53653-10 

1.0 

MUTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  BY  SAND  BOX  NEXT 
BLANK 

3.6 

Technical  Supervisor: 


'4/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^anafteisOn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samplea_ajB  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    50  6  53 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  SUNSET  ES  DateSampied  11/12/97 

San  Francisco,  CA   94124  n  .  _    .  . 

Date  Received  1  1/14/97 
Date  Analyzed  11/14/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

MUTIPL 
OUTSID 
BLANK 

1  1  B 

53653-11 

E  DRINKING  FOUNTAIN 
E  BY  SAND  BOX  NEXT 

2.4 

1.0 

Client 
Micro 

MUTIPL 
OUTSID 
BLANK 

1  1  C 

53653-12 

E  DRINKING  FOUNTAIN 
E  BY  SAND  BOX  NEXT 

12.2 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Ifcad-flhalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association.  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8  024 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  7 

1551  Newcomb  Avenue,  Rm.  103  SUNSHINE  HS  Date  Sampled  8/26/97 

San  Francisco,  CA    94124  Date  Received  8/30/97 

Date  Analyzed  8/30/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1 

6.6 

1.0 

Micro  48024-01 

SINK  FAUCET 

KITCHEN  -  1ST  FLOOR  NORTH 
FIRST  DRAW 

Client 

2 

3.3 

1.0 

Micro  48024-02 

SINK  FAUCET 
KITCHEN  -  ROOM  4 
FIRST  DRAW 

Client 

3 

<      1 .0 

1.0 

Micro  48024-03 
FIELD  BLANK 

Client 

4 

1 .7 

1.0 

Micro  48024-04 

SINK  FAUCET 
ROOM  15  "POOL' 
FIRST  DRAW 

Client 

5 

5.0 

1.0 

Micro  48024-05 
SINK  FAUCET 

KITCHEN  OF  SEWING  ROOM 
N.W  CORNER  -  1ST  FLOOR 
FIRST  DRAW 

Technical  Supervisor:     *l  h. i  '  ^      ^ /6/sl  Analyst:  

Farid  RamezanzadehrM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in-drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SUNSHINE  HS 


Micro  Log  In    4  8  02  4 
Total  Samples  7 
Date  Sampled  8/26/97 
Date  Received  8/30/9  7 
Date  Analyzed  8/30/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
2ND  FL 
FIRST  [ 

6 

48024-06 

•JG  FOUNTAIN 

DOR  HALL  S.W  CORNER 

>RAW 

3.1 

1.0 

Client 
Micro 

WATER 
2ND  FL( 
FIRST  C 

7 

48024-07 

-COOLED  DRINKING  FOUNTAIN 
DOR  HALL  N.E  CORNER 
)RAW 

1.6 

1.0 

Technical  Supervisor:      I  t-^  9/8/97   Analyst:  

Farid  Ramezarrzadeh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead 'analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  7744 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  20 

1551  Newcomb  Avenue,  Rm.  103  MARINA  JH  Date  sampled  8/23/97 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/30/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
THIRD  f 
FIRST  t 

1  1 

47744-1 1 

MG  FOUNTAIN 

LOOR  OUTSIDE  ROOM  306 

>RAW 

2.7 

1.0 

Client 
Micro 

DRINKI 
SECON 
FIRST  C 

1  3 

47744-12 
MG  FOUNTAIN 

0  FLOOR  OUTSIDE  ROOM  213 
)RAW 

3.0 

1.0 

Client 
Micro 

DRINKI 
SECON 
FIRST  C 

1  4 

47744-13 
MG  FOUNTAIN 

D  FLOOR  OUTSIDE  ROOM  208 
)RAW 

2.9 

1.0 

Client 
Micro 

DRINKI 
SECON 
FIRST  C 

1  5 

47744-14 
MG  FOUNTAIN 

0  FLOOR  OUTSIDE  ROOM  217 
)RAW 

1  0.3 

1.0 

Client 
Micro 

DRINKI 
SECON 
FIRST  C 

1  6 

47744-15 

MG  FOUNTAIN 

D  FLOOR  INSIDE  ROOM  03B 

)RAW 

8.6 

1.0 

Technical  Supervisor: 


Analyst: 


AL 


Farid  Rame2 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacfanalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  31136  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47744 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  20 

1551  Newcomb  Avenue,  Rm.  103  MARINA  JH  Date  Sampled  8/23/97 

San  Francisco,  CA  94124  _  .  _ 

'  Date  Received  8/25/97 

Date  Analyzed  8/30/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
IPPD) 

Limit 

fnnM 

Comments 

Client 

1  7 

Micro  47744-16 

DRINKING  FOUNTAIN 
FIRST  FLOOR  ROOM  036 
FIRST  DRAW 

12.7 

1.0 

Client 

1  8 

Micro 

47744-17 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
FIRST  FLOOR  OUTSIDE  OF  BLDG. 
ROOM  980 
FIRST  DRAW 

2.0 

Client 

1  9 

Micro 

47744-18 

1.5 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  OUTSIDE  ROOM  117 

FIRST  DRAW 

Client 

20 

Micro 

47744-19 

1.8 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  INSIDE  ROOM  01B 

FIRST  DRAW 

Client 

21 

Micro 

47744-20 

16.0 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  OUTSIDE  OF  ROOM  002 

FIRST  DRAW 

Farid  Rairt^^ttgMhTMtS. 


Technical  Supervisor:    ^Lirf  \t^~^,£^x         9/6/97   Analyst:   £L 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49188 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  4 

1551  Newcomb  Avenue,  Rm.  103  MARINA  JH  Date  Sampled  10/2/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/3/97 

Date  Analyzed  10/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

ORINKI 
RRSTF 
RRSTI 

17A 

49188-01 

NG  FOUNTAIN 
LOOR,  ROOM  03G 
)RAW 

<  1.0 

1.0 

Client 
Micro 

DRINKI 
RRSTF 
FIRST  C 

17B 

49188-01 

MG  FOUNTAIN 
LOOR,  ROOM  03G 
>RAW 

<  1.0 

1.0 

Client 
Micro 

DRINKII 
RRSTF 
FIRST  C 

17C 

49188-01 

<iG  FOUNTAIN 
LOOR,  ROOM  03G 
)RAW 

<  1.0 

1.0 

Client 
Micro 

BLANK 

BLANK 

49188-01 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaaanalysis5  in  drinETng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


ADC.  29.  199"  t:43PM  RO.  5401    F.  2/33 

Analytical 


Conimin  680  Chrt*pe*ke  CMvt  Redwood  City.  CA  94063      (650)  J64-9600         FAX  (650)  364-9213 

OtT^lUJlCl  404  M  Vtget  Lane  WiliuM  Creek.  CA  94598       (SlO)  988-9600         FAX  (510)  988.9673 

119  Striker  A»enuc.  Suite  8    Sjcnmtnto,  CA  95134         (916)  9219600         FAX  (9 1 6)  92 l-Ol 00 


g  SFUSD 

£  1551  Newcomb  Ave.,  Rm.  103 
i  San  Francisco,  CA  94124  Lab  Pro].  ID:  9706O25 


■Bp  HH  muijuit 

Client  Proj  ID:     Marshall  Elementary 


I  Attention:     Bruce  Gianrwni 

Uj->>  mrtiranmnn   ir*r— i—i— 


nmiiuinuMw 


■MMnWIUUItttt 


Sampled:  08/23/97 

Received:  08/25/97  ! 

Analyzed:  see  below  | 

Reported:  08/29/97  I 


LABORATORY  ANALYSIS 


Anah/te 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708D25O1 
Sample  Desc  :  UOUID.Marshall  1 

Lead 


mg/L 


OB/28/97 


0.0050 


0.0052 


Lab  No:  9708025-02 

Sample  Desc .  LIQUID, Marshall  1  Duplicate 

Lead 


mg/L 


08/28/97 


0.0050 


N.D. 


Lab  No:  9708D25-03 
Sample  Desc  :  UOUID.Marshall  2 

Lead 


mg/L 


08/28/97 


0.0050 


N.D. 


Lab  No:  9708D25-04 

Sample  Desc :  UOUID.Marshall  2  Duplicate 

Lead 


mg/L 


08/28/97 


0.0050 


N.D. 


Lab  No:  9708D25-05 
Sample  Desc  :  L,QUID,Marshall  3 

Lead 


mg/L 


08/28/97 


0.0050 


N.D. 


Lab  No:  9708D25-06 
Sample  Desc :  UQUID.Marshall  4 

Lead 


mg/L 


08/28/97 


00050 


0.0072 


Lab  No:  9708D25-07 
Samp)©  Desc  :  UOUID.Marshall  5 


Lead 


mg/L 


OB/28/97 


0.0050 


N.D. 


Anaiytes  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection 


08/29/97  17:44 


TX/RX  NO. 9320         P. 002 


AUG.  29.  1997   4:43PM  NO.  5401  F. 

Sequoia 


Analytical 


680  Ch*»f*»ke  Drive  Redv.-ood  Qvy.  CA  94063      (650)  364.960©         FAX  (650)  364-9213 

404  N  Wig«t  Line  Walnut  Geek,  CA  94598       (510)  988'9$O0         FAX  (510)  988-9673 

819  Striker  Avcm«,  Suite  8    Sicramcrrto,  CA  95834         (916)911-9600         FAX  (9J6)  911-0)00 


nut-? 
UWIIIIIIIf 


iniHiiuiiuiimip 


£ SFUSD 
1 1551  NewcombAve.,  Rm.  103 
jG  San  Francisco,  CA  94124 

in 

Attention:  Bruce  Glanninj 


IH!!"!1' 


hum:: 


r:.?.^»^g^SiSSftlllllllliniiMiliuiMilHW'"T'ii-rM.-r..-. 

Client  ProJ.  ID:  Marshall  Elementary 
Lab  Proj.  ID:  9708D25 

**mssssgmffim 


raaaammmnrciiiPiun 


 JHUII1IHW  

Sampled:  08/23/97  jg 

Received:  08/25/97  » 

Analyzed:  see  below  n! 

Reported:  08/29/97 

;^i:i:liiasalHTtartrt«WHmilMllM 

  —     — tliHiHiUuUI 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Umtt 


Sample 
Results 


Lab  No:  9708D25-08 
Sample  Desc  :  LIQUID, Marshall  6 

mn/I 

08/28/97 

0  0050 

N.D. 

Lab  No*  97D8D25-09 
Sample  Desc :  LIQUID, Marshall  7 

Lead 

mg/L 

08/28/97 

0.0050 

0.0076 

Lab  No:  9708D25-10 
Sample  Desc :  UQUID,Marshall  8 

Lead 

mg/L 

08/28/97 

0.0050 

0.0093 

Lab  No:  9708025-11 
Sample  Desc :  UQUlD,Marshall  9 

Lead 

mg/L 

08/28/97 

0  0050 

N.D. 

Lab  No:  9708D25-12 
Sample  Desc :  UQUID,Mar$hall  10 

Lead 

mg/L 

08/28/97 

00050 

N.D. 

Lab  No:  9708D25-13 
Sample  Desc :  LIQUID, Marshall  11 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  970BD25-14 
Sample  Desc :  UQUID,Mar$hall  12 

Lead 

mg/L 

08/28/97 

0.0050 

0  0082 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  *  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/29/97  17:44 


TX/RX  NO. 9320         P. 003 


a::.  29.  1997   4 : 43FM  NC.  5401     P.  4/39 

1irna  680  Chcwpe»ke  Dfiv«  Redwood  City,  CA  HOC 3  (650)  464-9600         FAX  (650)  164-92J1 

UU1<*  404  N.  Mt'i^ei  Lint  Walnut  Creek,  CA  94599  (510)  9*8-9600         FAX  (510)  988-9673 

819  Striker  Avenue  Su.w  *  Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  921-0100 


CX±  Seq 

Analytical 


*^^ltBlBiTOff(UiibiuiUiiJiiULiiiiiui*i« 

I SFUSD 

1 1551  Newcomb  Ave.,  Rm.  103 
S  San  Francisco.  CA  94124 
I 

5  Attention:     Bruce  Giannini 

?Jii!.lirJ!WIWWIW>l 


Client  Proj.  ID:  Marshall  Elementary 
Lab  Pro).  ID:  9708D25 


Sampled:  08/23/97  J 
Received:  08/25/97  jg 
Analyzed:  see  below  i 


LABORATORY  ANALYSIS 


AnaJyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708D25-15 
Sample  Desc  :  LIQUID.Marshall  13 

Lead 

mg/L 

08/28/97 

0.0050 

0.0066 

Lab  No:  9708D25-16 
Sample  Desc :  LIQUID, Marshall  14 

Lead 

ma/L 
my/  l. 

08/28/97 

00050 

N.D. 

Lab  No:  9708D25-17 
Sample  Desc :  UQUID,MarshaU  15 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D25-18 
Sample  Desc :  UQUID.Marshall  16 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No.  9708D25-19 
Sample  Desc  :  UQUID.Marshall  17 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  NO:  9708D25-20 
Sample  Desc  ;  LIQUID.Marshall  18 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D25-21 

Sample  Desc  ;  UQUID,Mar*hall  Blank 

Lead 

mg/L 

08/26/97 

0.0050 

N.D.  ^ 

Annlytes  reported  as  N.D.  war*  not  present  above  the  stated  limit  of 
SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Rynn 
Project  Manager 


Page: 


08/29/97  17:44 


TX/RX  NO. 9320         P. 004 


AUG.  29.  1  997  4:44PM 

fk\  Sequoia 
Analytical 


680  Chesapeake  Drive 

404  N.  Wi«<tt  U»« 

619  Striker  Avcnwe,  Suite  8 


Redwood  City,  CA  94063 
Walnut  Cnrek,  CA  94598 
Sacramento,  CA  95834 


H7P 


540: 


(650)  364-9600 
(SlO)  988.9600 
(916)  921-9600 


F.  5/3S 

FAX  (650)  364.9233 
FAX  (510)  988-9673 
FAX  (916)  921-0100 


tnliiiitmrmgrninnHBuiiJUiniiu 

IIIHBliillllllWBM  ■ 1  ""' 


IUHB 


iTsFDSD 

1 1551  Newcomb  Ave.,  Rm.  103 

g  San  Francisco,  CA  94124 

re 

HI 

Attention:  Bruce  Gfennini 

mmuifli 


Client  Pro).  ID:  Marshall  Elementary 
Lab  Proj.  ID:  9708D25 


Sampled:  08/23/97 
Received:  08/25/97 
Analyzed:  see  below 


Reported:  08/29/97  i 

uniiiiiiiiiiiaai--  r^-v-Jiiriiiinuiiii 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708025-22 
Sample  Desc  :  LIQUID, Marshall  19 

Lead 


mg/L 


08/28/97 


0.0050 


0.048 


Analytes  reported  ae  N.D.  were  not  present  above  the  stated  Hmlt  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#i210 


Sheila  Flynn 
Project  Manager 


Page: 


08/29/97    17:44         TX/RX  NO. 9320         P. 005 


Page  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063                                                                   PROJECT:  Micro  Log  In    48  05  0 

SFUSD  -  Asbestos  Control  Program                    S.F.U.S.D.  Total  Samples  1  9 

1551  Newcomb  Avenue,  Rm.  103  THURGOOD  MARSHALL  HS  Date  Sampled  8/26/97 
San  Francisco,  CA  94124 


Date  Received  9/3/9  7 
Date  Analyzed  9/3/9  7 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 

THURGOOD  M.  1 

3.0 

1.0 

Micro  48050-01 

DRINKING  FOUNTAIN 
C90 

FIRST  DRAW 

Client 

THURGOOD  M.  2 

13.3 

1.0 

Micro  48050-02 

DRINKING  FOUNTAIN 
CM 

FIRST  DRAW 

Client 

THURGOOD  M.  3 

11.0 

1.0 

Micro  48050-03 

DRINKING  FOUNTAIN 
CM 

FIRST  DRAW 

Client 

THURGOOD  M.  4 

11.3 

1.0 

Micro  48050-04 

DRINKING  FOUNTAIN 
RM.  128  (CAF.) 
FIRST  DRAW 

Client 

THURGOOD  M.  5 

44.4 

1.0 

Micro  48050-05 

DRINKING  FOUNTAIN 
RM.  128  (CAF.) 
FIRST  DRAW 

Technical  Snpprvisnr    If  9/8/97   Analyst:  

Farid  RamezaTr^acten^M^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-an^lyWjn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  8  050 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  9 

1551  Newcomb  Avenue,  Rm.  103  THURGOOD  MARSHALL  HS  Date  Sampled  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  9/3/97 

Date  Analyzed  9/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

THURGOOD  M.  6 

5.4 

1.0 

Micro  48050-06 

DRINKING  FOUNTAIN 
C90 

FIRST  DRAW 

Client 

THURGOOD  M.  7 

2.9 

1.0 

Micro  48050-07 

DRINKING  FOUNTAIN 
CM 

FIRST  DRAW 

Client 

THURGOOD  M.  8 

1  .8 

1.0 

Micro  48050-08 

DRINKING  FOUNTAIN 
C90 

FIRST  DRAW 

Client 

THURGOOD  M.  9 

18.0 

1.0 

Micro  48050-09 

DRINKING  FOUNTAIN 
C90 

FIRST  DRAW 

Client 

THURGOOD  M.  10 

3.1 

1.0 

Micro  48050-10 

DRINKING  FOUNTAIN 
C90 

FIRST  DRAW 

Technical  Supervisor:  _2 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forleaaarialystsiri  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  THURGOOD  MARSHALL  HS 

San  Francisco,  CA  94124 


Micro  Log  In    4  8  0  50 
Total  Samples  1  9 
Date  Sampled  8/26/97 
Date  Received  9/3/97 
Date  Analyzed  9/3/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 

THURGOOD 

M. 

11 

Micro  48050-11 

DRINKING  FOUNTAIN 
BG1 

FIRST  DRAW 

7.1 

1.0 

Client 

THURGOOD 

M. 

12 

Micro  48050-12 

DRINKING  FOUNTAIN 

GG1 

FIRST  DRAW 

9.8 

1.0 

Client 

THURGOOD 

M. 

13 

Micro  48050-13 

DRINKING  FOUNTAIN 
BG2 

FIRST  DRAW 

12.8 

1.0 

Client 

THURGOOD 

M. 

14 

Micro  48050-14 

DRINKING  FOUNTAIN 

GG2 

FIRST  DRAW 

20.8 

1.0 

Client 

THURGOOD 

M. 

15 

Micro  48050-15 

DRINKING  FOUNTAIN 
C83 

FIRST  DRAW 

41.7 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accreditedier-lead  ahalysisJh  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  THURGOOD  MARSHALL  HS 
San  Francisco,  CA  94124 


Micro  Log  In    4  8  0  5  0 
Total  Samples  1  9 
Date  Sampled  8/26/97 
Date  Received  9/3/97 
Date  Analyzed  9/3/9  7 


Detection 


Client  Sample 

ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

THURGOOD  M. 

16 

Micro  48050-16 

SINK  FAUCET 
124E 

FIRST  DRAW 

2.4 

1.0 

Client 

THURGOOD  M. 

17 

Micro  48050-17 

DRINKING  FOUNTAIN 
C86 

FIRST  DRAW 

14.3 

1.0 

Client 

THURGOOD  M. 

18 

Micro  48050-18 

SINK  FAUCET 
127A 

FIRST  DRAW 

21.3 

1.0 

Client 

THURGOOD  M. 

19 

Micro 

BLANK 

48050-19 

<     1 .0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  l&KLanelysisiivdfihking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


OCj 


19PM 


fk\  Sequoia 
~   ~  Analytical 


BO.  716;     F.  31/76 


680  Chc»pc*k.c  Dnvc 

404  N  Vigrt  Lane 

819  Striker  Avenue,  Sulrc  8 


Redwood  City.  CA  94061 
Walnut  Creel..  CA  94598 
S*cr>mcnto.  CA  95134 


(650)  364-9600 
(510)  988-9600 
(916)  921-9600 


FAX  (650)  964-9133 
FAX  (510)  9M-9673 
FAX  (916)  921-0100 


iMJUJJUlkiUiiua-P 

I SFUSD 
?  1551  Newcomb  Ave..  Rm.  103 
jj|  San  Francisco,  CA  94124 

I  Attention:     Bruce  Giannini 

~  ■  :.:r:r:!!i!ni!'!ini"»«i!  " 


't   •  i.rwanr«iuuuJuIiuilBL';"L    -         .  ":TfllHnliiiilliiiiBp>» — —   ■  ■  iiiiiiiniiiiiiiiiirmi-— — —  -^mtmmwm^ 


Client  Proj.  ID:  Marshall  HS 
Lab  Proj.  ID:  9710514 


-=  —    . '  ..ilaiii  i 


Sampled:  10/07/97  S 
Received:  10/09/97  f, 
Analyzed:  see  below 

Hi 

Reported:  10/14/97 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
umn 

Sample 
Results 

Lab  No:  9710514-01 

Sample  Desc  :  UQUID.Marshall  2-A 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710514-02 
Sample  Desc  :  LIQUID, Marshall  2-B 

Lead 

rog/L 

10/13/97 

0.0050 

0-014 

Lab  No:  9710514-03 

Sample  Desc  :  LIQUID,Marshall  2-C 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710514-04 

Sample  Desc  :  UQUID.Marshall  5-A 

Lead 

mg/L 

10/13/97 

00050 

N.D. 

Lab  No:  9710514-05 

Sample  Desc  :  LIQUID.Marehall  5-B 

Lead 

mg/L 

10/13/97 

0.0050 

0.010 

Lab  No:  9710514-06 

Sample  Desc  :  UQUID.Marshall  5-C 

Lead 

mg/L 

10/13/97 

00050 

N.D. 

Lab  No:  9710514-07 
Sample  Desc  :  UQUID.Marshall  9-A 

Lead 

mg/L 

10/13/97 

0.0050 

0.0080 

Anaiytes  reported  as  N.D.  were  not  present  above  the  Stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


10/14/97    11:58         TX/RX  NO. 0298         P. 031 


n r ip    (<     inr.n    i  .1  .  t  nnir 


LVvJ. 


n  <  r  n 

f  1 0  f 


r. 


Sequoia 
Analytical 


680  Cbewpeske  Drive 

404  M.  Wige*  Lane 

819  Sinker  Avenue.  Suite  « 


Redwood  City.  CA  94063  (650)  364-9600  FAX  (650)  464-9333 
Walnut  Creek.  CA  9459B  {510)  988-9600  FAX  (5 10)  988-9673 
Sacramento,  CA  95834         (916)921.9600         FAX  (916)  921-0100 


11  .,  - — — — — ---  - -i —  .   


— •  -  INI" 


.  ililSIHlllllllilillllGli 

Client  Proj.  ID:  Marshall  HS 
Lab  Proj.  ID:  9710514 


^M;i]»iiiiiiMllllliiiiiiimiigi5a=s===— =■ ^ii-:;::-:::;;i:n!iH!ii|iiiiiliimiF   


niiiiiiiiiiiiiiMMiiiiiiiiiiiiiiiiiiiiniiiiiiiiilii 

ei  SFUSD 

1 1551  NewcombAve.,  Rm.  103 
I  San  Francisco,  CA  94124 

hi 

ill  Attention:     Bruce  Giannini  


Sampled:  10/07/97  I 
Received:  10/09/97  jjj 
Analyzed:  see  below  | 

jjj 

Reported:  10/14/97  1 

iraiiuii:!!.!.,...  :  ..r,:.irjhnnii»i;i: 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710514-08 
Sample  Desc  :  UQUlD,Mershall  9-B 

Lead 

mg/L 

10/13/97 

0.0050 

0.025 

Lab  No:  9710514-09 
Sample  Desc :  UQUlD.Marshall  9-C 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710514-10 

Sample  Desc :  UQUID,Marshall  9-C  (duplicate) 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710514-11 

Sample  Desc :  LIQUID, Marshall  13-A 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710514-12 

Sample  Desc :  LIQUID,  Marshall  13-B 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710514-13 

Sample  Desc :  LIQUID, Marshall  13-C 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710514-14 

Sample  Desc  :  UQUID.Marshall  14-A 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

AnaJytes  reported  ae  N.D.  were  not  present  above  the  stated  limit  of  detection, 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Rynn 
Project  Manager 


Page: 


10/14/97    11:58         TX/RX  NO. 0298         P. 032 


^aniini'l  680  OiMapeake  Drive  fUd«<Xxl  Gty,  CA  94063      (650)  3 64 -MOO         FAX  (650)  864-9233 

i3C^  U*_/ia  404  N  V(tet  Wjlnu(  ^  (5|0)  gjB.^oo         FAX  (5lO)  988-9673 

jy^|^^J  8i»S«rik«f  Avenue.  Su««e  8    Sacramento,  CA  958)4         (916)  92I-94JOO         FAX  (916)  921-0100 


■SOU 


I SFUSD 
I  1551  Newcomb  Ave ,  Rm.  103 
San  Francisco,  CA  94124 


!  Attention:      Bruce  Glannlni 

n'«r!pim:r«xifimKiiimiiiHini:i;..i;i^nn,-^i^i====s= 


Client  Pro).  ID:  Marshall  HS 
Lab  Proj.  ID:  9710514 


Sampled:  10/07/97  f 
Received:  10/09/97  i 
Analyzed:  see  below  i" 


'""""^■■IMB 


snui.ii  ihi  ii.m 


Reported:  1,0/14/97 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710514-15 

Sample  Desc  :  LIQUID, Marshall  14-B 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710514-16 

Sample  Desc  :  LIQUID, Marshall  14-C 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710514-17 

Sample  Desc :  LIQUID,Marehall  15-A 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710514-18 

Sample  Desc  :  U0UID, Marshall  15-B 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No.  9710514-19 

Sample  Desc  :  LIQUID, Marshall  15-C 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No-  9710514-20 

Sample  Desc  :  UQUID.Marshall  15-C  (duplicate) 

Lead 

mg/L 

10/13/97 

0.0050 

0.0060 

Lab  No:  9710514-21 

Sample  Desc  :  UOUID,Marshall  17-A 

Lead 

mg/L 

10/13/97 

0.0050 

0.032 

Anarytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Sheila  Rynn 
Project  Mana 


Page: 


10/14/97    11:58         TX/RX  NO. 0298         P. 033 


or-    '  :    t  r,  n  n    «.•».*  ami 


CD 


Sequoia 
Analytical 


n  i  r-  - 

'10, 


680  Chesapeake  Drive  Redwood  Qiy,  CA  94063       (650)  364-9600 

A04  N.  Wget  Lane  Walnut  Creek.  CA  94598       (510)  988-9600 

6 19  Striker  Avenue,  Suite  B     Sacramento,  CA  95834  (916)  911-9600 


FAX  (650)  364.9233 
FAX  (510)  988-9673 
FAX  (916)  921-0100 


5 SFUSD 

ill  1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 


Client  Proj.  ID-     Marshall  HS  Sampled:  10/07/97  | 

Received:  10/09/97  | 
Analyzed:  see  below  jii 


Lab  Proj.  ID:  9710514 


is  Attention:     Bruce  Glannini 

lllllMiiiiiiiit!lHltllKI^^;;n;^;i::;F;=^=r:;s^=s;:::=:=r-::=in;;L_:..  :■  »  iiiiiuiii  mn,uassssss~ 

i    r  -  =•  a;r-Hi!!!M!iiiiiiillili  mi  i 


5HS!S"!.!«IIMUI  I  ■: 


Reported:  10714/97  !!! 


•==:====:!SI!l3ei«l-lll 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  NO:  9710514-22 

Sample  Desc  :  LIOUID,Marshall  17-B 

Lead 

mg/L 

10/13/97 

0.0050 

0.0090 

Lab  No:  9710514-23 

Sample  Desc  :  LIQUID, Marshall  17-C 

Lead 

mg/L 

10/13/97 

0.0050 

0.011 

Lab  No:  9710514-24 

Sample  Desc :  UQUID.Marshall  18*A 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710514-25 

Sample  Desc  .  LIQUlD,Marshall  18-B 

Lead 

mg/L 

10/13/97 

00050 

N.D. 

Lab  No:  9710514-26 

Sample  Desc  :  LIQUID,Marshall  18-C 

Lead 

mg/L 

10/13/97 

0.0050 

N.D. 

Lab  No:  9710514-27 

Sample  Desc  :  UQUID.Marshall  18-D 

Lead 

mg/L 

10/13/97 

0-0050 

0.010 

Lab  No:  9710514-28 

Sample  Desc  :  LIQUID,Marshall  18-D  (duplicate) 

Lead 

mg/L 

10/13/97 

0.0050 

0.011 

Analyte*  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


10/14/97    11:58         TX/RXN0.0298         P. 034 


toia 


£jj  Sequ< 
~    ~  Analytical 


680  ChcupcAc  Drive  Redwood  City.  CA  94063  (650)  164.9600  FAX  ($50)  J6*-MJJ 
404  N  Wi&et  Line  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (5i0)  981-9673 

8 19  Sinker  Avenue.  Su'te  8    Sacramento,  CA  95834  (916}  921-9600         FAX  (9)6)  92 1 -01 00 


wnfjfMiuMmiiiiiuu 


SFUSD 

g  1551  Newcomb  Ave.,  Rm.  103 
g  San  Francisco,  CA  94124 


mi  HiiiKiKiit»^.!i!in!!!!r«EKKtt^»ii  iiiii;;;;i.;Mun^~§:~i-=^==-'-3-'uiii|,iiinifi,r,r.s;^L^Lu.;: 

Client  Pro).  ID:     Marshall  HS 


S  Attention: 


Bruce  Giannini 


.■liiiiMiiiiiiiii':'"- 


Lab  Proj.  ID:  9710514 


.,:::,:;,,*!iiiiiiiS!t;i 


Sampled:  10/07/97  || 
Received:  10/09/97  1 
Analyzed:  see  below  |j; 

* 

Reported:  10/14/97  :i! 

I  lll  Illll  III  I 


Analyte 


LABORATORY  ANALYSIS 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9710514-29 

Sample  Desc  -  LIQUID, Marshall  Blank 

Lead 


mg/L 


10/13/97 


0.0050 


N.D. 


Analytes  reported  as  N.D.  were  not  present  above  the  stated  limrt  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Rynn 
Project  Manager/ 


Page: 


10/14/97    11:58         TX/RX  NO. 0298         P. 035 


AUG.  27.  mi  iu:zw 

Analytical 


CArtllrt'.  680  Che««ik«  Orivc  R«Swood  City,  CA  94063      (650)364-9600         FAX  (650)  364-9133 

Sequoia      ™ £     iiT     ™™ ^ m»i  FAX  (5,0)  988-%73 

!l9SmkCT  Lnuc.^e    Sacr^cruc.CA  95S34         (91 «)  91 1 -WOO         FAX  (916)  931-0100 


S  SFUSD  Client  Proj.  ID:     Florence  Martin  Sampled:  08/18/97  1 

E  1551  Newcomb  Ave.,  Rm.  103  Received:  08/22/97  1 

1  San  Francisco,  CA  94124  Lab  Proj.  ID:  9708B59  Analyzed:  see  below  jjj 


S  Atterrtion:     Bruce  Giannini 

BgHSi8uimii«E^gawwB^=A'tiiiiiiitis:T-n 


Reported:  08/27/97  ffi 

N—      —  nlUltM         *  II 1 1 H 1 1  ■        -fflHIITM        ^IMIHIP  iTWCT 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Umit 


Sample 
Results 


Lab  No:  9708B59-01 

Sample  Desc  .  LIQUID, Florence  Martin  1 

Lead 


mg/L 


08/25/97 


0.0050 


N.D. 


Lab  No:  9708B59-02 

Sample  Desc  :  LIQUID, Florence  Martin  1  Dup 

Lead 


mg/L 


08/25/97 


0.0050 


N.D 


Lab  No:  9708B59-03 

Sample  Desc :  LIQUID, Florence  Martin  2 

Lead 


mg/L 


08/25/97 


0.0050 


N.D. 


Lab  No:  9708B59-04 

Sample  Desc  '  LIQUID, Florence  Martin  3 

Lead 


mg/L 


08/2G/97 


00050 


N.D. 


Lab  No:  9708B59-05 

Sample  Desc  :  UQUlD,Florence  Martin  4 


r 


Lead 


mg/L 


08/26/97 


0.0050 


0.018 


Anaiytes  reported  as  N.D.  were  not  present  above  the  stated  Umit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#i2io 


Sheila  Flynn 
Project  Manager 


Pag* 


08/27/97    11:23         TX/RX  NO. 9237         P. 015  ■ 


Page  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  8  240 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  7 

1551  Newcomb  Avenue,  Rm.  103  MCATEER  HS  Date  Sampled  9/6/97 

San  Francisco,  CA   94124  _  . 

Date  Received  9/6/97 

Date  Analyzed  9/6/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


Micro  48240-01 

DRINKING  FOUNTAIN 
AUDITORIUM  LOBBY 
FIRST  DRAW 


47.4 


1.0 


Client 


Micro  48240-02 

SINK  FAUCET 
CAFETERIA  KIT.  WEST 
FIRST  DRAW 


3.4 


1.0 


Client 


Micro  48240-03 

SINK  FAUCET 
CAFETERIA  KIT.  CENTER 
FIRST  DRAW 


<  1.0 


1.0 


Client 


Micro  48240-04 

SINK  FAUCET 
CAFETERIA  KIT.  EAST 
FIRST  DRAW 


13.9 


1.0 


Client 


Micro  48240-05 

DRINKING  FOUNTAIN 

GIRLS'  LOCKER  ROOM  NORTH 

FIRST  DRAW 


18.0 


1.0 


Technical  .^.p^rv/icnr-     '  ?  .^:,-  ^^^  ,.  J/^/^/si   Analyst:   AL/SL  

Farid  Ramezanzadeh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8  240 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  7 

1551  Newcomb  Avenue,  Rm.  103  MCATEER  HS  Date  sampled  9/6/9  7 

San  FranciSCO,  CA    94124  Date  Received  9/6/97 

Date  Analyzed  9/6/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

DRINKI 
BOYS'  1 
FIRST  [ 

6 

48240-06 

HG  FOUNTAIN 
-OCKER  ROOM  NORTH 
)RAW 

9.9 

1.0 

Client 
Micro 

DRINKI 
BOYS'  I 
FIRST  [ 

7 

48240-07 

<JG  FOUNTAIN 
.OCKER  ROOM  SOUTH 
>RAW 

3.9 

1.0 

Client 
Micro 

DRINKI 
GYM  LC 
FIRST  E 

8 

48240-08 

HG  FOUNTAIN 
>BBY  EAST 
)RAW 

<      1  .0 

1.0 

Client 
Micro 

DRINKI 
GYM  LC 
FIRST  I 

9 

48240-09 

NG  FOUNTAIN 
>BBY  WEST 
)RAW 

4.1 

1.0 

Client 
Micro 

BLANK 

1  0 

48240-10 

<  1.0 

1.0 

Technical  Supervisor:   .x<-  ^^^l  — ^9/7/97  Analyst:   al/sl  

Farid  Rarrre^anzadetH^.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In  48240 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  7 

1551  Newcomb  Avenue,  Rm.  103  MCATEER  HS  Date  Sampled  9/6/97 

San  Francisco,  CA   94124  n 

Date  Received  9/6/97 

Date  Analyzed  9/6/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1 1 

Micro 

48240-11 

DRINKING  FOUNTAIN 
ACADEMIC  -L4  N  HALL 
FIRST  DRAW 

3.6 

1.0 

Client 

1  2 

Micro 

48240-12 

10.5 

1.0 

DRINKING  FOUNTAIN 
ACADEMIC  -  L4  S.  HALL  E.  END 
FIRST  DRAW 

Client 

1  4 

Micro 

48240-13 

16.1 

1.0 

DRINKING  FOUNTAIN 
ACADEMIC  •  L3  S.  HALL  •  W.  END 
FIRST  DRAW 

Client 

1  5 

Micro 

48240-14 

DRINKING  FOUNTAIN 
ACADEMIC  •  L3  S.  HALL  •  E.  END 
FIRST  DRAW 

5.7 

1.0 

Client 

1  6 

Micro 

48240-15 

21.1 

1.0 

DRINKING  FOUNTAIN 
ACADEMIC  •  L3  S.  HALL  -  E.  EN  D 
FIRST  DRAW 

Technical  Supervisor:  i  £  jC*^^^       ^  - — —  9/7/97  Analyst:   al/sl  

Farid  Rame*anzadeh>M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  lead  analystsjn_drir>king  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate~VT037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    48  240 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  7 

1551  Newcomb  Avenue,  Rm.  103  MCATEER  HS  Date  Sampled  9/6/97 

San  Francisco,  CA    94124  Date  Received  9/6/97 

Date  Analyzed  9/6/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1  7 

Micro  48240-16 

DRINKING  FOUNTAIN 
ACADEMIC  •  L2  N.  HALL 
FIRST  DRAW 

2.9 

1.0 

Client 

1  8 

Micro  48240-17 

DRINKING  FOUNTAIN 
ACADEMIC  •  L2  S.  HALL  -  W.  END 
FIRST  DRAW 

4.8 

1.0 

Technical  Supervisor:  _  J   -9/7/97  Analyst:   al/sl  

Farid  RarrrezanzadelvM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited -tor  lead^analysis- in-drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:                                 Micro  Log  In    493  2  2 

SFUSD  -  Asbestos  Control  Program  MCATEER  HS                         Total  Samples  2 

1551  Newcomb  Avenue,  Rm.  103  Date  Sampled  1 0/4/97 

San  Francisco,  CA   94124  ^  ,  D    .  . 

1  Date  Received  10/7/97 

Date  Analyzed  10/7/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

1  9 

7.2 

1.0 

Micro  49322-01 

DRINKING  FOUNTAIN  •  CAFETERIA  WEST 
FIRST  DRAW 

Client 

22 

5.6 

1.0 

Micro  49322-02 

DRINKING  FOUNTAIN  -  ACADEMIC 
L4  SOUTH  HALL  -  WEST  END 
FIRST  DRAW 

Technical  Supervisor: 


0/12/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  ana^iSsa^gjlnkThg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  CertificateLjM 037)  SampTes~aTe  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In     5089  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  MCATEER  HS  Date  Sampled  11/22/97 

San  FranciSCO,  CA    94124  Date  Received  1  1 /2 2/9 7 

Date  Analyzed  11/22/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

4A 

Micro  50892-01 

SINK  FAUCET 

CAFETERIA  KITCHEN  -  EAST 

2.4 

1.0 

Client 

4B 

Micro  50892-02 

SINK  FAUCET 

CAFETERIA  KITCHEN  -  EAST 

1.8 

1.0 

Client 

4C 

Micro  50892-03 
SINK  FAUCET 

CAFETERIA  KITCHEN  -  EAST 

9.9 

1.0 

Client 

1  A 

Micro 

50892-04 

1  1.0 

1.0 

DRINKING  FOUNTAIN 
AUDITORIUM  LOBBY 

Client 

1  B 

Micro 

50892-05 

8.8 

1.0 

DRINKING  FOUNTAIN 
AUDITORIUM  LOBBY 

Technical  Supervisor: 


Analyst: 


FR 


Farid  Ramqfcar 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  irTdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    5  089  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  MCATEER  HS  Date  Sampled  11/22/97 

San  Francisco,  CA   94124  _  ,  D    .  . 

1  Date  Received  11/22/97 

Date  Analyzed  11/22/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1  C 

Micro 

50892-06 

28.1 

1.0 

DRINKING  FOUNTAIN 
AUDITORIUM  LOBBY 

Client 

5  A 

Micro 

50892-07 

1.0 

DRINKING  FOUNTAIN 

GIRL'S  LOCKER  ROOM  -  NORTH 

7.3 

Client 

5B 

Micro 

50892-08 

1.0 

DRINKING  FOUNTAIN 

GIRL'S  LOCKER  ROOM  •  NORTH 

5.1 

Client 

5C 

Micro 

50892-09 

10.3 

1.0 

DRINKING  FOUNTAIN 

GIRL'S  LOCKER  ROOM  -  NORTH 

Client 

14A 

Micro 

50892-10 

3.8 

1.0 

DRINKING  FOUNTAIN 
ACADEMIC  -  L3  S.  HALL  -  W.  END 

Technical  Supervisor:      JJ^l  v\^Scr^^  n/26/97   Analyst:   


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5  0892 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  MCATEER  HS  Date  Sampled  1 1/22/97 

San  Francisco,  CA    94124  Date  Received  1  1 /2 2/9 7 

Date  Analyzed  11/22/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

14B 

Micro 

50892-11 

1.0 

DRINKING  FOUNTAIN 
ACADEMIC  -  L3  S.  HALL  -  W.  END 

3.6 

Client 

14C 

Micro 

50892-12 

1.0 

DRINKING  FOUNTAIN 
ACADEMIC  -  L3  S.  HALL  -  W.  END 

9.4 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  tead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 

1551  Newcomb  Avenue,  Rm.  103  FRANK 

San  Francisco,  CA  94124 


PROJECT:  Micro  Log  In    4  7  94  3 

S.F.U.S.D.  Total  Samples  2  6 

MCCOPPIN  ES  /  CC  Date  Sampled  8/24/97 

Date  Received  9/1/97 
Date  Analyzed  9/2/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

DRINKI 
RM  14 
FIRST  C 

#  1 

47943-01 
HG  FOUNTAIN 

>RAW 

12.5 

1.0 

Client 
Micro 

DRINKI 
RM  15 
FIRST  [ 

#2 

47943-02 
HG  FOUNTAIN 

)RAW 

13.2 

1.0 

Client 
Micro 

DRINKI 
RM13 
FIRST  C 

#3 

47943-03 
HG  FOUNTAIN 

)RAW 

9.5 

1.0 

Client 
Micro 

DRINKI 
RM  16 
FIRST  [ 

#4 

47943-04 
MG  FOUNTAIN 

)RAW 

12.9 

1.0 

Client 
Micro 

DRINKI 
CORRIC 
FIRST  [ 

#5 

47943-05 

HG  FOUNTAIN 
>OR  2ND  FLOOR 
)RAW 

29.8 

1.0 

17  Z1  & 

Technical  Supervisor:    j  ^  - -  ->--^/ ~       sin*1   Analyst:   al  

Farid  RamezanzadehTM.^. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  ahalysislrTJrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 

1551  Newcomb  Avenue,  Rm.  103  FRANK 

San  Francisco,  CA  94124 


PROJECT:  Micro  Log  In  47943 

S.F.U.S.D.  Total  Samples  2  6 

MCCOPPIN  ES  /  CC  Date  Sampled  8/24/97 

Date  Received  9/1/97 
Date  Analyzed  9/2/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

DRINKI 
RM  11 
FIRST  C 

#6 

47943-06 
HG  FOUNTAIN 

)RAW 

6.1 

1.0 

Client 
Micro 

DRINKII 
RM  10 
FIRST  C 

#7 

47943-07 
HQ  FOUNTAIN 

>RAW 

7.4 

1.0 

Client 
Micro 

DRINKII 
RM  9 
FIRST  C 

#8 

47943-08 
MG  FOUNTAIN 

>RAW 

5.4 

1.0 

Client 
Micro 

DRINKII 
RM  12 
FIRST  C 

#9 

47943-09 
1G  FOUNTAIN 

•RAW 

2.7 

1.0 

Client 
Micro 

DRINKII 
RM  6 
FIRST  C 

#10 

47943-10 
«JG  FOUNTAIN 

IRAW 

2.8 

1.0 

Technical  Supervisor:    '/ ■-  -  ~y^^><<^~  ^    9/1/91  Analyst:   ^  

Farid  Ramezanzadeh,  M  j>. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 

1551  Newcomb  Avenue,  Rm.  103  FRANK 

San  Francisco,  CA  94124 


PROJECT:  Micro  Log  In    4794  3 

S.F.U.S.D.  Total  Samples  2  6 

McCOPPIN  ES  /  CC  Date  Sampled  8/24/97 

Date  Received  9/1/97 
Date  Analyzed  9/2/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
RM  7 
FIRST  C 

#11 

47943-1 1 
YG  FOUNTAIN 

)RAW 

2.3 

1.0 

Client 
Micro 

DRINKI 
RM  5 
FIRST  C 

#12 

47943-12 
MG  FOUNTAIN 

)RAW 

4.1 

1.0 

Client 
Micro 

DRINKI 
RM  8 
FIRST  t 

#13 

47943-13 
HG  FOUNTAIN 

)RAW 

3.9 

1.0 

Client 
Micro 

DRINKI 
CORRIC 
FIRST  C 

#14 

47943-14 

NG  FOUNTAIN 
KJR  1ST  FLOOR 
)RAW 

21.2 

1.0 

Client 
Micro 

DRINKI 
RM  2 
FIRST  [ 

#15 

47943-15 
NG  FOUNTAIN 

)RAW 

8.4 

1.0 

"7  /?  /  _~ 

Technical  Supervisor:    2  ^.^-^.^^-^^^-^-^  9/7/97   Analyst:   £L  

Farid  Ramezanzadeh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysisjnXlrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 

1551  Newcomb  Avenue,  Rm.  103  FRANK 

San  Francisco,  CA  94124 


PROJECT:  Micro  Log  In    4  7  943 

S.F.U.S.D.  Total  Samples  2  6 

McCOPPIN  ES  /  CC  Date  Sampled   8/2  4/9  7 

Date  Received  9/1/97 
Date  Analyzed  9/2/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

#16 

5.9 

1.0 

Micro  47943-16 

DRINKING  FOUNTAIN 
RM  3 

FIRST  DRAW 

Client 

#17 

3.0 

1.0 

Micro  47943-17 

DRINKING  FOUNTAIN 
RM  1 

FIRST  DRAW 

Client 

#18 

4.6 

1.0 

Micro  47943-18 

DRINKING  FOUNTAIN 
RM  4 

FIRST  DRAW 

Client 

#19 

<      1  .0 

1.0 

Micro  47943-19 

DRINKING  FOUNTAIN 
OUTSIDE  L  -  DF 
FIRST  DRAW 

Client 

#20 

<      1 .0 

1.0 

Micro  47943-20 

DRINKING  FOUNTAIN 
OUTSIDE  R  -  DF 
FIRST  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 

1551  Newcomb  Avenue,  Rm.  103  FRANK 

San  Francisco,  CA  94124 


PROJECT:  Micro  Log  In    4  7  9  4  3 

S.F.U.S.D.  Total  Samples  2  6 

McCOPPIN  ES  /  CC  Date  Sampled  8/24/97 

Date  Received  9/1/97 
Date  Analyzed  9/2/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
CC  ROC 
FIRST  t 

#21 

47943-21 

HG  FOUNTAIN 
Ml 

>RAW 

4.2 

1.0 

Client 
Micro 

SINK  Fi 
CC  KIT( 
FIRST  C 

#22 

47943-22 

UJCET 
:hen 

)RAW 

6.0 

1.0 

Client 
Micro 

SINK  Fi 
FACUL1 
FIRST  t 

#23 

47943-23 
UICET 

nr  room 

)RAW 

1.6 

1.0 

Client 
Micro 

MULTIP 
YARD 
FIRST  C 

#24 

47943-24 

LE  DRINKING  FOUNTAIN 
)RAW 

<      1 .0 

1.0 

Client 
Micro 

BLANK 

#25 

47943-25 

<  1.0 

1.0 

Technical  Supervisor:     /         Z2£2—2=&L  9/6/97   Analyst: 


Farid  Rame^aijzax^e^M^. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  toMeacTartalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 

1551  Newcomb  Avenue,  Rm.  103  FRANK 

San  Francisco,  CA  94124 


PROJECT:  Micro  Log  In    4  7943 

S.F.U.S.D.  Total  Samples  2  6 

McCOPPIN  ES  /  CC  Date  Sampled   8/24/9  7 

Date  Received  9/1/97 
Date  Analyzed  9/2/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

#26 

Micro  47943-26 

MULTIPLE  DRINKING  FOUNTAIN 
PRINCIPAL'S  OFFICE 
FIRST  DRAW 

1  9.4 

1.0 

Technical  Supervisor:    'i<£<-~-\^  9/7/97  Analyst:  

Farid  Ramezanzadeh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MCCOPPIN  ES 


Micro  Log  In  49316 
Total  Samples  1  5 
Date  Sampled   10/4/9  7 
Date  Received  10/8/97 
Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINK  I 
ROOM  1 
RE-SA* 

1  A 

49316-01 

MG  FOUNTAIN 
4 

IPLE 

2.0 

1.0 

Client 
Micro 

DRINKI 
ROOM  1 
RE-SAM 

1  B 

49316-02 

KG  FOUNTAIN 
4 

IPLE 

1.9 

1.0 

Client 
Micro 

DRINKI 
ROOM  1 
RE-SAM 

1C 

49316-03 

HG  FOUNTAIN 
4 

IPLE 

1.9 

1.0 

Client 
Micro 

DRINKII 
ROOM  1 
RE-SAM 

2A 

49316-04 

YG  FOUNTAIN 

S 

IPLE 

2.1 

1.0 

Client 
Micro 

DRINKI 
ROOM  1 
RE-SAM 

2B 

49316-05 

MG  FOUNTAIN 
S 

IPLE 

2.1 

1.0 

Technical  Supervisor 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for4ead  a^aTysts4ajJrinkjng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4931  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  MCCOPPIN  ES  Date  Sampled  1 0/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/9 7 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

2C 

1.9 

1.0 

Micro  49316-06 

DRINKING  FOUNTAIN 
ROOM  15 
RE-SAMPLE 

Client 

HA- 

1.8 

1.0 

Micro  49316-07 

DRINKING  FOUNTAIN 
ROOM  16 
RE-SAMPLE 

Client 

1.4 

1.0 

Micro  49316-08 

DRINKING  FOUNTAIN 
ROOM  16 
RE-SAMPLE 

Client 

^  nr. 

1.7 

1.0 

Micro  49316-09 

DRINKING  FOUNTAIN 
ROOM  16 
RE-SAMPLE 

Client 

3.0 

1.0 

Micro   49316-10    '            w'  1 

DRINKING  FOUNTAIN 
CORRIDOR  2ND  FLOOR 
RE-SAMPLE 

Technical  Supervisor: 

Farid  Rameza> 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead 
Laboratory  Accreditation  Program  (ELAP),  Certificate^t10.3> 


/13/97 


Analyst: 


FR 


"inking  water  by  the  California  Department  of  Health  Services,  Environmental 
iles  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  9316 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  MCCOPPIN  ES  Date  Sampled  1 0/4/97 

San  Francisco,  CA  94124  n  ,  D    .  . 

'  Date  Received  10/8/97 

Date  Analyzed  10/8/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


Micro  49316-11 

DRINKING  FOUNTAIN 
CORRIDOR  2ND  FLOOR 
RE-SAMPLE 


2.4 


1.0 


Client 


Micro  49316-12 

DRINKING  FOUNTAIN 
CORRIDOR  2ND  FLOOR 
RE-SAMPLE 


2.5 


1.0 


Client 


Micro  49316-13 

DRINKING  FOUNTAIN 
CORRIDOR  1ST  FLOOR 
RE-SAMPLE 


3.8 


1.0 


Client 


Micro  49316-14 

DRINKING  FOUNTAIN 
CORRIDOR  1ST  FLOOR 
RE-SAMPLE 


2.6 


H  Ms 


1.0 


Client 


Micro  49316-15 

DRINKING  FOUNTAIN 
CORRIDOR  1ST  FLOOR 
RE-SAMPLE 


3.6 


1.0 


Technical  Supervisor: 


JPO/13/97 


Analyst: 


FR 


Farid  Rarnei 

Micro  Analytical  Laboratories,  Inc.  is  accredited  f f  r  lead  aVtalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Ceriific«aa_ttK)37.^Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


AUG.  27.  199'   4:30FM  50.  5294  F.  14/44 

A                SPnilOi/1  680  Chesapeake  Drive  Redwood  Gty,  CA  94063  (650)  364-9600          FAX  (650)  364-9733 

f     |  J        JCljUUJU  404  N.  Wi^ec  Lane  Walnut  Creek,  CA  94598  (510)  988-9600         FAX  (510)  989.9673 

*^*<*<<"W    y^Q^Jy^|Q^l  819  Sinker  Avenue.  Suite  8  Sacramento.  CA  95B34  (916)921-9600          FAX  (916)  921-0100 


nwMiniinm: 

I  SFUSD 


Client  Proj.  ID:  McKinley,  E.S. 
Lab  Proj.  ID:  9708B70 


1 1551  Newcomb  Ave..  Rm.  103 
f  San  Francisco,  CA  94124 

si 

ni  Attention:     Bruce  Giannini 


Sampled:  08/19/97  1 
Received :  08/22/97  % 
Analyzed:  see  below  § 


niiiiiiiimiiiniiiiiiiiiiuiiiniiiiiiiiiL 


Anatyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708B70-01 

oarnpie  uesc  ■  uwuiu,f¥icMniey- 1  (HianKj 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B70-02 
Sample  Desc  :  LIQUID, McKmley-2 

Lead 

mg/L 

08/26/97 

0.0050 

0.012 

Lab  No:  9708B70-08 

Sample  Desc :  LIQUID, McKinley-2  (Dup) 

Lead 

mg/L 

08/26/97 

0.0050 

0.011 

Lab  No:  9708B70-04 
Sample  Desc :  LIQUlD.McKlnley-3 

Lead 

mg/L 

08/26/97 

0.0050 

0.011 

Lab  No:  9708B70-05 
Sample  Desc :  UQUID,McKinley-4 

Lead 

mg/L 

08/26/97 

0.0050 

0.0054 

Lab  No:  9708B70-06 
Sample  Desc :  UQUID,McKinley-5 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B70-07 
Sample  Desc :  UQUlD,McKinley-6 

Lead 

mg/L 

08/26/97 

0.0050 

0.020 

D 


Anaiytos  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


08/27/97    17:27         TX/RX  NO. 9248         P. 014 


Spnilflia  6«0  0«ipe»ke  On*e  Redwood  Cry.  CA  9406B      (650)164  9600         FAX  (650)  364-9U3 

Jt^jUVlB  (04 N.  Vigrt LlK  Walnut  Creek.  CA  94598       (510)  9IB.96O0  f AX  (510)  988-9673 

Allclly"tiC<ll  «I9  Stoker  Avenue.  Suite  8     Sacramento.  CA  95834  (916)  921.9600  FAX  (916)  921-0100 


=   -  %-"iiiui:i!miuHnmiwiufc! 


s-~;»jjj;irT|im  iijijHjhjiii^n 

S  SFUSD 

-  1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco.  CA  94124  Lab  Proj.  ID:  9708B70 


oann^BiHMjillUinriilil.uLu.u.i,::. ;..;::::r::-; 

Client  Proj.  ID:     McKinley.  E.S. 


Sampled:  08/19/97  I 
Received:  08/22/97  g 
Analyzed:  see  below  I 


r  Attention:     Bruce  Giannlnl 


LABORATORY  ANALYSIS 


Artalyte 

Unit* 

Date 

Anahrzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B70-08 
Sample  Desc :  LIQUID,McKinley-7 

Lead 

mg/L 

08/26/97 

0.0050 

0.012 

Lab  No:  9708B70-09 
Sample  Desc :  UQLHD,McKmley-e 

Lead 

mg/L 

08/26/97 

0.0050 

0.0077 

Lab  No:  9708B70-10 
Sample  Desc :  UQUID,McKinley-9 

Lead 

mg/L 

08/26/97 

0.0050 

0.0062 

Lab  No:  9708B70-11 
Sample  Desc :  LIQUID.McKinley-10 

r 

Lead 

mg/L 

08/26/97 

0.0050 

0.013 

Lab  No:  9708B70-12 
Sample  Desc :  UQUID,McKinley-i1 

Lead 

mg/L 

08/26/97 

0  0050 

0.027 

Ub  No:  9708B70-13 
Sample  Desc  :  LIQUID, McKinley-12 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B70-14 
Sample  Desc :  LIQUID,McKinley-13 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Anafytsc  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#i2io 


Page: 


08/27/97    17:27         TX/RX  NO. 9248         P. 015 


IUG.27.  1997   4:30FM  SC.  5294 

/T\  Sequoia 
~  ~  Analytical 


680  Chcsipeike  Drive  Redwood  City,  CA  94063       (650)  364-9600  FAX  (650)  364-9233 

404  N.  Wigct  Lane  Walnut  Creek,  CA  94598       (510)  9* 8- 9600  FAX  (510)  9*8-9679 

819  Striker  Avenue,  Suite  B     Sacramento,  CA  95834  (9)6)  921-9600  FAX  (916)  921  0100 


§ SFUSD 
£ 1551  Newcomb  Ave.,  Rm.  103 
jjj  San  Francisco,  CA  94124 

mi 

S  Attention;      Bruce  Giannini 

lHui:ii!hant!K! 


_^j=g==s^!J!Hi!iHn||m|i|||in^^  in»l[JTl||||ipiilll .._ 

gESSggailSlfflllHlHIIIIllllllM^^^ 


Client  ProJ.  ID:  McKinley.  E.S. 
Lab  Proj.  ID:  9708B70 

siiiiiiillllllllllll!!!1!1!!!11!1!!^!"" 


Sampled:  08/19/97  I 
Received:  06/22/97  | 
Analysed:  see  below  HI 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B70-15 
Sample  Desc :  LIQUID,McKinley-14 

Lead 

mg/L 

OB/26/97 

0.0050 

0.0066 

Lab  No:  9708B70-16 
Sample  Desc :  LIQUID,  McKinley- 15 

Lead 

mg/L 

08/26/97 

0.0050 

0.0089 

Lab  No:  9708B70-17 
Sample  Desc :  UQUID,McKinley-16 

Lead 

mg/L 

08/26/97 

0.0050 

0.019 

Lab  No:  9708B70-18 
Sample  Desc :  UQUID,McKinley-17 

Lead 

mg/L 

08/26/97 

0.0050 

0.0077 

Lab  No:  9708B70-19 
Sample  Desc  :  LIQUID, McKinley- 18 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B70-20 

Sample  Desc :  LIQUID, McKinley- 18  (Dup) 

Lead 

mg/L 

08/26/97 

0-0050 

N.D. 

Lab  No:  9708B70-21 
Sample  Desc  :  LIQUID, McKinley- 19 

Lead 

mg/L 

08/26/97 

0.0050 

0.0085 

Analyte$  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/27/97  17:27 


TX/RX  NO. 9248         P. 016 


m  27.  1997  4 : 2 1FV  KG.  5294     F.  1 7/44 

~  ~  Analytical 


SPClllOia  6«0Ch**»0«k«Drfve  (Uawood  Cicy,  CA  9*063      (650)  364-9600         FAX  (650)  364-9333 

1  404  M  Lmk  WaJrrut  Creek.  CA  9459*       (5101  988  9600         FAX  (510)  918-9673 

819  Sinker  Avcrmie,  Suite  8     Sacramento.  CA  95S34  (916)  921-9600  FAX  (916)  931-0100 


IliSFUSD  Client  ProJ.  ID:    McKlnley,  E.S. 

$  1551  Newcomb  Ave.,  Rm  103 

■  San  Francisco,  CA  94124  Lab  Pro).  ID:  9708B70 


Sampled:  08/19/97 
Received:  08/22/97 
Analyzed:  see  below 


Attention:     Bruce  Giannini 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708B70-22 
Sample  Desc  :  LIQUID, McKinley-20 

Lead 

mg/L 

08/26/97 

0.0050 

0.0076 

Lab  No:  9708B70-23 
Sample  Desc :  LIQUlD,McKinley-2i 

Lead 

mg/L 

08/28/07 

0.0050 

0.010 

Lab  No  9708B70-24 
Sample  Desc :  UQUID,McKlnley-22 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B70-25 

Sample  Desc :  UQUID,McKinley-23 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B70-26 
Sample  Desc :  LIQUID,McKinley-24 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B70-27 
Sample  Desc :  LlQUlD,McKinley-25 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B70-28 

Sample  Desc :  LIQUID,McKinley-25  (Dup) 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

AnaJytes  reported  as  N.D  ware  not  present  above  trie  Stated  limit  ct  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Shela  Rynn 
Project  Manager 


Page: 


08/27/97    17:27         TX/RX  NO. 9248         P. 017 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MCKINLEY  ES 


Micro  Log  In    4  9  7  0  5 
Total  Samples  4 
Date  Sampled  9/10/97 
Date  Received  10/18/97 
Date  Analyzed  10/18/9  7 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


27 


Micro  49705-01 

DRINKING  FOUNTAIN 
1ST  FLOOR,  ROOM  12 
FIRST  DRAW 


3.5 


1.0 


Client 


28 


Micro  49705-02 

DRINKING  FOUNTAIN 
1ST  FLOOR,  ROOM  12 
FIRST  DRAW 


2.3 


1.0 


Client 


30 


Micro  49705-03 

DRINKING  FOUNTAIN 
2ND  FLOOR,  ROOM  27 
FIRST  DRAW 


3.8 


1.0 


Client 


31 


Micro  49705-04 

DRINKING  FOUNTAIN 
2ND  FLOOR,  ROOM  27 
FIRST  DRAW 


2.6 


1.0 


Technical  Supervisor: 


Analyst: 


SL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Tead_a*falysis  irTcIrTnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8383 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  MCKINLEY  ES  Date  Sampled  9/10/97 

San  Francisco,  CA   94124  _t  _  . 

Date  Received  9/10/97 

Date  Analyzed  9/10/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

26 

4.8 

1.0 

Micro  48383-01 

DRINKING  FOUNTAIN 
1ST  FLOOR 
ROOM  12 
FIRST  DRAW 

Client 

27 

<      1  .0 

1.0 

NOT  ANALYZED 

Micro  48383-02 

DRINKING  FOUNTAIN 
1ST  FLOOR 
ROOM  12 
FIRST  DRAW 

Client 

28 

NOT  ANALYZED 

Micro  48383-03 

DRINKING  FOUNTAIN 
1ST  FLOOR 
ROOM  12 
FIRST  DRAW 

Client 

29 

4.1 

1.0 

Micro  48383-04 

DRINKING  FOUNTAIN 
2ND  FLOOR 
ROOM  27 

Client 

30 

NOT  ANALYZED 

Micro  48383-05 

DRINKING  FOUNTAIN 
2ND  FLOOR 
ROOM  27 

Technical  Supervisor: 


Farid  Ramezan 


/14/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaU-aQaiy§tesjr^drinR)ng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    483  8  3 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  MCKINLEY  ES  Date  Sampled  9/10/97 

San  FranciSCO,  CA    94124  Date  Received  9/1  0/9 7 

Date  Analyzed  9/10/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client                     3 1 

NOT  ANALYZED 

Micro  48383-06 

DRINKING  FOUNTAIN 
2ND  FLOOR 
ROOM  27 

Technical  Supervisor: 


/14/97 


Farid  Ramezahzadeh 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foHe^g^nalysisTrrdnTlking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  311 3B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49166 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  0 

1551  Newcomb  Avenue,  Rm.  103  MCKINLEY  ES  DateSampied  10/2/97 

San  Francisco,  CA   94124  _ 

1  Date  Received  10/3/97 

Date  Analyzed  10/3/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


2A 


Micro  49166-01 

DRINKING  FOUNTAIN 
FIRST  FLOOR,  ROOM  #17 
FIRST  DRAW 


Client 


2B 


Micro  49166-02 

DRINKING  FOUNTAIN 
FIRST  FLOOR,  ROOM  #17 
FIRST  DRAW 


2.9 


2.1 


1.0 


1.0 


Client 


2C 


Micro  49166-03 

DRINKING  FOUNTAIN 
FIRST  FLOOR,  ROOM  #17 
FIRST  DRAW 


7.7 


1.0 


Client 


7A 


Micro  49166-04 

DRINKING  FOUNTAIN 
FIRST  FLOOR,  ROOM  #13 
FIRST  DRAW 


2.7 


1.0 


Client 


7B 


Micro  49166-05 

DRINKING  FOUNTAIN 
FIRST  FLOOR,  ROOM  #13 
FIRST  DRAW 


2.1 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foMead  anaJysis>Kdrjnkjng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certifica)e~~#4033.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  ■  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49166 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  o 

1551  Newcomb  Avenue,  Rm.  103  MCKINLEY  ES  Date  Sampled  10/2/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/3/9  7 

Date  Analyzed  10/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
RRSTF 
FIRST  t 

7C 

49166-06 

MG  FOUNTAIN 
LOOR,  ROOM  #13 
)RAW 

4.4 

1.0 

Client 
Micro 

DRINKI 
RRSTF 
FIRST  I 

10A 

49166-07 

MG  FOUNTAIN 
LOOR,  ROOM  #16 
>RAW 

4.4 

1.0 

Client 
Micro 

DRINKI 
RRSTF 
FIRST  t 

1  0B 

49166-08 

MG  FOUNTAIN 
LOOR,  ROOM  #16 
>RAW 

2.0 

1.0 

Client 
Micro 

DRINKI 
RRSTF 
FIRST  C 

10C 

49166-09 

HG  FOUNTAIN 
LOOR,  ROOM  #16 
)RAW 

3.1 

1.0 

Client 
Micro 

BLANK 

BLANK 

49166-10 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  aTrtaJy^isfi\c?nn*!ng-water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1 037T~Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In  52163 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  7 

1551  Newcomb  Avenue,  Rm.  103  MCKINLEY  ES  Date  Sampled  1 /is/9  8 

San  Francisco,  CA  94124  _  .  _    .    .  .Innina 

Date  Received  1/20/98 
Date  Analyzed  1/20/98 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


MCKINLEY  6A 


Micro  52163-01 

SINK  DRINKING  FOUNTAIN 
12 


5.6 


1.0 


Client 


MCKINLEY  6B 


Micro  52163-02 

SINK  DRINKING  FOUNTAIN 
12 


2.9 


1.0 


Client 


MCKINLEY  6C 


Micro  52163-03 

SINK  DRINKING  FOUNTAIN 
12 


11.9 


1.0 


Client 


MCKINLEY  16A 


Micro  52163-04 

SINK  DRINKING  FOUNTAIN 
27 


2.6 


1.0 


Client 


MCKINLEY  16B 


Micro  52163-05 

SINK  DRINKING  FOUNTAIN 
27 


2.2 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leao~ai^y£isTir>-driakiRg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  52163 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  7 

1551  Newcomb  Avenue,  Rm.  103  MCKINLEY  ES  Date  Sampled  1/18/98 

San  FranciSCO,  CA    94124  Date  Received  1 /2 0/9 8 

Date  Analyzed  1/20/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
27 

MCKINLEY  16C 

52163-06 
LINKING  FOUNTAIN 

3.1 

1.0 

Client 
Micro 

BLANK 

MCKINLEY  BLANK 

52163-07 

<  1.0 

1.0 

Technical  Supervisor: 


Farid  Rame^aqza'deMS^S- 

BBteso-driDktr 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysrs-sn-drinklng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037r3 Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MCLAREN  CC 


Micro  Log  In    4  778  4 
Total  Samples  7 
Date  Sampled  8/23/97 
Date  Received  8/2  5/9  7 
Date  Analyzed  8/2  5/97 


Detection 


Client  Sample  ID 

Lead  Concentration 

\PPDJ 

Limit 

Comments 

Client 

MCLAREN  #1 

Micro 

47784-01 

1 .6 

1.0 

DRINKING  FOUNTAIN 
1FL  OFFICE  HALLWAY 
FIRST  DRAW 

Client 

MCLAREN  #2 

Micro  47784-02 

DRINKING  FOUNTAIN 

HALLWAY 

FIRST  DRAW 

<  1.0 

1.0 

Client 

MCLAREN  #3 

Micro 

47784-03 

1.3 

1.0 

DRINKING  FOUNTAIN 

HALLWAY 

FIRST  DRAW 

Client 

MCLAREN  #4 

Micro 

47784-04 

1.1 

1.0 

DRINKING  FOUNTAIN 

HALLWAY 

FIRST  DRAW 

Client 

MCLAREN  #5 

Micro 

47784-05 

1.0 

DRINKING  FOUNTAIN 
CAFETERIA 
FIRST  DRAW 

5.1 

Technical  fiupprvisnr  7  (!■<: —   Analyst:  

Farid  Rartiezanzadeh/M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063  PROJECT:  Micro  Log  In  47784 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  7 

1551  Newcomb  Avenue,  Rm.  103  MCLAREN  CC  Date  Sampled  8/23/97 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/25/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

MCLAREN  #6 

Micro  47784-06 

DRINKING  FOUNTAIN 
2FL  HALL 
FIRST  DRAW 

5.0 

1.0 

Client 

MCLAREN  #7 

Micro 

BLANK 

47784-07 

<      1  .0 

1.0 

7  /    -  ft 

Technical  Supervisor:     t    Kl- -  -  X— -~\,~v^ — -    9/6/97  Analyst:  

Farid  Ramezanzaderi,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


AUG.  21  1997  1 : : 


:;C.  526:     F.  11/26 


ST\  Sequoia 
Analytical 


*ro  Ch,s««kc  Drive  R<awood  Ci*.  CA  94063      (650)  364-9600         FAX  (650)  364-9233 

Z  Creek,  CA  945S8      (5.0)  98»-9600        FAX  (5.0)  98.-967J 

^  Suii«  »    Sacr^to.  CA  95834  (9,6)  92,-9600  FAX  (9,6)  92,-0,00 


liJSFUSD  Oient  Proj.  ID:     Harvey  Milk                                 Sampled:  08/16/97  = 

|  1551  Newcomb  Ave,  Rm.  103                                                                                  Received:  08/22/97  | 

I  San  Francisco.  CA  94124  Lab  Proj.  ID:  9708B61                                          Analyzed:  see  below  % 

I  = 

Attention:      Bruce  Glannini                                                                                      Re^ojted;  08/27/97  « 


LABORATORY  ANALYSIS 


Analyte 

Unite 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

UbNo:  9708B61-01 

Sample  Desc  :  LIQUID, Harvey  Milk  1 

P. 

Lead 

mg/L 

08/26/97 

0.0050 

N.D.  v- 

Lab  No:  9708B61-02 

Sample  Desc :  UQUID.Harvey  Milk  2 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B61-03 

Sample  Desc  :  LIQUID,Harvey  Milk  2  Duplicate 

Lead 

mg/L 

08/25/97 

0.0050 

N.D.  ~ 

UbNo:  9708B61-04 

Sample  Desc  :  UQUID.Harvey  Milk  3 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B61-05 

Sample  Desc  :  UQUID.Harvey  Milk  4 

Lead 

mg/L 

08/25/97 

0.0050 

0.0093 

Lab  No:  9708B61-06 

Sample  Desc  :  LIQUID,Harvey  Milk  5 

Lead 

mg/L 

08/25/97 

0.0050 

N.D 

UbNo:  9708B61-07 

Sample  Desc  :  UQUID.Harvey  Milk  6 

Lead 

mg/L 

08/2S/97 

0.00S0 

0.0067 

c 


Analytes  reported  as  N  O.  were  not  present  above  the  Stated  limn  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/27/97    11:23         TX/RX  NO. 9237         P. 011 


-i  U  v. . 


EC.  526:     F.  12/26 

•9600 
•9600 

^  Strifarta^,  Suitr  8     S™ento,  CA  MB34  (916)  921-9600 


Analytical 


 HI   ill  Iilllllll  in          II  Ilil      ml      II       I  I       il      III      I       I   'In  I  III  Ill  llliiilll11!!  'Uli 

jiiSFUSD                                     Client  Proj.  ID:     Harvey  Milk  Sampled:  08/16/97  § 

1 1551  Newcomb  Ave.,  Rm.  103  Received:  08/22/97  I 

!!,'  San  Francisco,  CA  94124                Lab  Proj.  ID:  97Q8B61  Analyzed,  see  below  f, 

j  Attention:      Bruce  Giannlnl  Reported:  08/27/97  j! 

LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B61-08 

Sample  Desc  :  LIQUID,Harvey  Milk  7 

Lead 

mg/L 

08/25/97 

0.0050 

0.0092 

Lab  No:  9708B61-09 

Sample  Desc :  UQUID.Harvey  Milk  8 

Lead 

mg/L 

08/25/97 

0.0050 

0.0070 

Lab  No:  9708B61-10 

Sample  Desc :  U QUID, Harvey  MHk  9 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  970BB6M1 

Sample  Desc  :  LJQUiD, Harvey  Milk  10 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B61-12 

Sample  Desc  :  UQUID.Harvey  Milk  11 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

A/ialytBS  reported  as  N.D.  were  not  present  above  the  staled  limit  of  detection. 


08/27/97    11:23         TX/RX  NO. 9237         P. 012  ■ 
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MICRO  ANALYTICAL    LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MIRALOMA  ES  #722 


Micro  Log  In    47  6  0  9 
Total  Samples  2  1 
Date  Sampled  8/17/9  7 
Date  Received  8/21/97 
Date  Analyzed  8/27/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

722-1 

7.7 

1 .0 

Micro  47609-01 

DRINKING  FOUNTAIN 

1ST  FLOOR  •  C90  OUTSIDE  RM  115 

FIRST  DRAW 

Client 

722-2 

1  5.2 

1.0 

Micro  47609-02 

DRINKING  FOUNTAIN 
1ST  FLOOR -RM  107 
FIRST  DRAW 

Client 

722-3 

Mcro  47609-03 

DRINKING  FOUNTAIN 
1ST  FLOOR  -RM  105 
FIRST  DRAW 

10.1 

1.0 

Client 

722-4 

52.6 

2.0 

Micro  47609-04 

DRINKING  FOUNTAIN 
1ST  FLOOR -RM  103 
FIRST  DRAW 

Client 

722-5 

17.6 

1.0 

Micro  47609-05 

DRINKING  FOUNTAIN 
1ST  FLOOR -RM  101 
FIRST  DRAW 

Technical  Supervisor:  7  -^"v^m  -9/6/97   Analyst:  FR 

Farid  RamezanzadehT 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MIRALOMA  ES  #722 


Micro  Log  In     4  7  6  0  9 
Total  Samples  2  1 
Date  Sampled  8/17/97 
Date  Received  8/21/97 
Date  Analyzed  8/2  7/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

722-6 

Micro 

47609-06 

12.5 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR -RM  100 
FIRST  DRAW 

Client 

722-7 

Micro 

47609-07 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR -RM  102 
FIRST  DRAW 

9.6 

Client 

722-8 

Micro 

47609-08 

1 1.9 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR -RM  106 
FIRST  DRAW 

Client 

722-9 

Micro  47609-09 
SINK  FAUCET 

1ST  FLOOR  -  RM  110  -  FACULTY  LOUNGE 
FIRST  DRAW 

1 .5 

1.0 

Client 

722-10 

Micro 

47609-10 

13.9 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  -  RM  001 
FIRST  DRAW 

Technical  Supervisor:  _  A-tr—  y< — v  a-^.< — -   97 6/97  Analyst:   

Farid  Ramez^H^aderT^M^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MIRALOMA  ES  #722 


Micro  Log  In    4  7  6  0  9 
Total  Samples  2  1 
Date  Sampled  8/17/9  7 
Date  Received  8/21/97 
Date  Analyzed  8/2  7/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(PPb) 

Comments 

Client 

722-1  1 

Micro   47609-1 1 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  •  RM  010 
FIRST  DRAW 

20.1 

1.0 

Client 

722-12 

Micro 

47609-12 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  -  RM  012 
FIRST  DRAW 

9.5 

Client 

722-13 

Micro 

47609-13 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  -  RM  014 
FIRST  DRAW 

4.4 

Client 

722-14 

Micro  47609-14 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  -  RM  016 
FIRST  DRAW 

20.6 

1.0 

Client 

722-15 

Micro 

47609-15 

21.1 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  -  RM  018 
FIRST  DRAW 

Technical  Supervisor:  2.  ■     2  -x^^tX-— -    9/6/97   Analyst:   EL 

Farid  Rame2 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  fn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7609 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2 1 

1551  Newcomb  Avenue,  Rm.  103  MIRALOMA  ES  #722  DateSampied  8/17/97 

San  FranciSCO,  CA    94124  Date  Received  8/2  1 /9 7 

Date  Analyzed  8/27/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

722-16 

Micro  47609-16 
SINK  FAUCET 

BASEMENT  FLOOR  RM  026  -  FACULTY 

LOUNGE 

FIRST  DRAW 

8.6 

1.0 

Client 

722-17 

Micro  47609-17 

SINK  FAUCET 

BASEMENT  FLOOR  •  KITCHEN  RM  023 
FIRST  DRAW 

17.2 

1.0 

Client 

722-18 

Micro  47609-18 

SINK  FAUCET 

BASEMENT  FLOOR  -  KITCHEN  RM  023 
FIRST  DRAW 

40.4 

1.0 

Client 

722-19 

Micro  47609-19 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  -  OUTSIDE  C92 
FIRST  DRAW 

1 1 .6 

1.0 

Client 

722-20 

Micro 

BLANK 

47609-20 

<      1  .0 

1.0 

Technical  Supervisor:  ZJL 


9/6/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MIRALOMA  ES  #722 


Micro  Log  In    4  7  6  0  9 
Total  Samples  2  1 
Date  Sampled  8/17/97 
Date  Received  8/21/9  7 
Date  Analyzed  8/27/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

722-21 

Micro  47609-21 

DRINKING  FOUNTAIN 
ROOM  123 
FIRST  DRAW 

24.7 

1.0 

Technical  Rnppn/isnr   X  £   9/6/97   Analyst:   EL 

Farid  Ramezanzadeh^M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  (or  lead  analysis  tirdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MIRA  LOMA    Yf  *- 


Micro  Log  In    49  61  0 
Total  Samples  2  8 
Date  Sampled  10/15/97 
Date  Received  10/16/9  7 
Date  Analyzed  10/16/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

722-2A 

Micro  49610-01 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  107 
1ST  DRAW 

22.0 

1.0 

Client 

722-2B 

Micro 

49610-02 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  107 
2ND  DRAW 

6.2 

Client 

722-2C 

Micro 

49610-03 

18.9 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  107 
3RD  DRAW 

Client 

722-5A 

Micro 

49610-04 

10.8 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  101 
1ST  DRAW 

Client 

722-5B 

Micro 

49610-05 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  101 
2ND  DRAW 

7.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea^d  anaJystsJn  dhhking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  Kq3A  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


2 


1063  PROJECT:  Micro  Log  In  49610 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  28 

1551  Newcomb  Avenue,  Rm.  103  MIRA  LOMA  Date  sampled  10/15/97 
San  Francisco,  CA  94124 


Date  Received  10/16/97 
Date  Analyzed  10/16/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

722-5C 

9.8 

1.0 

Micro  49610-06 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  101 
3RD  DRAW 

Client 

722-8A 

1.4 

1.0 

Micro  49610-07 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  106 
1ST  DRAW 

Client 

722-8B 

1.8 

1.0 

Micro  49610-08 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  106 
2ND  DRAW 

Client 

722-8C 

2.1 

1.0 

Micro  49610-09 

DRINKING  FOUNTAIN 
1ST  FLOOR  ROOM  106 
3RD  DRAW 

Client 

722-10A 

18.9 

1.0 

Micro  49610-10 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  001 
1ST  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  f 


Laboratory  Accreditation  Program  (ELAP),  Cert/icat 
accordance  with  Method  3113B  (Standard  Methods, 


Analyst: 


FR 


drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
iples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 

 nation  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 

Association,  American  Water  Works  Association.^Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4961  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  28 

1551  Newcomb  Avenue,  Rm.  103  MIRA  LOMA  Date  sampled  1 0/15/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/1  6/9  7 

Date  Analyzed  10/16/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

722-10B 

Micro  49610-11 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  001 
2ND  DRAW 

36.8 

1.0 

Client 

722-10C 

Micro 

49610-12 

18.9 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  001 
3RD  DRAW 

Client 

722-11A 

Micro 

49610-13 

5.1 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  010 
1ST  DRAW 

Client 

722-11B 

Micro 

49610-14 

2.8 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  010 
2ND  DRAW 

Client 

722-11C 

Micro 

49610-15 

8.0 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  010 
3RD  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  (kinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.^Sample5.  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  ibr-the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49610 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  28 

1551  Newcomb  Avenue,  Rm.  103  MIRA  LOMA  DateSampied  10/15/97 

San  Francisco,  CA   94124  _    ..  . 

Date  Received  10/16/97 
Date  Analyzed  1  0/1  6/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

722-14A 

Micro 

49610-16 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  016 
1ST  DRAW 

2.9 

Client 

722-14B 

Micro 

49610-17 

1.7 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  016 
2ND  DRAW 

Client 

722-14C 

Micro 

49610-18 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  016 
3RD  DRAW 

3.7 

Client 

722-15A 

Micro 

49610-19 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  018 
1ST  DRAW 

2.7 

Client 

722-15B 

Micro 

49610-20 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  018 
2ND  DRAW 

7.5 

Technical  Supervisor: 


Fa  rid  Rameranzad 


10/16/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  ahalysWhydrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  CertificatVtHOCT.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  forTne  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4961  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  8 

1551  Newcomb  Avenue,  Rm.  103  MIRA  LOMA  DateSampied  10/15/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/1  6/97 

•     •  Date  Analyzed  1  0/1  6/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

722-15C 

Micro  49610-21 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR  ROOM  018 
3RD  DRAW 

6.7 

1.0 

Client 

722-17A 

Micro  49610-22 

SINK  FAUCET 

BASEMENT  FLOOR  ROOM  023  KITCHEN 
1ST  DRAW 

3.8 

1.0 

Client 

722-17B 

Micro  49610-23 

SINK  FAUCET 

BASEMENT  FLOOR  ROOM  023  KITCHEN 
2ND  DRAW 

1.8 

1.0 

Client 

722-17C 

Micro  49610-24 
SINK  FAUCET 

BASEMENT  FLOOR  ROOM  023  KITCHEN 
3RD  DRAW 

12.9 

1.0 

Client 

722-18A 

Micro  49610-25 

SINK  FAUCET 

BASEMENT  FLOOR  ROOM  023  KITCHEN 
1ST  DRAW 

12.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in\drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  CertificaW-*+637.  samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


6 


1063  PROJECT:  Micro  Log  In  49610 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  28 

1551  Newcomb  Avenue,  Rm.  103  MIRA  LOMA  Date  Sampled  10/15/97 

San  Francisco,  CA   94124  _  . 

Date  Received  10/16/97 

Date  Analyzed  1  0/1  6/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppD) 


Client 

722-18B 

Micro  49610-26 

SINK  FAUCET 

BASEMENT  FLOOR  ROOM  023  KITCHEN 
2ND  DRAW 

2.9 

1.0 

Client 

722-18C 

Micro  49610-27 
SINK  FAUCET 

BASEMENT  FLOOR  ROOM  023  KITCHEN 
3RD  DRAW 

35.9 

1.0 

Client 

722-20A 

Micro 

BLANK 

49610-28 

<  1.0 

1.0 

Technical  Supervisor: 


10/16/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forH^adJenalysis  IriNJrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037XSampNes  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  ExarntneAion  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8021 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2 

1551  Newcomb  Avenue,  Rm.  103  MISSION  ANNEX  CC  Date  Sampled  8/23/97 

San  FrancisCO,  CA    94124  Date  Received  8/30/97 

Date  Analyzed  8/30/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

2 

Micro  48021-01 

SINK  FAUCET 
STAFF  LOUNGE 
FIRST  DRAW 

3.6 

1.0 

Client 

5 

Micro  48021-02 

FIELD  BLANK 

<  1.0 

1.0 

Technical  Supftrvisor:    T  ■>^~  \* —  9/8/97  Analyst:  

Farid  Ramez^nzadehTMS . 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacTanalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MISSION  ANNEX  CC 

4  *° 


Micro  Log  In    4  8  2  41 
Total  Samples  2 
Date  Sampled  9/5/97 
Date  Received  9/6/97 
Date  Analyzed  9/6/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1 

Micro  48241-01 

SINK  FAUCET 
KITCHEN  421  BARTLETT 
FIRST  DRAW 

(CC) 

4.6 

1.0 

Client 

4 

Micro  48241-02 

SINK  FAUCET 
KITCHEN  2950  MISSION 
FIRST  DRAW 

7.2 

1.0 

Technical  Supervisor: 


Analyst: 


AL/SL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead\analy§te  in>4rin^ing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #loS^-il>amples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063                                                                    PROJECT:  Micro  Log  In    492  0  7 

SFUSD  -  Asbestos  Control  Program                    S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103                    1950    MISSION  Date  Sampled  10/3/97 

San  FranciSCO,  CA    94124                                  (MISSION   ANNEX)  CD  Date  Received  1  0/4/97 

IA^vyCo-^  Date  Analyzed  1  0/4/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

3C 

Micro 

49207-06 

11.5 

1.0 

SINK  DRINKING  FOUNTAIN 
PORTABLE #5 
FIRST  DRAW 

Client 

2A 

Micro 

49207-07 

8.1 

1.0 

SINK  DRINKING  FOUNTAIN 
PORTABLE #4 

Client 

2B 

Micro 

49207-08 

1.0 

SINK  DRINKING  FOUNTAIN 
PORTABLE #4 

5.2 

Client 

2C 

Micro 

49207-09 

1  2.6 

1.0 

SINK  DRINKING  FOUNTAIN 
PORTABLE  #4 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  ariatysisJn  drinttingiwater  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
1950  MISSION 
(MISSION  ANNEX)  CS> 


Micro  Log  In    4  92  0  7 
Total  Samples  9 
Date  Sampled  10/3/97 
Date  Received  10/4/97 
Date  Analyzed  10/4/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 

run  1 A 

4A 

49207-01 
LINKING  FOUNTAIN 

3Lt  ft) 

8.7 

1.0 

Client 
Micro 

SINK  01 
PORTAI 

4B 

49207-02 

LINKING  FOUNTAIN 
SLEW 

7.5 

1.0 

Client 
Micro 

SINK  Dl 
PORTAI 
FIRST  I 

4C 

49207-03 

LINKING  FOUNTAIN 

3LEW 

>RAW 

10.3 

1.0 

Client 
Micro 

SINK  Dl 
PORTAI 

3A 

49207-04 

LINKING  FOUNTAIN 
3LE  «5 

4.0 

1.0 

Client 
Micro 

SINK  Dl 
PORTAI 

3B 

49207-05 

LINKING  FOUNTAIN 
BLEfS 

3.8 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead I  anaTysisTrrctrtnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4783  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  8 

1551  Newcomb  Avenue,  Rm.  103  MISSION  HS  Date  sampled  8/26/97 

San  Francisco,  CA    94124  Date  Received  8/2  6/9  7 

Date  Analyzed  8/31/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

725-1 

Micro 

47836-01 

18.9 

1.0 

DRINKING  FOUNTAIN 

GIRLS'  LOCKER  ROOM  -  ROOM  018 

FIRST  DRAW 

Client 

725-2 

Micro  47836-02 

SINK  FAUCET 
BASEMENT  LEVEL 
FIRST  DRAW 

1  .7 

1.0 

Client 

725-3 

Micro 

47836-03 

1.0 

DRINKING  FOUNTAIN 
1ST  FLOOR -C97 
OUTSIDE  ROOM  130 
FIRST  DRAW 

4.9 

Client 

725-4 

Micro  47836-04 

SINK  FAUCET 

1ST  FLOOR -RM  116 

FIRST  DRAW 

7.9 

1.0 

Client 

725-5 

Micro  47836-05 

SINK  FAUCET 

1ST  FLOOR -ROOM  122 

CAFE  KITCHEN  •  NORTH  WALL 

FIRST  DRAW 

7.6 

1.0 

Technical  Supervisor:   j.  -    ^  97"6/97  Analyst:   £L  

Farid  Ramezan2adefi>M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  836 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  8 

1551  Newcomb  Avenue,  Rm.  103  MISSION  HS  DateSampied  8/26/97 

San  Francisco,  CA   94124  _  ,  D 

1  Date  Received  8/26/97 

Date  Analyzed  8/31/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

725-6 

Micro  47836-06 

SINK  FAUCET 

1ST  FLOOR -ROOM  122 

CAFE  KITCHEN  -  NORTH  WALL 

FIRST  DRAW 

2.5 

1.0 

Client 

725-7 

Micro  47836-07 

SINK  FAUCET 
1ST  FLOOR  -  ROOM  122 
CAFE  KITCHEN  -  WEST  WALL 
FIRST  DRAW 

5.3 

1.0 

Client 

725-8 

Micro  47836-08 

SINK  FAUCET 
1ST  FLOOR  -  ROOM  122 
CAFE  KITCHEN  •  WEST  WALL 
FIRST  DRAW 

4.8 

1.0 

Client 

725-9 

Micro  47836-09 

SINK  FAUCET 

1ST  FLOOR  -  ROOM  122 

CAFE  KITCHEN  -  SOUTH  WALL 

FIRST  DRAW 

6.9 

1.0 

Client 

725-10 

Micro  47836-10 

SINK  FAUCET 

1ST  FLOOR  -RO0M1 17 

CAFE  KITCHEN  •  SOUTH  WALL 

FIRST  DRAW 

1.3 

1.0 

Farid  Ramez 


Technical  Snpprvisnr    Y  -LC-  .cJ*  9/6/97   Analyst:  ^ 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4783  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  8 

1551  Newcomb  Avenue,  Rm.  103  MISSION  HS  DateSampied  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  8/26/97 

Date  Analyzed  8/31/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

725-11 

<       1  .0 

1.0 

Micro  47836-11 

DRINKING  FOUNTAIN 

2ND  FLOOR  •  C97  OUTSIDE  AUDITORIUM 

FIRST  DRAW 

Client 

725-12 

<       1  .0 

1.0 

Micro  47836-12 

SINK  FAUCET 
2ND  FLOOR  -  ROOM  237 
COOKING  CLASS  SINK 
FIRST  DRAW 

Client 

725-13 

4.5 

1.0 

Micro  47836-13 

SINK  FAUCET 
2ND  FLOOR  -  ROOM  237 
COOKING  CLASS  SINK 
FIRST  DRAW 

Client 

725-14 

10.3 

1.0 

Micro  47836-14 

SINK  FAUCET 
2ND  FLOOR  -  ROOM  237 
COOKING  CLASS  SINK 
FIRST  DRAW 

Client 

725-15 

4.3 

1.0 

Micro  47836-15 

DRINKING  FOUNTAIN 

2ND  FLOOR  -  C91  OUTSIDE  AUDITORIUM 

FIRST  DRAW 

"7  .C.7-  ^   ^6/97  Ana  I  wet 


Technical  Supervisor:      7  .o--<  -^^^<  9/6/97  Analyst 

Farid  RamezanzadelvM^N 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


4 


1063  PROJECT:  Micro  Log  In    478  3  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  8 

1551  Newcomb  Avenue,  Rm.  103  MISSION  HS  Date  Sampled  8/26/97 

San  Francisco,  CA    94124  Date  Received  8/26/97 

Date  Analyzed  8/31/97 


Detection 


Lead  Concentrati  on  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

725-16 

1.8 

1.0 

Micro  47836-16 

DRINKING  FOUNTAIN 

4TH  FLOOR  -  C97  OUTSIDE  ROOM  407 

FIRST  DRAW 

Client 

725-17 

4.5 

1.0 

Micro  47836-17 

DRINKING  FOUNTAIN 

4TH  FLOOR  -  C91  OUTSIDE  ROOM  424 

FIRST  DRAW 

Client 

725-18 

<  1.0 

1.0 

Micro 

BLANK 

47836-18 

Technical  £..pgn/i«nr  z^^k^^SMM   Analyst:   al  

Farid  Ramc^an^^ehTlvLS. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5  0887 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  MISSION  HS  DateSampied  11/1  8/97 

San  FranciSCO,  CA    94124  Date  Received  1  1 /2 2/9 7 

Date  Analyzed  1  1/22/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

725-1  A 

Micro 

50887-01 

1.0 

DRINKING  FOUNTAIN 
GIRLS  LOCKER  ROOM 
1ST  DRAW 

5.3 

Client 

725-1B 

Micro 

50887-02 

6.1 

1.0 

DRINKING  FOUNTAIN 
GIRLS  LOCKER  ROOM 
2ND  DRAW 

Client 

725-1C 

Micro 

50887-03 

1  5.4 

1.0 

DRINKING  FOUNTAIN 
GIRLS  LOCKER  ROOM 
3RD  DRAW 

Client 

BLANK 

Micro 

BLANK 

50887-04 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  te^d_ar^lysis~m-d^inking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


APR-02-99  FRI  12:10  PM 


FAX  NO. 


P.  07/1 


Page  1 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Bm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MISSION  NURSERY 


Micro  Log  In  66111 
Total  Samples  1  3 
Dale  Sampled  3/12/9  9 
Date  Received  3/12/99 
Dale  Analyzed  3/15/99 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 
Micro 

CLASSF 
1ST  DR 

M.  NURS.  1A 

66111-01 

IOOM  1 

m 

1 

1 

Client 

Micro 

CLASSF 
2ND  DR 

M.  NURS,  1B 

66111-02 

tOOM1 
AW 

1 

1 

Client 
Micro 

TOILET 
1ST  DR 

M.  NURS.  2A 

66111-03 
2 

AW 

<  1 

1 

Client 
Micro 

TOILET 
2ND  DF 

M.  NURS.  2B 

66111-04 
2 

IAW 

<  1 

1 

Client 
Micro 

KJTCHI 
1ST  DR 

M.  NURS.^A^^ 

66111-05  & 

M 
AW 

2 

1 

Technical  Supervisor: 


Farid  Rame. 


3/15/99  Analyst: 


TT 


tadeh,  M.S.        Data  Reported 

Micro  Analytical  Laboratories,  Ine.l*  accredited  lor  lead  analysis  in  drinking  water  by  Iho  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphito  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Mothode  for  the  Examination  of  Wator  and  Wastewater,  16th  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association.  Water  Pollution  Control  Fedoration).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  e  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0624 


APR-02-99  FRI  12:11  PM 


FAX  NO. 


P.  08/11 


Page 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MISSION  NURSERY 


Micro  Log  In    6  6111 
Total  Samples  1  3 
Dale  Sampled  3/12/99 
Dale  Roce'rved  3/12/99 
Date  Analyzed  3/15/99 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client            M.  NURS.^B^Vg  j 

Micro  66111-06  ' 
Kitchen 

2ND  DRAW 

<  1 

1 

Client              M.  NURS.^4A^  T,/)- 
Micro   66111-07  \ 

TOILET  3  V  

1ST  DRAW 

4 

1 

Client 
Micro 

TOILET 
2ND  DP 

M.  NURS. 

66111-08             "  /^X) 

a  ^ — 
AW 

2 

1 

Client              M.  NURS.  5A 
Micro  66111-09 

TOILET  3 
1ST  DRAW 

<  1 

1 

Client 
Micro 

TOILET 
2ND  DF 

M.  NURS.  5B 

66111-10 
4 

IAW 

<  1 

1 

Technical  s..p«n/?«nr-      <tf\kP*WAAJJS       3/15/99       Analyst:   tt  

Xpf    Farld  Ramwzanzadeh,  M.S.        Date  Reported 

Micro  Analytical  Laboratories.  Incuts  accredited  for  load  analysis  In  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordanco  with  Method  3113B  (Standard  Methods  lor  the  Examination  of  Walor  and  Wastewater,  16th  edition.  1992.  American  Public  Hoolth 
Association,  American  Water  Works  Association,  Walor  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  anafyzod.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  84608  -  (510)  653-0624 


APR-02-99  FRI  12:11  PM 


FAX  NO. 


P.  09/1 


Page  3 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    6  6111 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  MISSION  NURSERY  DateSampiod  3/12/99 

San  Francisco.  CA  94124  Date  Received  3/1 2/99 

Date  Analyzed  3/15/99 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

M.  NURS.  6A 

Micro  66111-11 

TOILETS 
1ST  DRAW 

< 

1 

1 

Client 

M,  NURS.  6B 

Micro 

66111-12 

1 

TOILETS 
2ND  DRAW 

< 

1 

Client 

M.  NURS.  BL 

Micro 

66111-13 

1 

BLANK 

< 

1 

Technical  Supervisor:  ^/^J(MXJ^S        3/15/99  Analyst:  

Jyj(    Farld  Ramraanzadeh,  M.S.        Date  Reported 

Micro  Analytical  Laboratories.  Inc.  Is  accredited  for  lead  analysis  In  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  AccrodJtallon  Program  (ELAP),  Certificate  #1067.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  lor  the  Examination  or  Water  and  Wastewater,  18th  edition,  1082,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Conlrot  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  0/  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  m  parts  per  billion. 


5900  MOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  845 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  7 

1551  Newcomb  Avenue,  Rm.  103  MONROE  ES  Date  Sampled  8/24/97 

San  Francisco,  CA    94124  Date  Received  8/27/97 

Date  Analyzed  8/31/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

DRINKI 
101 

NOT  OP 

1 

47845-01 
MG  FOUNTAIN 

ERATIONAL 

SAMPLE  NOT 
RECEIVED 

Client 
Micro 

SINK  Dl 
101 

2 

47845-02 

UNKING  FOUNTAIN 

2.6 

1.0 

Client 
Micro 

DRINKII 
102 

3 

47845-03 
MG  FOUNTAIN 

3.3 

1.0 

Client 
Micro 

SINK  Di 
102 

4 

47845-04 
UNKING  FOUNTAIN 

2.0 

1.0 

Client 
Micro 

DRINKI 
103 

5 

47845-05 
MG  FOUNTAIN 

2.1 

1.0 

Technical  Supervisor:      i   it  ^ —  7/97  Analyst:   E5  

Farid  RamezanzadeJi/^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Sen/ices,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  845 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  37 

1551  Newcomb  Avenue,  Rm.  103  MONROE  ES  DateSampied  8/24/97 

San  Francisco,  CA  94124  ,  n    .  . 

Date  Received  8/27/97 
Date  Analyzed  8/31/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 

IU) 

6 

47845-06 
UNKING  FOUNTAIN 

2.4 

1.0 

Client 
Micro 

DRINKII 
104 

NOT  OP 

7 

47845-07 
YG  FOUNTAIN 

ERATIONAL 

SAMPLE  NOT 
RECEIVED 

Client 
Micro 

SINK  Dl 
104 

8 

47845-08 
LINKING  FOUNTAIN 

6.3 

1.0 

Client 
Micro 

DRINKI 
105 

NOT  OP 

9 

47845-09 
NG  FOUNTAIN 

ERATIONAL 

SAMPLE  NOT 
RECEIVED 

Client 
Micro 

BLANK 

1  0 

47845-10 

<1.0 

1.0 

1 


Technical  Supervisor:  V       -  v^  -- —  9/7/97   Analyst:  

Farid  Ramezanzadeb,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Tead  analysis'  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47845 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  3  7 

1551  Newcomb  Avenue,  Rm.  103  MONROE  ES  Date  Sampled  8/24/97 

San  FranciSCO,  CA    94124  Date  Received  8 /2 7/9 7 

Date  Analyzed  8/31/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  01 
106 

1  1 

47845-11 
UNKING  FOUNTAIN 

2.3 

1.0 

Client 
Micro 

MULTIP 
LIBRAR 

1  2 

47845-12 

LE  DRINKING  FOUNTAIN 
Y 

1.6 

1.0 

Client 
Micro 

SINK  Dl 
106 

1  3 

47845-13 
LINKING  FOUNTAIN 

5.9 

1.0 

Client 
Micro 

DRINKI 
107 

1  4 

47845-14 
HG  FOUNTAIN 

7.0 

1.0 

Client 
Micro 

SINK  Dl 
107 

1  5 

47845-15 
LINKING  FOUNTAIN 

4.3 

1.0 

Technical  Supervisor:  —    '   9/1/91  Analyst:  FR 


~? — ~ — 
Farid  RamezanzadetvM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  'lead  analysis'  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    47  84  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  37 

1551  Newcomb  Avenue,  Rm.  103  MONROE  ES  DateSampied  8/24/97 

San  Francisco,  CA   94124  _  ,  _    .  M  „,„,.„, 

Date  Received  8/27/97 
Date  Analyzed  8/31/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
106 

1  6 

47845-16 
LINKING  FOUNTAIN 

8.6 

1.0 

Client 
Micro 

SINK  Dl 
109 

1  7 

47845-17 
LINKING  FOUNTAIN 

2.0 

1.0 

Client  |                   1  8 

Micro  47845-18 

SINK  DRINKING  FOUNTAIN 
110 

2.6 

1.0 

Client 

Micro 

SINK  f; 
KITCHE 

1  9 

47845-19 

IUCET 
N 

2.0 

1.0 

Client 
Micro 

BLANK 

20 

47845-20 

<1.0 

1.0 

Technical  Supervisor:     1  9/7/97   Analyst:   !1  

Farid  Rame2anzatleh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  forTead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  5 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  845 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  7 

1551  Newcomb  Avenue,  Rm.  103  MONROE  ES  Date  Sampled  8/24/97 

San  FranciSCO,  CA    94124  Date  Received  8/27/97 

Date  Analyzed  8/31/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
201 

21 

47845-21 
MG  FOUNTAIN 

3.0 

1.0 

Client 
Micro 

SINK  Dl 
201 

22 

47845-22 
UNKING  FOUNTAIN 

1.9 

1.0 

Client 
Micro 

DRINKI 
202 

23 

47845-23 
MG  FOUNTAIN 

2.4 

1.0 

Client 
Micro 

SINK  Dl 
202 

24 

47845-24 
LINKING  FOUNTAIN 

2.3 

1.0 

Client 
Micro 

DRINKI 
203 

25 

47845-25 
MG  FOUNTAIN 

3.4 

1.0 

r  / 

/7/97  Analvcf  FR 


Technical  Supervisor:     'J      —  C'^ — i^^-  ^Allll  Analyst: 

Farid  Rame^nzadehTMS^ 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  -lead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
MONROE  ES 


Micro  Log  In    4  7  8  4  5 
Total  Samples  3  7 
Date  Sampled  8/24/97 
Date  Received  8/27/97 
Date  Analyzed  8/31/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


26 


Micro  47845-26 

SINK  DRINKING  FOUNTAIN 

203 


1.9 


1.0 


Client 


27 


Micro  47845-27 

SINK  DRINKING  FOUNTAIN 
204 


2.8 


1.0 


Client 


28 


Micro  47845-28 

SINK  DRINKING  FOUNTAIN 
206 


2.3 


1.0 


Client 


29 


Micro  47845-29 

SINK  FAUCET 
LOUNGE 


Client 

Micro  47845-30 

BLANK 


30 


2.2 


<1.0 


1.0 


1.0 


Technical  Supervisor:    !  tl — ><^'~X;~  9/7/97   Analyst:    

izade1vM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  Tn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  311 3B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  7 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  84  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  7 

1551  Newcomb  Avenue,  Rm.  103  MONROE  ES  Date  Sampled  8/24/97 

San  FranciSCO,  CA    94124  Date  Received  8/27/97 

Date  Analyzed  8/31/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  F/ 
WOMEI* 

31 

47845-31 

UJCET 
I'S  RM 

2.4 

1.0 

Client 
Micro 

SINK  Ft 
MEN'S  1 

32 

47845-32 

UJCET 
3M 

2.3 

1.0 

Client 
Micro 

MULTIP 
2ND  FL 

33 

47845-33 

LE  DRINKING  FOUNTAIN 
DOR  DRINKING  FOUNTAIN 

1.6 

1.0 

Client 
Micro 

SINK  F/ 
BOYS'  f 

34 

47845-34 

tUCET 
IM. 

2.4 

1.0 

Client 
Micro 

SINK  Ft 
GIRLS' 

35 

47845-35 

VUCET 
RM. 

2.3 

1.0 

Technical  Supervisor:  ^^-^  '^  9/7/97  Analyst:   EL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analystsjn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  8 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  845 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  37 

1551  Newcomb  Avenue,  Rm.  103  MONROE  ES  Date  Sampled  8/24/97 

San  Francisco,  CA   94124  ~  .  D    .  , 

1  Date  Received  8/2  7/97 

Date  Analyzed  8/31/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

MULTIP 
OUTSID 

36 

47845-36 

LE  DRINKING  FOUNTAIN 

E  MULTIPLE  DRINKING  FOUNTAIN 

<1.0 

1.0 

Client 
Micro 

SPIKED 

97-W00753-4 

47845-37 
SAMPLE 

20.4 

1.0 

7  J?  f 

Technical  Supervisor     ?  EC — '^T^'Cr'  —  9/7/97   Analyst:   H  

Farid  Ramezanzadeh>M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  tead^nalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Sequoia 
Analytical 

680  Chesapeake  Drive 

404  N.  Wiget  Lane 

819  Striker  Avenue,  Suite 

Redwood  City,  CA  94063 
Walnut  Creek,  CA  94598 
8     Sacramento,  CA  95834 

(650)  364-9600          FAX  (650)  364-9233 
(510)  988-9600          FAX  (5 10)  988-9673 
(916)  921-9600          FAX  (916)  921-0100 

'  SFUSD 

1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 

..:^:.._^._::=^..    jg™-ge  Moscone  Elem. 
LabProj.  ID:  9709158 

Sampled: 
Received: 
Analyzed: 

09/05/97  | 
09/05/97 
see  below 

Attention:  Bruce_Gjannjn]  

Reported: 

09/09/97  J 

LABORATORY  ANALYSIS 

Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9709158-01 
Sample  Desc  :  LIQUID,  1 

Lead 

mg/L 

09/08/97 

0.0050 

N.D. 

Lab  No:  9709158-02 

Sample  Desc  :  LIQUID,2 

■ 

Lead 

mg/L 

09/08/97 

0.0050 

N.D. 

Lab  No:  9709158-03 
Sample  Desc  :  LIQUID, 3 

Lead 

mg/L 

09/08/97 

0.0050 

N.D. 

Lab  No:  9709158-04 
Sample  Desc :  LIQUID.4 

Lead 

mg/L 

09/08/97 

0.0050 

N.D. 

Lab  No:  9709158-05 
Sample  Desc  :  LIQUID, 5 

Lead 

mg/L 

09/08/97 

0.0050 

N.D. 

Lab  No:  9709158-06 
Sample  Desc  :  LIQUID, 6 

Lead 

mg/L 

09/08/97 

0.0050 

N.D. 

Lab  No:  9709158-07 
Sample  Desc  :  LIQUID, 7 

Lead 

mg/L 

09/08/97 

0.0050 

N.D. 

alytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

EQUOIA  ANALYTICAL  -  ELAP#1210 


f  SPnilOlrJ  680  Chesapeake  Drive  Redwood  City,  CA  94063       (650)  364-9600  FAX  (650)  364-9233 

|  -|  404  N  Wiget  Lane  Walnut  Creek,  CA  94598       (510)  988-9600  FAX  (510)  988-9673 


Analytical 


819  Striker  Avenue,  Suite  8     Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  921-0100 


SFUSD 

1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 

Attention:      Bruce  Giannini 


Client  Proj.  ID:  George  Moscone  Bern. 
Lab  Proj.  ID:  9709158 


Sampled:  09/05/97 
Received:  09/05/97 
Analyzed:  see  below 

Reported:  09/09/97 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9709158-08 
Sample  Desc  :  LIQUID, 8 





I  paH 

mn  /I 

09 /08 /97 

0  0050 

N  D 

Lab  No:  9709158-09 
Sample  Desc :  LIQUID,9 

1  p^H 

mn  /L 
iuy/i_ 

09/08/97 

0  0050 

N  D 

Lah  Nrv  Q7flQ1RR-in 

l — CX  U  I  N  \J  .                     J/UCJIJO  IU 

Sample  Desc  :  LIQUID, 9  duplicate 

Lead 

mg/L 

09/08/97 

0.0050 

N.D. 

Lab  No:  9709158-11 
Sample  Desc  :  LIQUID, 10 

Lead 

mg/L 

09/08/97 

0.0050 

N.D. 

Lab  No:  9709158-12 
Sample  Desc  :  LIQUID,  11 

Lead 

mg/L 

09/08/97 

0.0050 

N.D. 

Lab  No:  9709158-13 
Sample  Desc  :  LIQUID,  12 

Lead 

mg/L 

09/08/97 

0.0050 

N.D. 

Lab  No:  9709158-14 
Sample  Desc  :  LIQUID, 13 

Lead 

mg/L 

09/08/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


^PriliniPl  680  Chesapeake  Drive  Redwood  City,  CA  94063       (650)  364-9600  FAX  (650)  364-9233 

f     4     1        JtW[UUia  404  N.  Wiget  Lane  Walnut  Creek,  CA  94598       (510)  988-9600  FAX  (510)  988-9673 

All.cllyti.Ccll  St"ker  ^^'^^  8     Sacramento,  CA  95834  (916)921-9600  FAX  (916)  921-0100 


sFOsb 

1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 

Attention:      Bruce  Giannini 


Client  Proj.  ID:  George  Moscone  Elem. 
Lab  Proj.  ID:  9709158 


Sampled:  69765797 
Received:  09/05/97 
Analyzed:  see  below 

Reported 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9709158-15 
Sample  Desc  :  LIQUID,  14 

Lead 


-abNo:  9709158-16 
Sample  Desc :  LIQUID,1#3 

Lead 


_abNo:  9709158-17 
Sample  Desc :  LIQUID,16 

Lead 


-abNo:  9709158-18 
ample  Desc  :  LIQUID, 16  duplicate 

Lead 


mg/L 


09/08/97 


mg/L 


0.0050 


09/08/97 


0.0050 


mg/L 


09/08/97 


0.0050 


mg/L 


09/08/97 


N.D. 


0.013 


N.D. 


0.0050 


N.D. 


alytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

EQUOIA  ANALYTICAL  ELAP#1210 


y — k 


leila  Flynn 
oject  Manager 


Page: 


MAR-25-99  THU  02:57  PM 


FAX  NO. 


P.  02/1 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GEORGE  MOSCONE 


3V 


Micro  L09  In    6  62  9  8 
Tolal  Samples  36 
Date  Sampled  3/16/9  9 
Date  Received  3/18/99 
Date  Analyzed  3/21/99 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 
Micro 

OFFICE 
SINK  Dl 

MOSCONE  1A 

66298-01 

.  1ST  DRAW 
LINKING  FOUNTAIN 

3 

1 

Client 
Micro 

OFFICE 
SINK  Dl 

MOSCONE  1B 

66296-02 

, 2ND  DRAW 
LINKING  FOUNTAIN 

<  1 

1 

Client 
Micro 

COURT 
MUITIP 

MOSCONE  6A 

66298-03 

YARD,  1ST  DRAW 

LE  DRINKING  FOUNTAIN 

<  1 

1 

Client 
Micro 

COURT 
MULTIP 

MOSCONE  6B 

66298-04 

YARD.  2ND  DRAW 

LE  DRINKING  FOUNTAIN 

<  1 

1 

Client 
Micro 

CAFET1 
GINK  Ft 

MOSCONE  9A 

66298-05 

IRIA,  1ST  DRAW 
UJCET 

<  1 

1 

Technical  Supervisor:  i^Q/a^,ClaAs\£L>  3/21/99       Analyst:   ZL 

Farid  Ramczar  zadoh.  M.S. 


Farid  Ramcza^  zadoh,  M.S.        Date  Reported 

Micro  Analytical  Laboratories.  Inc.  is  accredited  for  lead  analysis  in  drinking  waier  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  ere  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Molhod  31 138  (Standard  Molhods  for  tho  Examination  of  Walar  and  Wastewater,  isth  edition,  1092,  American  Public  Health 
Association,  Amorlcan  Wator  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  oxcopt  in  lull,  with  tho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  a  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


MAR-25-99  THU  02:58  PM 


FAX  NO. 


P.  03/15 


Page  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm<  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GEORGE  MOSCONE 


Micro  Log  In    6  6  2  9  8 
Total  Samples  36 
Data  Sampled   3/16/9  9 
Date  Received  3/1B/9  9 
Date  Analyzed  3/21/9  9 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

MOSCONE  9B 

<  1 

1 

Micro  66298-06 

CAFETERIA,")  ST  DRAW 
SINK  FAUCET 

Client 

MOSCONE  10A 

1  0 

1 

Micro  66296-07 

CLASS,  1ST  DRAW 

SINK  DRINKING  FOUNTAIN 

Client 

MOSCONE  10B 

1 1 

1 

Micro  66298-08 

CLASS,  2ND  DRAW 

SINK  DRINKING  FOUNTAIN 

Client 

MOSCONE  11A 

<  1 

1 

Micro  66298-09 

CLASS.  1ST  DRAW 

SINK  DRINKING  FOUNTAIN 

Client 

MOSCONE  11B 

<  1 

1 

Micro  66298-10 

CLASS.  2ND  DRAW 

SINK  DRINKING  FOUNTAIN 

Technical  Supervisor:        ^^xaaaJ^A^Q      3/21/99       Analyst:   W  

£yfy  Fartd  Ramezarizadah,  M.s5*       Dato  Reported 

Micro  Analytical  Laboratories,  Inc.  Is  accredited  for  lead  analysis  In  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1087.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  S113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  I8ih  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  bo  reproduced  oxcopt  In  full,  with  tho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation;  ppb  =  pans  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0624 


MAR-25-99  THU  02:58  PM 


FAX  NO. 


P.  04/1 51 


Page  3 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  »  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GEORGE  MOSCONE 


Micro  Log  In    662  9  8 
Total  Samples  3  6 
Date  Sampled  3/16/99 
Date  Received  3/18/99 
Dale  Analyzed  3/21/99 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


CJient 

MOSCONE  12A 

<  1 

1 

Micro  66296-11 

CLASS,  1ST  DRAW 

SINK  DRINKING  FOUNTAIN 

Client 

MOSCONE  12B 

<  1 

1 

Micro  66298-12 

CLASS,  2ND  DRAW 

SINK  DRINKING  FOUNTAIN 

Client 
Micro 

CLASS, 
SINK  Dl 

MOSCONE  13A 

<  1 

1 

66298-13 

1ST  DRAW 
LINKING  FOUNTAIN 

Client 
Micro 

CLASS, 
SINK  Dl 

MOSCONE  13B 

<  1 

1 

66298-14 

2ND  DRAW 
LINKING  FOUNTAIN 

Client 

MOSCONE  14A 

<  1 

1 

Micro  66298*15 

CLASS.  1ST  DRAW 

SINK  DRINKING  FOUNTAIN 

Technical  Supervisor:  ^AM^ktlAAA*  J    3/21/99       Analyst:   25  

-^jf"  Farld  RamezarWadeh,  M.S.        Dale  Reported 

Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  lead  analysis  In  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Moihod  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater.  18th  edition,  1992,  American  Public  Hoafth 
Association,  American  Water  Works  Association,  Waler  Pollution  Control  Federation).  This  report  must  not  bo  roproducod  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLL1S  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-0824 


MAR-25-99  THU  02:58  PM 


FAX  NO. 


P.  05/15 


Page 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GEORGE  MOSCONE 


Micro  Log  In    6  6  2  9  8 
Total  Samples  36 
Date  Sampled   3/1  6/99 
Date  Received  3/18/9  9 
Dato  Analyzo d  3/21/99 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PP&) 


Client 
Micro 

CLASS. 
SINK  Dl 

MOSCONE  14B 

66296-1 6 

2ND  DRAW 
4INKMG  FOUNTAIN 

<  1 

1 

Client 
Micro 

CLASS, 
SINK  Oi 

MOSCONE  15A 

66298-17 

1ST  DRAW 
JINKING  FOUNTAIN 

<  1 

1 

Client 
Micro 

CLASS, 
SINK  Dl 

MOSCONE  15B 
66298-18 

2ND  DRAW 
SINKING  FOUNTAIN 

<  1 

1 

Cliant 
Micro 

CLASS, 
SINK  D 

MOSCONE  16A 

66298-19 

1ST  DRAW 
FUNKING  FOUNTAIN 

<  1 

1 

Client 

Micro 

CLASS 
SINK  D 

MOSCONE  16B 

66298-20 

2ND  DRAW 
RINKING  FOUNTAIN 

<  1 

1 

Technical  Supervisor: 


4>s 


Fartd  Ramezanzadeh,  M.S 


&  Analyst: 


TT 


Date  Reported 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  or  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platlorm  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  31138  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Hoalth 
Association,  American  WBler  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  bo  reproduced  except  In  full,  with  The 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


MAR-25-99  THU  02:59  PM 


FAX  NO. 


P.  06/15 


Page  5 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  66298 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  6 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  MOSCONE  Date  Sampled  3/16/99 

San  Francisco,  CA  94124  _ 

Date  Received  3  / 1  8  /  9  9 

Date  Analyzod  3/21/99 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


MOSCONE  17A 


Micro  66296-21 

CLASS,  1ST  DRAW 

SINK  DRINKING  FOUNTAIN 


<  1 


CJient 


MOSCONE  17D 


Micro  66298-22 

CLASS,  2ND  DRAW 

SINK  DRINKING  FOUNTAIN 


<  1 


Client 


MOSCONE  20A 


Micro  66298-23 

FACULTY  ROOM,  1ST  DRAW 
SINK  DRINKING  FOUNTAIN 


<  1 


Client 


MOSCONE  20B 


Micro  66298-24 

FACULTY  ROOM,  2ND  DRAW 
SINK  DRINIUNQ  FOUNTAIN 


<  1 


Client 


MOSCONE  21 A 


Micro  66298*25 

CLASS,  1ST  DRAW 

SINK  DRINKING  FOUNTAIN 


<  1 


Technical  Supervisor:         ^cjXurfiAJ^l^    3/22/99       Analyst:   TL 

JLyT  Farld  Ramezarsfedeh,  M.S.        Date  Reported 


Micro  Analytical  Laboratories,  inc.  is  accredited  lor  lead  analysis  In  drinking  water  by  the  California  Department  of  Health  Sorvicos,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Cortlflcaie  #1037,  Sample-,  are  analyzed  by  Platform  Grephlte  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Mothods  for  the  Examination  of  Water  and  Wastewater,  16th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Walar  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full/ with  the 
approval  of  Micro  Analytical  Laboratories.  Inc.,  and  pertains  only  to  the  samplos  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  MOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


MAR-25-99  THU  02:59  PM 


FAX  NO. 


P.  07/15 


Page  6 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    6  629  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  36 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  MOSCONE  Date  Sampled  3/1  6/99 

San  FranciSCO,  CA    94124  Dale  Received  3/18/99 

Date  Analyzed  3/21/99 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

CLASS, 
SINK  DI 

MOSCONE  21 B 

<  1 

1 

66298-26 

2ND  DRAW 
UNKING  FOUNTAIN 

Client 

MOSCONE  22A 

<  1 

1 

Micro  66298-27 

CLASS,  1ST  DRAW 

SINK  DRINKING  FOUNTAIN 

Client 

MOSCONE  22B 

<  1 

1 

Micro  66298-28 

CLASS,  2ND  DRAW 

8INK  DRINKING  FOUNTAIN 

Client 

MOSCONE  23A 

<  1 

1 

M'lClt)  66298-29 

CLASS.  1ST  DRAW 

SINK  DRINKING  FOUNTAIN 

Client 

MOSCONE  24A 

<  1 

1 

Micro  66298-30 

EXT.  COURTYARD.  1ST  DRAW 
DRINKING  FOUNTAIN 

Technical  Siipp.™.*™-  A^U^LAUAAXVJ   3/22/99       Analyst:   !EE  

j^j^    Farid  Ramezar&adeh,  M.S.        Dale  Reported 

Micro  Analytical  Laboratories.  Inc.  Is  accredited  for  lead  analysis  In  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1097.  Samplos  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  31 138  (Standard  Methods  fDr  the  Examination  of  Water  and  wastewater,  iflih  edition,  1992,  American  Public  Health 
Association,  American  Wator  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  excepl  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  temples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


MAR-25-99  THU  03:00  PM 


FAX  NO. 


P.  08/15 


Pago  7 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT;  Micro  Log  In    66  2  98 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  6 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  MOSCONE  Date  Sampled  3/16/99 

San  Francisco,  CA  94124  Date  Rocked  3/18/99 

Date  Analyzed  3/21/99 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 
Micro 

CLASS, 

Sink  oi 

MOSCONE  25A 

66298-31 

1ST  DRAW 
LINKING  FOUNTAIN 

<  1 

1 
i 

Client 
Micro 

CLASS, 
SINK  OI 

MOSCONE  2SA 

66296-32 

1ST  DRAW 
LINKING  FOUNTAIN 

<  1 

1 

Client 
Micro 

CLASS, 
SINK  Dl 

MOSCONE  27A 

66298-33 

1ST  DRAW 
UNKING  FOUNTAIN 

<  1 

1 

Client 
Micro 

CLASS, 
SINK  Dl 

MOSCONE  28A 

66298-34 

1ST  DRAW 
UNKING  FOUNTAIN 

<  1 

1 

Client 
Micro 

BLANK 

MOSCONE  BL1 

66298-35 
1 

<  1 

1 

Technical  Supervisor: 


Farld  Ramezffikzadeh,  NTS. 


Analyst: 


TT 


Date  Reported 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  for  load  analysis  In  drinking  water  by  the  California  Departmonl  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Cortifioalo  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  ieth  edition,  1992,  American  Public  Health 
Association,  American  Wator  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  bo  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  lha  samples  analyzed.  Unit  explanation:  ppb  =  parts  par  billion. 

5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


MAR-25-99  THU  03:00  PM 


FAX  NO. 


P.  09/15 


Page  8 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3 B 


1063                                                                      PROJECT:  Micro  Log  In    6629  8 

SFUSD  -  Asbestos  Control  Program                   S.F.U.S.D.  Total  samples  3  6 

1551  Newcomb  Avenue,  Rm.  103  GEORGE MOSCONE  DateSampiod  3/16/9  9 

San  Francisco,  CA  94124  Date  Received  3/18/9  9 

Dale  Analyzed  3/22/9  9 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

MOSCONE  BL2 

Micro  66298-36 

BLANK 2 

<  1 

1 

3/22/99   Analyst: 


TT 


Technical  Supervisor.  . 

Mrf  Farid  RamezUnzadeh,  M.S.    ~   Dais  Roported 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  In  drinking  water  by  the  California  Department  o(  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Platform  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Mothods  lor  ihe  Examination  ol  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  Amorican  Water  Works  Association,  Water  Pollution  Control  Fodorailon).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  inc.,  and  pertains  only  to  tho  samples  analyzed.  Unit  explanation;  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


^Pniinia  680  CW«»peske  Drive         Redwood  Gty.  CA  94063      (650)  364-9600         FAX  (650)  364-9133 

(%\        JCVjUWiU  404  M.  Vrsei Une  Walnut  Cieek,  CA  94598       (510)  988-9600         FAX  (5 JO)  988-9673 

•T^— <T    y^Q^Jy^i^^J  819  Striker  Avenue.  Suite  6    S#cr?mento,  CA  95834  (916)  921-9600         FAX  (916)  92 1-0 1 00 


iiiininimniijimitsi-^ 


i SFUSD 

■  1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 

i 

jii  Attention:     Bruce  Giannini 


Client  Pro].  ID:  John  Mulr  E.S. 
Lab  Proj.  ID:  9708B50 


Sampled:  08/17/97  1 
Received:  08/22/97  § 
Analyzed:  see  below  gi 


JitefitoiteMSSIsSgiSfty: 


mmmnsmmiuHiiiimiMHiiNiiiiHii 


Reported:  08/29/97  ! 


Arvalyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708B50-01 

Sample  Desc :  LIQUID.J.  Muir  1  (Blank) 

r 

J  r~ 

Lead 

mg/L 

08/28/97 

0.0050 

N.D.  V 

Lab  No:  9708B50-02 
Sample  Desc  :  LIQUID.J.  Mulr  2 

Lead 

mg/L 

08/25/97 

0.0050 

N.D 

Lab  No:  9708B50-03 
Sample  Desc  :  UQUID,J.  Muir  3 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No;  9708B50-04 
Sample  Desc  :  LIQUID, J,  Muir  4 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B50-05 
Sample  Desc  :  LIQUID,J.  Muir  5 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B50-06 
Sample  Desc  :  LIQUID, J.  Muir  6 

Lead 

mg/L 

06/25/97 

00050 

0.0068 

Lab  No:  9708B50-07 
Sample  Desc  :  LIQUID.J.  Muir  7 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

AnaJytes  reported  as  N.D.  wore  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/29/97  17:44 


TX/RX  NO. 9320         P. 026 


/TN  Sequoia 
~   ^  Analytical 


GBO  Chesapeake  Drivt  Redwood  City.  CA  WM i       (650)364-9600  FAX  (650)  164-9233 

404  N.  Wlgct  Une  Walnut  Geek.  CA  94598       (510)  988  %M         FAX  (510)  SW-9679 

» 19  Striker  Avemie.  Suite  8     Sacnmemo,  CA  95834  (916)  93 1 -9600  FAX  (9 16)  91  i-OiOO 


g2;:::BS=f=r»S8»»iq«MBllm 


i SPUSD 
==  1551  Newcomb  Ave.,  Rm.  103 
i  San  Francisco,  CA  94124 


l«IMMI!|R!S»«a»!g!SJKgag|g;H;!!!KBgiaBBEg 

ululuiiluuiiijamiaBiEiiuiuiiiiiiinMiiiuiuHiuEiRE&s: 


Client  Proj.  ID:  John  Mulr  E.S. 
Lab  Proj.  ID:  9708B50 


=  Attention:     Bruce  Giannini 


Sampled:  08/17/97  | 

Received:  08/22/97  § 

Analysed,  see  below  | 

 ^  ^   Reported:  08/29/97  1 


LABORATORY  ANALYSIS 


Anatyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B50-08 
Sample  Desc  :  LIQUID, J.  Muir  6 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B5O-O9 
Sample  Desc  :  LIQUID,  J.  Muir  9 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:  9708B50-10 
Sample  Desc  :  UQUID,J.  Muir  10 

Lead 

mg/L 

08/25/97 

0.0050 

N.D. 

Lab  No:         9708B50-1 1 

Sample  Desc  :  LIQUID, J.  Muir  10  (Dup) 

Lead 

mg/L 

08/25/97 

0-0050 

N.D.  ^ 

Analytas  reported  as  N.D.  ware  not  present  above  the  stated  limh  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/29/97    17:44         TX/RX  NO. 9320 


P. 027 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  NEW  TRADITIONS  CENTER 

San  Francisco,  CA  94124 


Micro  Log  In    4  7  3  6  6 
Total  Samples  9 
Date  Sampled  8/14/9  7 
Date  Received  8/14/9  7 
Date  Analyzed  8/21/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1 

Micro 

BLANK 

47366-01 

<      1 .0 

1.0 

Client 

2 

Micro 

47366-02 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
SOUTH  /  WEST  OF  BASEMENT  (OUTSIDE) 
FIRST  DRAW 

4.5 

Client 

3 

Micro  47366-03 

DRINKING  FOUNTAIN 

FIRST  FLOOR  HALLWAY  •  NORTH  OF  RM.  02 
FIRST  DRAW 

25.4 

1.0 

Client 

4 

Micro  47366-04 

SINK  FAUCET 

SECOND  FLOOR  KITCHEN  SINK  RM.  01 3A 
FIRST  DRAW 

2.9 

1.0 

Client 

5 

Micro 

47366-05 

10.2 

1.0 

DRINKING  FOUNTAIN 
SECOND  FLOOR  HALLWAY 
SOUTH  OF  RM.  008 
FIRST  DRAW 

Technical  Supervisor: 


'-1 


I/7/97 


zadehTM^S. 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  -analysTsTn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 

1551  Newcomb  Avenue,  Rm.  103  NEW 

San  Francisco,  CA  94124 


PROJECT:                                 m  icro  Log  In  4  7  3  6  6 

S.F.U.S.D.                                   Total  Samples  9 

TRADITIONS  CENTER                    Date  Sampled  8/14/97 

Date  Received  8/14/97 

Date  Analyzed  8/21/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

6 

Micro 

47366-06 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
NORTH  /  WEST  OF  BLDG.  (OUTSIDE) 
BASKET  BALL  COURT 
FIRST  DRAW 

1.7 

Client 

7 

Micro 

47366-07 

3.8 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
NORTH  /  EAST  OF  BLDG  (OUTSIDE) 
FIRST  DRAW 

Client 

8 

Micro  47366-08 
SINK  FAUCET 

SINK  INSIDE  OF  RM.  B-14  •  WEST  WALL 
FIRST  DRAW 

1  .6 

1.0 

Client 

9 

Micro  47366-09 
SINK  FAUCET 

SINK  INSIDE  OF  RM.  B-15  •  WEST  WALL 
FIRST  DRAW 

<  1.0 

1.0 

Technical  Supervisor:        »^  — -  ^- — ^-"T"  8/22/97  Analyst:  

Farid  Ramezanzadeh^M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


SEP-02-97  TUE  07:03  AM 


P.  25/30 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  A  A  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
NEW  TRADITION 
ELEMENTARY 


Micro  Log  In    480  27 
Tola)  Samples  4 
Date  Sampled  8/30/97 
Date  Received  8/30/97 
Date  Analyzed  8/30/97 


Detection 

Lead  Concentration                  Limit  Comments 
Client  Sample  ID                    <ppb)  (ppb) 

Client  j                  1  o 

MiCTO  48027-01 
BLANK 

|  | 

<1.0  1.0 

•;  I 

i  . 
i  j 

Client  |  ^kT 

Micro  48027-02 
DRINKING  FOUNTAIN 

FIRST  FLOOR  •  HALLWAY.  NORTH  OF  ROOM 

0B2 

FIRST  DRAW 

<  1.0 

1.0 

Client  j               ^yf     O  j?> 
Mao  48027-03 

DRINKING  FOUNTAIN 

FIRST  FLOOR  -  HALLWAY,  NORTH  OF  ROOM 
OK 

SECOND  DRAW 

<  1.0 

1.0 

diem                yt  J 

Micro   48027-04  v> — 
DRINKING  FOUNTAIN 

FIRST  FLOOR  -  HALLWAY,  NORTH  OF  ROOM 
002 

THIRD  DRAW 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst:  „ 


AL 


Micro  Analytical  Laboratories.  Inc.  is  accredited  for  leaJrrrriaiysls  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 

accordance  wi|h  Method  O11O0  (Standard  Mulhodu  for  tho  Examination  <s*  \»l**»r  And  WulwwMor,  1Sth  edition.  10Q2.  Amoriean  Public  Wealth 

Association.  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  Ml,  with  the 
approval  ot  Micro  Analytical  Laboratories,  inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  bill  on. 


5900  MOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


09/02/97  06:57 


TX/RX  NO. 9328         P. 025 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47691 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  NEWCOMER  HS  Date  Sampled  8/22/97 

San  Francisco,  CA    94124  Date  Received  8/23/97 

Date  Analyzed  8/23/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1 

Micro 

BLANK 

47691-01 

<  1.0 

1.0 

Client 

4 

Micro  47691-02 

SINK  FAUCET 
SECOND  FLOOR 
TEACHERS'  LIBRARY  /  KITCHEN 
FIRST  DRAW 

7.2 

1.0 

Client 

5 

Micro  47691-03 

SINK  FAUCET 

SECOND  FLOOR 

TEACHERS'  LIBRARY  /  KITCHEN 

FIRST  DRAW 

9.3 

1.0 

Client 

6 

Micro  47691-04 

DRINKING  FOUNTAIN 

FIRST  FLOOR  FRONT  OF  RM  104 

FIRST  DRAW 

1.3 

1.0 

Client 

7 

Micro  47691-05 
SINK  FAUCET 

FIRST  FLOOR  CAFETERIA  KITCHEN 
FIRST  DRAW 

10.1 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Farid  Ramezanzadet*,  M.S 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47691 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  NEWCOMER  HS  Date  Sampled  8/22/97 

San  Francisco,  CA   94124  ,  0    .  . 

*  Date  Received  8/23/97 

Date  Analyzed  8/23/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

8 

Micro  47691-06 

SINK  FAUCET 

FIRST  FLOOR  CAFETERIA  /  FOOD  AREA 
FIRST  DRAW 

28.7 

1.0 

Client 

9 

Micro 

47691-07 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  PLAYGROUND  •  NORTH  /  WEST 
FIRST  DRAW 

5.7 

Client 

1  0 

Micro 

47691-08 

24.3 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 

FIRST  FLOOR  PLAYGROUND  -  NORTH  /  EAST 

FIRST  DRAW 

Client 

1  1 

Micro  47691-09 

DRINKING  FOUNTAIN 

FIRST  FLOOR  PARKING  LOT  -  SOUTH  /  WEST 
FIRST  DRAW 

21 .3 

1.0 

XI 

•7  £h  -  ^~~^Jk 


976797  Analvsf  FR 


Technical  Supervisor:    _Z  *k ; '•  ^ ; ^  ~ v ^  ^  ----976 / g i   Analyst 

Farid  Ramezanzadeh,  M-S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis" Rvdrfnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
NEWCOMER  HS 


0 


Micro  Log  In    4  9  6  71 
Total  Samples  4 
Date  Sampled   9/10/9  7 
Date  Received  10/17/97 
Date  Analyzed  10/18/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

14B 

1  .3 

1.0 

Micro  49671-01 

SINK  FAUCET 

FIRST  FLOOR  CAFETERIA  -  FOOD  AREA 
FIRST  DRAW 

Client 

15C 

<  1.0 

1.0 

Micro  49671-02 

SINK  FAUCET 

FIRST  FLOOR  CAFETERIA  •  FOOD  AREA 
FIRST  DRAW 

Client 

17B 

<  1.0 

1.0 

Micro  49671-03 

MULTIPLE  DRINKING  FOUNTAIN 
PLAYGROUND  -  NORTH  /  EAST 
FIRST  DRAW 

Client 

18C 

<       1  .0 

1.0 

Micro  49671-04 

MULTIPLE  DRINKING  FOUNTAIN 
PLAYGROUND  -  NORTH  /  EAST 
FIRST  DRAW 

Technical  Supervisor: 


su- — \ 


Farid  Rai 


10/20/97 


Analyst: 


SL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  read  ariajysl&jnj drfisking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #T037.  SarnpTes  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  8372 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  NEWCOMER  HS  Date  Sampled  9/10/97 

San  Francisco,  CA   94124  _  ,  _    .  ^ 

Date  Received  9/10/97 

Date  Analyzed  9/10/97 


Client  Sample  ID 


Lead  Concentration 


Detection 
Limit 


Comments 


Client 

2.2 

1.0 

Micro   48372-01      '             (7  K 

SINK  FAUCET                               &  " 
FIRST  FLOOR 
CAFETERIA  FOOD  AREA 
FIRST  DRAW 

Client 

NOT  ANALYZED 

Micro   48372-02                  L  O 

SINK  FAUCET                             A  (\ 
FIRST  FLOOR  ^ 
CAFETERIA  FOOD  AREA 
FIRST  DRAW 

Client 

NOT  ANALYZED 

Micro   48372-03  ✓ 

SINK  FAUCET                          V  1 
FIRST  FLOOR  A 
CAFETERIA  FOOD  AREA  U 
FIRST  DRAW 

Client 

2.0 

1.0 

Micro  48372-04 

MULTIPLE  DRINKING  FOUNTAIN         /,  /L 
FIRST  FLOOR                                  Ifv  ^ 
PLAYGROUND  NORTH  /  EAST  (v 
FIRST  DRAW  / 

Client 

NOT  ANALYZED 

Micro   48372-05  (L 

MULTIPLE  DRINKING  FOUNTAIN         f  T\  O 
FIRST  FLOOR                                  V  u 
PLAYGROUND  NORTH  /  EAST 
FIRST  DRAW 

Technical  Supervisor 


•    2^  /jZU-^^^—^^   ~* 

Farid  RameMhzader^HS. 


9/14/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In     483  72 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  NEWCOMER  HS  DateSampied  9/10/97 

San  Francisco,  CA    94124  Date  Received  9/10/97 

Date  Analyzed  9/10/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


J™ 


Client 


Micro  48372-06 

MULTIPLE  DRINKING  FOUNTAIN 
FIRST  FLOOR 

PLAYGROUND  NORTH  /  EAST 
FIRST  DRAW 


bC7 


NOT  ANALYZED 


Analyst:   !B  

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^na)ysisMn__dri^king  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


Technical  Supervisor: 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5  2  0  6  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  NEW  COMER  HS  DateSampied  1/14/98 
San  Francisco,  CA   94124  _  + 

Date  Received  1/14/98 
Date  Analyzed  1/15/98 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

8A 

Micro  52060-01 

SINK  FAUCET 
OFF  CAFETERIA 
RESAMPLE 

1.2 

1.0 

Client 

8B 

Micro  52060-02 

SINK  FAUCET 
OFF  CAFETERIA 
RESAMPLE 

<  1.0 

1.0 

Client 

8C 

Micro  52060-03 

SINK  FAUCET 
OFF  CAFETERIA 
RESAMPLE 

1.6 

1.0 

Client 

10A 

Micro 

52060-04 

20.4 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 

PLAYGROUND  SOUTH  WEST 

CORNER  OF  NORTH  DRINKING  FOUNTAIN 

RESAMPLE 

Client 

10B 

Micro 

52060-05 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
PLAYGROUND  SOUTH  WEST 
CORNER  NORTH  DRINKING  FOUNTAIN 
RESAMPLE 

5.4 

Analyst:   tJi  

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  chinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #f037:  samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


Technical  Supervisor: 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In     5206  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  NEW  COMER  HS  Date  Sampled  1/14/98 

San  FranciSCO,  CA    94124  Date  Received  1  / 1  4  /  9  8 

Date  Analyzed  1/15/98 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

10c 

Micro  52060-06 

MULTIPLE  DRINKING  FOUNTAIN 

PLAYGROUND  SOUTH  WEST 

CORNER  OF  NORTH  DRINKING  FOUNTAIN 

RESAMPLE 

1  8.2 

1.0 

3 


1/15/98  Analwct-  FR 


Technical  Supervisor:    _L_h~r  Nr^vy- — iL    1/15/98  Analyst: 

Farid  Ramezani 

\ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drifiking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificatext«037_>6ampJes  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  52169 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  NEWCOMER  HS  DateSampied  1/16/983 

San  Francisco,  CA  94124  _  .  D    .  . 

1  Date  Received  1/20/98 

Date  Analyzed  1/20/9  8 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

Micro 
sink  f; 

CAFETf 

NEWCOMER  8A 

52169-01 

WCET 
:RIA 

8.6 

1.0 

Client 
Micro 

SINK  Ft 
CAFET! 

NEWCOMER  8B 

52169-02 

VUCET 
•RIA 

5.5 

1.0 

Client 
Micro 

SINK  F> 
C  A  FETE 

NEWCOMER  8C 

52169-03 

VUCET 
•RIA 

4.1 

1.0 

Client 
Micro 

BLANK 

NEWCOMER  BLANK 

52169-04 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for jeacOanalysis  in  banking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Sampras  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  499 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  NORIEGA  CC  Date  Sampled  8/16/97 

San  FranciSCO,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/23/97 


Detection 


Client 

Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

#  1 

Micro 

47499-01 

1.0 

DRINKING  FOUNTAIN  / 
ROOM  003 

RIGHT  HAND  CORNER 
FIRST  DRAW 

2.7 

Client 

#2 

Micro 

47499-02 

1.0 

DRINKING  FOUNTAIN  / 
ROOM  003 

LEFT  HAND  CORNER 
FIRST  DRAW 

3.1 

Client 

#3 

Micro  47499-03 

SINK  FAUCET 
KITCHEN  AREA  003C 
NORTH  SINK  FAUCET 
FIRST  DRAW 

2.7 

1.0 

Client 

#4 

Micro  47499-04 

SINK  FAUCET 
KITCHEN  AREA  003C 
EAST  SINK  FAUCET 
FIRST  DRAW 

1.8 

1.0 

Client 

#5 

Micro 

47499-05 

1.0 

DRINKING  FOUNTAIN 
ROOM  001 
BY  NORTH  SIDE 
FIRST  DRAW 

3.5 

Technical  Supervisor:     V  O-^/^  ^-^-^  ^   9/7/97  Analyst:   


Farid  Rarne^af^dehTKfcSv 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead_anaiysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  499 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  NORIEGA  CC  Date  Sampled  8/16/97 

San  FranciSCO,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/23/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

*6 

<      1  .0 

1.0 

Micro  47499-06 

DRINKING  FOUNTAIN 
ROOM  002 

JUST  BY  ENTRANCE  DOOR 
FIRST  DRAW 

Client 

#7 

<      1 .0 

1.0 

Micro  47499-07 

WATER  FAUCET 
ROOM  004 

NORTH  SIDE  CORNER 
FIRST  DRAW 

Client 

#8 

1 .4 

1.0 

Micro  47499-08 

WATER  FAUCET/ 
ROOM  005 
BY  EAST  CORNER 
FIRST  DRAW 

Client 

#9 

<  1.0 

1.0 

Micro  47499-09 

WATER  FAUCET/ 
ROOM  006 

BY  NORTH  CORNER 
FIRST  DRAW 

Client 

#10 

1 .5 

1.0 

Micro  47499-10 

WATER  FAUCET 
ROOM  007 
BY  EAST  CORNER 
FIRST  DRAW 

r, 

Ji^~- —  977/91  Analucf  AL 


Technical  Supervisor:     2  ^t-1 — ^2±=^Z2J21ZL   Analyst: 

Farid  Ram&£aozadeh,~M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  311 3B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  749  9 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  NORIEGA  CC  Date  Sampled  8/16/97 

San  FranciSCO,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/23/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

#11 

1 .4 

1.0 

Micro  47499-11 

DRINKING  FAUCET 
SOUTH  SIDE  OF 
THE  YARD  (OUTSIDE) 
FIRST  DRAW 

Client 

#12 

1  .6 

1.0 

Micro  47499-12 

DRINKING  FOUNTAIN 
OUTSIDE  YARD 

BY  CORNER  OF  ROOM  004  BACK  SIDE 
FIRST  DRAW 

Client 

#13 

7.2 

1.0 

Micro  47499-13 

DRINKING  FOUNTAIN 
OUTSIDE  YARD 
SOUTH  SIDE 
FIRST  DRAW 

Client 

#14 

<  1.0 

1.0 

Micro 

BLANK 

47499-14 

Client 

#15 

<  1.0 

1.0 

Micro  47499-15 

DRINKING  FOUNTAIN 
CORRIDOR  C-90 
FIRST  DRAW 

Technical  Supervisor:     ~1  ^—  *~  "TV   9/7/97  Analyst:  

Farid  Ranijezanz^deh^M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
JOHN  O'  CONNELL  HS 


Micro  Log  In    4  747  5 
Total  Samples  20 
Date  Sampled  8/15/97 
Date  Received  8/18/97 
Date  Analyzed  8/21/9  7 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 

1 

1 .4 

1.0 

Micro  47475-01 

DRINKING  FOUNTAIN 
CORRIDOR  •  BASEMENT 
FIRST  DRAW 

Client 

2 

1.2 

1.0 

Micro  47475-02 

DRINKING  FOUNTAIN 
CORRIDOR  •  BASEMENT 
FIRST  DRAW 

Client 

3 

2.0 

1.0 

Micro  47475-03 

SINK  FAUCET 
CLASS  7 
FIRST  DRAW 

Client 

4 

3.2 

1.0 

Micro  47475-04 

DRINKING  FOUNTAIN 
CORRIDOR  -  1ST  FLOOR 
FIRST  DRAW 

Client 

5 

4.0 

1.0 

Micro  47475-05 

SINK  FAUCET 
CLASS  108 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea<±actalysis~fn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
JOHN  O1  CONNELL  HS 


Micro  Log  In    4  7  4  7  5 
Total  Samples  2  0 
Date  Sampled  8/15/97 
Date  Received  8/18/97 
Date  Analyzed  8/21/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

6 

<  1.0 

1.0 

Micro  47475-06 

SINK  FAUCET 
CLASS  106 
FIRST  DRAW 

Client 

7 

3.3 

1.0 

Micro  47475-07 

SINK  FAUCET 
CLASS  104 
FIRST  DRAW 

Client 

8 

<  1.0 

1.0 

Micro  47475-08 

SINK  FAUCET 
CLASS  102 
FIRST  DRAW 

Client 

9 

1 .7 

1.0 

Micro  47475-09 

DRINKING  FOUNTAIN 
CORRIDOR  1ST  FLOOR 
FIRST  DRAW 

Client 

1  0 

4.2 

1.0 

Micro  47475-10 

DRINKING  FOUNTAIN 
CLASS  103 
FIRST  DRAW 

Technical  Supervisor:      ^  -^~c- — .  cv. — ^  ^--^<- — 9/7/97  Analyst:   I*  

Farid  RameMnzade^^ /MTS>^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leBcLanalysiVifl-drinkriig  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
JOHN  O1  CONNELL  HS 


Micro  Log  In    4747  5 
Total  Samples  2  0 
Date  Sampled  8/15/9  7 
Date  Received  8/18/97 
Date  Analyzed  8/21/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 

1  1 

6.2 

1.0 

Micro  47475-11 

DRINKING  FOUNTAIN 
CLASS  105 
FIRST  DRAW 

Client 

1  2 

<  1.0 

1.0 

Micro  47475-12 

SINK  FAUCET 
LOUNGE -1ST FLOOR 
FIRST  DRAW 

Client 

1  3 

<      1 .0 

1.0 

Micro  47475-13 

SINK  FAUCET 
RM.  115  BATH 
FIRST  DRAW 

Client 

1  4 

8.1 

1.0 

Micro  47475-14 

SINK  FAUCET 
RM110 
FIRST  DRAW 

Client 

1  5 

<  1.0 

1.0 

T1 

Micro  47475-15 

DRINKING  FOUNTAIN 
CORRIDOR  -1ST  FLOOR 
FIRST  DRAW 

Technical  Snpprvisnr        O — -v^-~V^p-- —   3/7/97   Analyst:   !!*  

Farid  Rpmez^z^den^M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foMeld  analysts  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7475 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  2  0 

1551  Newcomb  Avenue,  Rm.  103  JOHN  O'  CONNELL  HS  Date  Sampled  8/15/97 

San  FranciSCO,  CA    94124  Date  Received  8/ 1  8/9  7 


Date  Analyzed  8/21/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


1  6 


Micro  47475-16 

SINK  FAUCET 
KITCHEN 
FIRST  DRAW 


Client 


1  7 


Micro  47475-17 

SINK  FAUCET 
KITCHEN 
FIRST  DRAW 


1.7 


1  .5 


1.0 


1.0 


Client 


1  8 


Micro  47475-18 

SINK  FAUCET 
KITCHEN 
FIRST  DRAW 


7.0 


1.0 


Client 


1  9 


Micro  47475-19 

DRINKING  FOUNTAIN 
PLAYGROUND 
FIRST  DRAW 


20.6 


1.0 


Client 


20 


Micro  47475-20 
BLANK 


<      1  .0 


1.0 


1 

Technical  Supervisor:  7  rC'- — -      — — :       9/7/97  Analyst:   

Farid  Rames^adelTHv^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  Irrdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4747  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  31 

1551  Newcomb  Avenue,  Rm.  103  JOSE'  ORTEGA  ES  Date  Sampled  8/15/9  7 

San  FranciSCO,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/22/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 

Micro 

47476-01 

1.2 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASS • 100 
FIRST  DRAW 

Client 

2 

Micro 

47476-02 

8.4 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASS  -101 
FIRST  DRAW 

Client 

3 

Micro 

47476-03 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASS -102 
FIRST  DRAW 

3.2 

Client 

4 

Micro 

47476-04 

11.0 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASS  -103 
FIRST  DRAW 

Client 

5 

Micro 

47476-05 

4.8 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  •  1ST  FLOOR 
FIRST  DRAW 

Technical  Supervisor  ~y  ^xj^ — — 9^1^91   Analyst:  

Farid  Rame^zadefi>M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foriewTanaly^is-in-drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In  47476 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  31 

1551  Newcomb  Avenue,  Rm.  103  JOSE1  ORTEGA  ES  Date  Sampled  8/15/97 

San  FranciSCO,  CA    94124  Date  Received  8/ 1  8/9  7 

Date  Analyzed  8/2  2/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

6 

<       1  .0 

1.0 

Micro  47476-06 

DRINKING  FOUNTAIN 
CORRIDOR  •  1ST  FLOOR 
FIRST  DRAW 

Client 

7 

1  6.0 

1.0 

Micro  47476-07 

DRINKING  FOUNTAIN 
CLASS -002 
FIRST  DRAW 

Client 

8 

<  1.0 

1.0 

Micro  47476-08 

DRINKING  FOUNTAIN 
CLASS  -003 
FIRST  DRAW 

Client 

9 

1.5 

1.0 

Micro  47476-09 

DRINKING  FOUNTAIN 
CLASS -004 
FIRST  DRAW 

Client 

1  0 

1 .4 

1.0 

Micro  47476-10 

DRINKING  FOUNTAIN 
CLASS -007 
FIRST  DRAW 

Technical  Supervisor:    -nf  (-^*— — ^ — ■ — sn/si  Analyst:   Q  

Farid  Ramezaf^adelyM ,B. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063                                                                         PROJECT:  Micro  Log  In    4  74  7  6 

SFUSD  -  Asbestos  Control  Program                    S.F.U.S.D.  Total  Samples  3  1 

1551  Newcomb  Avenue,  Rm.  103  JOSE'  ORTEGA  ES  Date  Sampled  8/15/97 

San  Francisco,  CA   94124  . 

Date  Received  8/18/97 
Date  Analyzed  8/22/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  1 

6.6 

1.0 

Micro  47476-11 

DRINKING  FOUNTAIN 
CLASS -011 
FIRST  DRAW 

Client 

1  2 

13.6 

1.0 

Micro  47476-12 

DRINKING  FOUNTAIN 
CLASS  -012 
FIRST  DRAW 

Client 

1  3 

2.8 

1.0 

Micro  47476-13 

DRINKING  FOUNTAIN 
CLASS  -013 
FIRST  DRAW 

Client 

1  4 

4.9 

1.0 

Micro  47476-14 

DRINKING  FOUNTAIN 
CLASS -014 
FIRST  DRAW 

Client 

1  5 

1.8 

1.0 

Micro  47476-15 

DRINKING  FOUNTAIN 
CORRIDOR  -  2ND  FLOOR 
FIRST  DRAW 

Technical  Supervisor: 


Farid  Rame; 


^aqzadeh^M.S. 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacTartalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  476 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  31 

1551  Newcomb  Avenue,  Rm.  103  JOSE'  ORTEGA  ES  Date  sampled  8/15/9  7 

San  FranciSCO,  CA    94124  Date  Received  8/ 1  8/9  7 

Date  Analyzed  8/22/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  6 

Micro  47476-16 

SINK  FAUCET 
ROOM  207A 
FIRST  DRAW 

2.6 

1 

0 

Client 

1  7 

Micro 

47476-17 

7.8 

1 

0 

SINK  DRINKING  FOUNTAIN 
CLASS -200 
FIRST  DRAW 

Client 

1  8 

Micro 

47476-18 

16.7 

1 

SINK  DRINKING  FOUNTAIN 
CLASS -202 
FIRST  DRAW 

.0 

Client 

1  9 

Micro 

47476-19 

1 

SINK  DRINKING  FOUNTAIN 
CLASS -203 
FIRST  DRAW 

9.3 

.0 

Client 

20 

Micro 

47476-20 

14.8 

1 

.0 

SINK  DRINKING  FOUNTAIN 
CLASS  -204 
FIRST  DRAW 

Technical  Supervisor     g/ •/  «■-« —  ^/97  Analyst:  

Farid  Rame^arizadeb^lS^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  5 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4747  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  3 1 

1551  Newcomb  Avenue,  Rm.  103  JOSE'  ORTEGA  ES  Date  sampled  8/15/97 

San  FranciSCO,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/2  2/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

21 

Micro 

47476-21 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASS  -  205 
FIRST  DRAW 

2.9 

Client 

22 

Micro 

47476-22 

14.8 

1.0 

SINK  DRINKING  FOUNTAIN 
CLASS  •  208 
FIRST  DRAW 

Client 

23 

Micro 

47476-23 

1.7 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  •  2ND  FLOOR 
FIRST  DRAW 

Client 

24 

Micro  47476-24 

SINK  FAUCET 
LOUNGE  •  208A 
FIRST  DRAW 

1.7 

1.0 

Client 

25 

Micro  47476-25 

DRINKING  FOUNTAIN 
CAFETERIA  -  209 
FIRST  DRAW 

30.8 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Farid  Rarrw 


ime^anzadervM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foMead  'analysis f  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pans  per  billion. 
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Page  6 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7476 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3 1 

1551  Newcomb  Avenue,  Rm.  103  JOSE'  ORTEGA  ES  Date  Sampled  8/15/97 

San  FranciSCO,  CA    94124  Date  Received  8/ 1  8/9  7 

Date  Analyzed  8/22/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
KITCHE 
FIRST  t 

26 

47476-26 

WCET 
N 

•RAW 

1  .7 

1.0 

Client 
Micro 

SINK  F/ 
KITCHE 
FIRST  r. 

27 

47476-27 

VUCET 
N 

)RAW 

7.4 

1.0 

Client 
Micro 

SINK  Ft 
KITCHE 
FIRST  E 

28 

47476-28 

MJCET 
N 

)RAW 

18.9 

1.0 

Client 
Micro 

MULTIP 
PLAYGI 
FIRST  I 

29 

47476-29 

LE  DRINKING  FOUNTAIN 

ROUND 

)RAW 

7.1 

1.0 

Client 
Micro 

MULTIP 
PLAYG 
FIRST  I 

30 

47476-30 

LE  DRINKING  FOUNTAIN 

ROUND 

)RAW 

23.4 

1.0 

Technical  Supervisor:    "1        7C  '   9/7/97  Analyst:   !Z  

Farid  'Rarnez^nzaa^sh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  JOSE'  ORTEGA  ES 

San  Francisco,  CA  94124 


Micro  Log  In    4  74  7  6 
Total  Samples  3  1 
Date  Sampled  8/15/9  7 
Date  Received  8/18/97 
Date  Analyzed  8/22/9  7 


Detection 


Lead  Concentration 

Limit 

Comments 

Client  Sample  ID 

(ppb) 

(ppb) 

Client 

3  1 

Micro 

47476-31 

BLANK 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Farid  Rameza^adeh.^M-S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  In  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


DEC.  15.  199V   3 :44PM 


SC.  994  1     P.  4 


/Jk\  Sequoia 
Analytical 


680  Chesap«U*  Drive  Redwood  Cuy.  CA  94063       (650)364-9600  FAX  (650)  364.9133 

404  N.  Wjgei  Lane  Walnut  Crest.  CA  94598       (510)  988-9600         FAX  (510)  988-967? 

B19  Striker  Avem.e.  W  8    Sacramento.  CA  95834         (916)  921-9600         FAX  (916)  9310100 


TilililM'  '  " '   " "'  "  ~   minimi::' 


PUSD  aiem  Proj"  ID:     Jose  Ortega  F.S                               Sampled:  12/1 1 /97  g 

.  1551  Newcomb  Ave.,  Rm.  103  Received:  12/12/97 

!  San  Francisco,  CA  94124  Lab  Proj.  ID:  9712752                                          Analyzed:  see  below  | 

i  in 

Attention'      Bruce  Giannini  Reported:  12/16/97 


IMI'I ;•-  t=— -   :i:  I    lllll  Ml  "    -  =~:r  ~  :  M.l.llllllllllM!!'!-;.  ..:   .i:l„.ll.li:ii  :  ==-n:—.„!,llllllll!l   — :r==i-J!I.U.I.U:Hillll™  


ituunwin 


LABORATORY  ANALYSIS 

Analyte  Units  Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  No:  9712752-01 

Lead 

mg/L 

12/17/97 

0OD50 

N.D 

Lab  No:  9712752-02 
bampie  Desc :  uquid,3-2 

Lead 

mg/L 

12/17/97 

0.0050 

N.D. 

Lab  No:  9712752-03 
Sample  Desc :  UQUID,3-3 

Lead 

mg/L 

12/17/97 

0  0050 

N.D. 

Lab  No;  9712752-04 
Sample  Desc :  LlQUlD,3-4 

Lead 

mg/L 

12/17/97 

0.0050 

N.D. 

Lab  No:  9712752-05 
Sample  Desc :  UQUID,3-5 

Lead 

mg/L 

12/17/97 

0.0050 

N.D. 

Lab  No:  9712752-06 
Sample  Desc  :  LIQUID.3-6 

Lead 

mg/L 

12/17/97 

0,0050 

0.0076 

Lab  No:  9712752-07 
Sample  Desc :  LIOUiD,3-7 

Lead 

mg/L 

12/17/97 

0.0050 

N.D 

Analytes  reported  a$  N.D.  war©  not  present  above  the  stated  limit  erf  detection. 


SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Page: 


12/18/97    15:44         TX/RX  NO. 1483         P. 004 


CFC.  18.  1997   3 : 44FM 


SO.  994 1     F.  5/' 


Qonnnia  680  Ch««p«4k« Dnvc  Rrdwood c.iy.  ca  wo«3  <65o)  364.9600  fax  (6S0)  364.9533 

f    A    \        J3CCJUUla  404  N  Wi*ei  Lane  W»lnui  Grek.  CA  9459B  (510)  988-9600  FAX  (5l0)  988  %7J 

a  1  1  8i9Sinker  Avenue.  Suite  8  Siciunemo.  CA  95834  (916)  911-9600  FAX  (916)  9J1 -0100 

Analytical 


-----  "ini!!iiH;r  qiiiiiiMmm.  ......  .- 

i SFUSD 

g  1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco.  CA  94124 


=i-:=:s-2.,s;!it:U.iniinmiii.:^ 


 IlillnSS  ~ 


Client  Proj.  ID;  Jose  Ortega  ES 
LabProj.  ID:  9712752 


^'•••••••'Kni;.,..,  :  :--^:=:zi£  2I"u-!ui:iiiiihi::k:::::" 


i  Attention:     Bruce  Glannini 


--,:r,iiiininiiu|!  

—~1      :      :  .. ',i!llllllllllllllMti: 


iHIHIIHIIIIWi'ia-'iSsSSiSSS 


»  ■fmHHUMMBSCK 


:i::ri.iilillll.llll|!|!|K!»!!;-2H;- 


r:iHitlLll.l  II  II  I'll""--:--  -  - 

=:=  --^-irM'i.lMiuiiihiiii'iri'i" 


Sampled:  12/11/97 
Received:  12/12/97  | 
Analyzed:  see  below  Hi 

 Raported:  tg/i j/97  | 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9712752-08 
Sample  Desc :  LIQUID, 3-8 

Lead 

mg/L 

12/17/97 

0.0050 

N.D. 

Lab  No:  9712752-09 
Sample  Desc  :  UQUID,3-9 

Lead 

mg/L 

12/18/97 

0.OO50 

0.0075 

Lab  No:  9712752-10 

Sample  Desc  :  LIQUID, 3-9  Dup 

Lead 

mg/L 

12/18/97 

0.0050 

00078 

Lab  No:  9712752-11 
Sample  Desc  :  LlQUID,3  10 

Lead 

mg/L 

12/17/97 

0.0050 

0.0063 

Lab  No:  9712752-12 

Sample  Desc :  UOUID.3-13 

Lead 

mg/L 

12/17/97 

0.0050 

0.0066 

Lab  No:  9712752-13 
Sample  Desc  :  LIQUID, 3-1 4 

Lead 

mg/L 

12/18/97 

0.010 

0.11 

Lab  No.  9712752-14 
Sample  Desc :  UQUID.3-15 

Lead 

mg/L 

12/17/97 

0.0050 

N.D. 

AnaJytee  reported  as  N.D.  were  not  prstsnt  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


12/18/97    15:44         TX/RX  NO. 1483         P. 005 


DEC.  13.  199'  3:45FM 

/J\  Sequoia 
Analytical 


NO.  9541     F.  6 


680  Ch«ap«ake  Drive  Redwood  City,  CA  9*063 

404  N.  V^ifttt  Lane  Walnui  Creek.  CA  9459S 

819  Striker  Avenue,  Suite  8    Sacramento.  CA  958 


(6S0)  364-9600 
(510)  9BB-96O0 
(916)  921-9600 


FAX  (650)  364.9233 
FAX  (510)  988-9675 
FAX  (916)  911.0100 


liilillilljlilii 


"  "IHIIInii' 

■•••••••••::iilll!IU 


i  SFUSD 
!!!  1551  Newcomb  Ave.,  Rm.  103 
I  San  Francisco,  CA  94124 


-   .  —  T^.:_:niinHt  

  ... »======:••=;"       ■  i.iiimiiiiiiiiii:::!1: !  

Client  Proj.  ID:  Jose  Ortega  ES 
Lab  Proj.  ID:  9712752 


1  """llllllun. 

■   -^i-.-.r 


hs£K!:'UIMuiihii:i:: 


Attention: 

Hump;*:.. ..: 
::=.-ir  i  


Anelyte 


Bruce  Gianninl 

dhhllilllllllUiiii 


■  •".  wins;:....;. .  ..;  — .r-:.-.-.=i..:iz-.^u , uni^^lf1' 


Sampled:  12/11/97 
Received:  12/12/97 
Analyzed:  see  below 

Reported:  12/18/97 

.rr=:         -r._  - ,  ,  ;  MHIlim!'!  : 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9712752-15 
^   Sample  Desc  :  LIQUID, 3- 1 6 

Lead 

mg/L 

12/17/97 

0.0050 

0.016 

Lab  No:  9712752-16 
^  Sample  Desc  ;  LIQUID.3-17 

Lead 

mg/L 

12/16/97 

0.0050 

N.D. 

Lab  No;  9712752-17 
Sample  Desc :  UQUID,3-ie 

j  Lead 

mg/L 

12/17/97 

0.0050 

N.D. 

Lab  No:  9712752-18 
^  (^Sample  Desc  :  LlQUID.3-19 

Lead 

mg/L 

12/18/97 

0.0050 

0.017 

Lab  No:  9712752-19 
^  Sample  Desc  .  LIQUID.3-21 

Lead 

mg/L 

12/17/97 

0.0050 

0.046 

Lab  No:  9712752-20 
Sample  Desc :  LIQUID, 3-21  Dup 

Lead 

mg/L 

12/17/97 

0.0050 

0.048 

Lab  No:  9712752-21 
Sample  Desc :  LIQUID, Blank 

Lead 

mg/L 

12/17/97 

0.0050 

N.D. 

Analytes  reported  a$  N.D.  war«  not  present  above  the  stated  limit  of  detection 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


12/18/97    15:44         TX/RX  NO. 1483         P. 006 


SEP.  I  199?  :Z:24FM  3427     B.  3/2: 

^A 

~  ~  Analytical 


SPflllOi^  680  Chesapeake  Drtve  Redwood  City,  CA  94063       (650)  364-9600         FAX  (650)  364-9233 

J\.^UU1U  404  N.  Wi(t(  Lane  Walnut  Creek.  CA  9*598       ;5l0;  988-9600         FAX  (510)  988-9673 

819  Sinker  Avenue.  Suite  8     Sacramento,  CA  05834  (916)  9JT-96O0  FAX  ($16)  9*1-0100 


B  SFUSD  Client  ProJ.  ID:    J  Parker  Sampled.  08/24/97  jj 


1 1551  NewcombAve..  Rm.  103 
S  San  Francisco.  CA  94124 

I  Attention:     Bruce  Giannini 

Hi ""      '  nil  


Lab  Proj.  ID:  9708D15 


H|ijmiiaiagEs= 


;IIIIUIIIIIIUII«!!S!!~ 


Received:  08/25/97  ,„ 
Analyzed:  see  below  § 

i 

 Reported:  08/29/97  J 


LABORATORY  ANALYSIS 


Anatyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:         9708D 15-01 
Sample  Desc  :  UQUID,J.  Parker  1 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D15-02 

Sample  Desc  :  LIQU1D,J.  Parker  1  Duplicate 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:          9708D 15-03 
Sample  Desc  :  UQUID,J.  Parker  2 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D15-04 

Sample  Desc  :  LIQUID,J.  Parker  2  Duplicate 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D15-O5 
Sample  Desc  :  UQUID.J.  Parker  3 

Lead 

mg/L 

08/29/97 

0.0050 

N.D. 

Lab  No:          9708D 15-06 

Sample  Desc  :  UQUID.J.  Parker  3  Duplicate 

Lead 

mg/L 

08/29/97 

0.0050 

N.D. 

Lab  No:  9708D15-07 
Sample  Desc  :  UQUID.J.  Parker  4 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Analytas  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Rynn 
Project  Manager 


Page: 


09/02/97  13:23 


TX/RX  NO. 9346         P. 009 


SEP. 


99' 


.  (.3 


SC.  5< 


Se(iuoia 

Analytical 


680  Chesapeake  Drive  Redwood  City",  CA  94063 

404  N  W&ei  Une  Wahiut  Creek,  CA  94598 

819  Striker  Avenue,  Sult«  6     Sacrtmerrto.  CA  95834 


(650)  364-9$00 
(510)  9*8-9600 
(916)  951-9600 


7   f.  ::/26 

FAX  (650)  364-9133 
FAX  (510)  988-9673 
FAX  (916)  921-0100 


illliiiiii^iBla■llalllBl»mmM^!!!a^!'^^=!^^:■^^;;:^^g 
I SFUSD 

1 1551  NewcombAve.,  Rm.  103 
II;  San  Francisco,  CA  94124 


Client  ProJ.  ID;  J.  Parker 
Lab  Proj.  ID:  9708D15 


^si:::!:::::::!:::r°!X!iRSK3caniRiuiiim 

Sampled:  08/24/97  1 

Received:  08/25/97  | 

Analyzed:  see  below  j|| 


j||  Atterr 


ention:     Bruce  Giannini 

iwimmniiHiimiHmiiiii|i|miHrmimi»|ifw^ 

^ru-T7Tn<.i.iii  ii,iiintrl)fi[rnrrrfmUitki^M^ku»JtlJllllll!  1 1  lu  Ll  M I  iTRl  (j  tcute^>^)  1 1 1  itut  1 1 1  Ht  1 1 11 1  ill  (i  i  li  <  FH  i  f  I 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 

Limit 

Sample 
Results 

Sample  Desc  :  UQUID,J.  Parker  5 

Lead 

mg/L 

r*"H~i    /A  A  ff\^t 

08/28/97 

0.0050 

N.D. 

Lab  Nrv  qTOflDI^-AO 

Sample  Desc  :  LIQUID, J.  Parker  6 

Lead 

 ft 

mg/L 

An  /aa  ttw 

OB/28/97 

0.0050 

N.D. 

Sample  Desc  :  UQUID,J.  Parker  7 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D15-11 
Sample  Desc  .  LIQUID, J.  Parker  8 

Lead 

mg/L 

08/28/97 

0.0050 

N.D 

Lab  No.  9708D15-12 
Sample  Desc :  UQUIDJ.  Parker  9 

Lead 

mg/L 

08/28/97 

00050 

N.D. 

Lab  No:  9708D15-13 
Sample  Desc  :  LIQUID, J.  Parker  10 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D15-14 
Sample  Desc :  LIQUID, J.  Parker  11 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


09/02/97    13:23         TX/RX  NO. 9346         P. 010 


SEP.  2.  199?  12:25FV  SC.  5427     F.  1 1/26 

Analytical 


SpflllOirl  680  Ch«ipe»ke  Drive  Redwood  City,  CA  94063      (650)  364  9600         FAX  (650)  364-9133 

404  N  Wiget  Lane  Wilnul  Creek.  CA  94598       (510)  98B.9600         FAX  (5 10)  988-9673 

819  Striker  Avenue.  Siiice  »     Sacramento.  CA  95834  (916)  921-9600  FAX  (916)  911-0100 


TiiiHii|||i||iiiHHHmiK<«a 
nuninnu>iuiiiiilllillu.iiiroT7is-^i3 

SFU5D 


Lii. :"~-===i:4iTI3mn||||||||||l|l1llllillS?=iH= 


|  1551  Newcomb  Ave..  Rm.  103 
|  San  Francisco,  CA  94124 


|  Attention: 


Bruce  Giannini 

(j;B|j|M||niiiii)iniiiimki^i 


Client  Proj.  ID:  J.  Parker 
Lab  Proj.  ID:  9708D15 


^-iiiHinmuill 


WHHilliyttHIHKHSffS 


as 


r;.:;;:r.rriniiiiWiui^^.^Jri^:..li;inmii 

Sampled:  08/24/97  1 
Received:  08/25/97  ? 
Analyzed:  see  below  f 


Reported:  08/29/97  | 

 HIIIIIIHtlll1 1, 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708D15-15 
Sample  Desc  .  LIQUID,J.  Parker  12 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Ub  No.  9708D15-16 
Sample  Desc  :  LIQUID,  J.  Parker  13 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D15-17 
Sample  Desc  :  LIQUID, J.  Parker  14 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D15-18 
Sample  Desc  :  LIQUID,J.  Parker  15 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D15-19 
Sample  Desc  :  LIQUID, J.  Parker  16 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D15-20 
Sample  Desc :  LIQUID, J.  Parker  17 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Ub  No:  9708D15-21 
Sample  Desc :  LIQUID.J.  Parker  18 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL     ELAP  #1210 


Sheila  Flynn 
Project  Manager 


Page: 


09/02/97    13:23         TX/RX  NO. 9346         P. 011 


SEP.  I  195-  ;2:25FK  SO.  5427  F 

^   A      W  , 

"  Analytical 


S^QUOia  680  Chesipcake  Drive  Redwood  City.  CA  94063       (650)  364-9600  FAX  (6S0)  364-9133 

M  404  N,  Wig<«  Lane  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (5l0)  988-9675 

S 19  Striker  Avenue,  Suite  8    Sacramento.  CA  95a 34  (916*  921-9600  FAX  <9l6)  92I-OI00 


auuiiiuiuiiuHlllllllllUMtll 


^WMjllgliHIjljl 


S  SFUSD 
nj  1551  Newcomb  Ave.,  Rm.  103 
111  San  Francisco,  CA  94124 

I  Attention:     Bruce  Glanninl 

E=» ':Mn;ij|pU|i||nil||lRnimillllllHIUIIIIIIIIII!:;KiKS  ' 


 —.fllilllllllllllllllllllllilllD 

aimHiiHH'lM'OTiiiiUMiiaiBaa=aF""" 


Client  Proj.  ID:  J.  Parker 
Lab  Proj.  ID:  9708D15 


LOSMwihtllllfnililliiiiiiiiun^; 


■^•"SiiiiMiniinuuotenia&fe 


Sampled:  08/24/97  g 

Received:  08/25/97  | 

AnaJyzed:  see  below  | 

  Reported:  08/29/97  l 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  970BD15-22 
Sample  Desc  :  LIQUID, J.  Parker  19 

Lead 

mg/L 

ad  Ino  /07 

U.UUtHj 

rM.u. 

Lab  No:         9708D 15-23 
Sample  Desc :  UQUID.J.  Parker  20 

LthlU 

mg/L 

U.LHJbU 

IM.U. 

La  h  NO"           Q7D8D 15-24 

Mill  i  iu,                 %y  t  \j\j\s  i  o  4-  » 

Sample  Desc  :  UQUID,J.  Parker  21 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D15-25 
Sample  Desc :  LIQUID, J.  Parker  22 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D15-26 
Sample  Desc  :  UQUID,  J,  Parker  23 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:         9708D 15-27 
Sample  Desc  :  LIQUID,J.  Parker  24 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No.  9708D15-28 
Sample  Desc  .  LIQUID, J.  Parker  25 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Analyte*  reported  as  N.D.  ware  not  present  above  the  suited  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Page: 


09/02/97    13:23         TX/RX  NO. 9346         P. 012 


SEP.  2.  1997  :2:26FV  SC.  542;     F.  13/26 

f  i^X         SCOtlOitl  680  Chesapeake  DnvC          Redwood  Qty,  CA  9*063  (650)364-9600         FAX  (650)  364-9333 

|_  #^-|               M  404  N  Wiget  Lane              Walnut  Crt*k.  CA  94598  (510)  989.9600         FAX  (510)  988-9673 

~   ~  Analytical 


404  N  Wiget  Lane 

S19  Sinfccr  Avenue,  Suile  8     Sacramemo.  CA  95834  1916)  921-9600  FAX  (916)  92i-0i00 


II 

g SFUSD 

=  1551  NewcombAve..  Rm.  103 
jji  Sen  Francisco,  CA  94124 

1  Attention:      Bruce  Giannini 


Client  Proj  ID:  J.  Parker 
LabProj.  ID;  9708D15 


H^HSr:SEBSIIIlU||ll 

:  ~~x.3Eiciaus!iii)iiji  ' 


"iiHI|ij[iiii'i.-  

Sampled:  08/24/97  J 
Received:  08/25/97  1 
Analyzed:  see  below  | 


|iftiimrm^~ia=H 

WlGiBhr-^-^i 


t==?mmmKHFim'  mm 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708D15-29 
Sample  Desc  :  LIQUID, J.  Parker  26 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D15-30 
Sample  De&c  :  LIQUID, J.  Parker  27 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D15-31 

Sample  Desc  :  UQUID,J.  Parker  Blank 

Lead 

mg/L 

08/28/97 

0.0050 

N.D.  i- 

Lab  No:  9708D15-32 
Sample  Desc .  LIQUID, J.  Parker  28 

Lead 

mg/L 

08/28/97 

0.0050 

0.051 

Anafytes  r»port*d  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Ryi 
Project  Manager 


Page: 


09/02/97    13:23         TX/RX  NO. 9346         P. 013 


SEP-22-98  TUE  10:26  AM 


FAX  NO. 


P.  02/13 


Page 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm,  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
ROSA  PARKS  ES 


Micro  Log  In    6  0  2  9  4 
Total  Samples  37 
Date  Sampled  9/17/9  6 
Date  Received  9/18/98 
Date  Anatyzod  9/1  8/9  8 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

OR  INK! 

rm  ha 

PARKS  1 

60294-01 

NQ  FOUNTAIN 
LL 

r" 

1 

1 

Client 
Micro 

□RINKII 
4THHA 

PARKS  1A 

60294-02 

HQ  FOUNTAIN 
U 

<  1 

1 

Client 
Micro 

DRJNKII 
4THHA 

PARKS  IB 

60294-03 

MQ  FOUNTAIN 
LL 

<  1 

1 

Client 
Micro 

DMNKII 
4THHA 

PARKS  2 

60294-04 

HQ  FOUNTAIN 
LL 

2 

1 

Client 

Micro 

DRINKI) 
4THHA 

PARKS  2A 

60294-05 

siC  FOUNTAIN 
LL 

2 

1 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  ahatjcsk  in 'drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  (or  the  Examination  of  Water  and  Wastewater,  18th  edition,  1892,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  tho 
approval  of  Micro  Analytical  Laboratories.  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  *=  parte  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-0624 


SEP-22-98  TUE  10:26  All 


FAX  NO. 


P.  03/1 


Page  2 

MICRO  ANALYTICAL  LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  31136 
1063  PROJECT:  Micro  Log  In     6  0294 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  37 

1551  Newcomb  Avenue,  Rm.  103  ROSA  PARKS  ES  Dato  sampled  9/17/93 

San  Francisco,  CA  94124  roate  Received  9/1 8/98 

Date  Analyzed  9/18/98 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


PARKS  2D 


Micro  60294-06 

DRINKING  FOUNTAIN 
cm  HAUL 


Client 


PARKS  3 


Micro  60294-07 

SINK  FAUCET 

4TH  TEACHER'S  LOUNGE 


Client 


PARKS  3A 


Micro  60294-08 

SINK  FAUCET 

4TH  TEACHER'S  LOUNGE 


Client 


PARKS  3B 


Micro  60294-09 

SINK  FAUCET 

4tH  TEACHER'S  LOUNGE 


Client 


PARKS  4 


Micro   60294- tO 

DRINKING  FOUNTAIN 
ROOF  /EXTERIOR 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories.  Inc.  Is  accredited  lor  leacTanalysle^vddnking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  311  SB  (Standard  Methods  lor  the  Examination  of  Walor  and  Wastewater,  13th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Wator  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  ol  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation;  ppb  =  parts  per  billion. 


6900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94606  -  (510)  653-0824 


SEP-22-98  TUE  10:27  AM 


FAX  NO. 


P.  04/13 


Page  3 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHfTE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    6  02  94 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  37 

1551  Newcomb  Avenue,  Rm.  103  ROSA  PARKS  ES  Date  sampled  9/17/98 

San  Francisco,  CA  94124  Dflte  Beceived  9/18/98 

Date  Analyzed  9/18/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

DRINKI 
ROOF/ 

PARKS  4A 

60294-1 1 

HQ  FOUNTAIN 
EXTERIOR 

2 

Mm 

1 

Client 
Mbro 

DRINKI 
ROOF/ 

PARKS  4B 

60294-12 

VQ  FOUNTAIN 
EXTERIOR 

3 

1 

Client 
Micro 

DRINKII 
3RD  HA 

PARKS  5 

60294-13 
■JG  FOUNTAIN 

<  1 

1 

Client 

Micro 

DRINKII 
3RD  HA 

PARKS  5A 

60294-14 

4Q  FOUNTAIN 
LL 

<  1 

1 

Cliont 
Micro 

DRINKII 
3RD  HA 

PARKS  SB 

60294-15 

¥G  FOUNTAIN 
LL 

<  1 

1 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in^drf&ing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  (or  the  Examination  of  Water  and  Wastewater,  leth  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  iho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pans  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0624 


SEP-22-98  TUE  10:27  AM 


FAX  NO. 


P.  05/13 


Page  4 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311SB 

1063  PROJECT:  Micro  Log  in    602  94 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  3  7 

1551  Newcomb  Avenue,  Rm.  103  ROSA  PARKS  ES  Date  sampled  9/17/98 

San  Francisco,  CA  94124  Date  Received  9/18/98 

Dale  Analyzed  9/18/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (Ppb) 


Client 
Micro 

DR1NKII 
3RD  HA 

PARKS  6 

60294-16 

NG  FOUNTAIN 
LL 

m 
1 

4 

1 

Client 
Micro 

DRINKII 
3RD  HA 

PARKS  6A 

60294-17 

VQ  FOUNTAIN 
U 

<  1 

1 

Client 
Micro 

DRINKII 
3RD  HA 

PARKS  €B 

60294-18 

HQ  FOUNTAIN 
LL 

<  1 

1 

Client 
Micro 

DRMKI 
2ND  HA 

PARKS  7 

60294-19 

HQ  FOUNTAIN 
LL 

1 

1 

Client 
Micro 

DRMKI 
2ND  HA 

PARKS  7A 

60294-20 

KG  FOUNTAIN 

U 

<  1 

1 

Technical  Supervisor: 


Analyst; 


FR 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  for  lead  analysis  iM^ng  water  by  the  California  Department  of  Heellh  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Alomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  16th  edition,  1992.  American  Public  Health 
Association.  American  Water  Works  Association.  Water  Pollution  Control  Federation).  This  report  must  net  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  »=  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


SEP-22-96  TUE  10:28  AM 


FAX  NO. 


P.  06/13 


Page  5 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  (N  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    6  0294 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  37 

1551  Newcomb  Avenue,  Rm.  103  ROSA  PARKS  ES  Date  Sampled  9/1 7/ 9  b 

San  FranciSCO,  CA    94124  Date  Received  9/1  8/98 

Dale  Analyzed  9/18/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

tin  ink  11 
2ND  HA 

PARKS  7B 

60294-21 
LL 

<  1 

1 

Client 
Micro 

DfllNKJJ 
2ND  HA 

r*~           PARKS  8 

60294-22 

MG  FOUNTAIN 
LL 

<  1 

1 

Client 
Micro 

DRINKI 
2ND  HA 

PARKS  8A 

60294-23 

4G  FOUNTAIN 
LL 

<  1 

1 

Client 

Micro 

DRINWI 
2ND  HA 

PARKS  BB 

60294-24 
MG  FOUNTAIN 
LL 

<  1 

1 

Client 

Micro 

DRINKI 
2ND  HA 

PARKS  9 

60294-25 

MO  FOUNTAIN 
LL- AUDITORIUM 

<  1 

1 

Technical  Supervisor:  *8/98       Analyst:  Eg  

Farid  Rame^nsQden.  ft&N. Date  Reported 

Micro  Analytical  Laboratories,  Inc.  Is  accredited  lor  laadNao^ls  Irrddxikj^g  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  ieih  edition,  1992,  Amorican  Public  Health 
Association,  Amorican  WatBr  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  end  portains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


SEP-22-98  TUE  10:28  AM 


FAX  NO. 


P.  07/1 


Page  6 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  A  A  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    6  02  9  4 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  37 

1551  Newcomb  Avenue,  Rm.  103  ROSA  PARKS  ES  Date  Sampled  9/17/98 

San  Francisco,  CA   94124  Date  Received  g/18/98 

Date  Analyzed  9/18/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

PARKS  9A 

<  1 

1 

I 

Micro  60294-26 

DRINKING  FOUNTAIN 
2ND  HALL  «  AUDITORIUM 

CJient 

PARKS  9B 

<  1 

1 

Micro  60294-27 

DRINKING  FOUNTAIN 
2ND  HALL  -  AUDITORIUM 

CRent 

Micro 

DRMKII 
1ST  CA 

PARKS  10 

3 

1 

60294-28 

<iQ  FOUNTAIN 
PETERIA 

Client 
Micro 

DRINKII 

mcAi 

PARKS  10A 

2 

1 

60294-29 

UG  FOUNTAIN 
PETERIA 

Client 

PARKS  10B 

1 

1 

Micro  60294-30 

DRINKING  FOUNTAIN 
1ST  CAFETERIA 

Technical  Supervisor: 


Analyst: 


PR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Malhod  3113B  (Standard  Methods  for  the  Examination  ol  Water  and  Wastewater,  18th  edition,  1682,  American  Public  Health 
Aesoclallon,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  Iho 
approval  of  Micro  Analytical  Laboratories,  inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  •  parte  por  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


SEP-22-98  TUE  10:28  AM 


FAX  NO. 


P.  08/13 


Page  7 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063                                                                     PROJECT:  Micro  Log  In    6  0294 

SFUSD  -  Asbestos  Control  Program                  S.F.U.S.D.  Total  samples  37 

1551  Newcomb  Avenue,  Rm.  103  ROSA  PARKS  ES  Dale  sampled  9/17/95 

San  FranciSCO,  CA    94124  Date  Received  9/1  8/9  8 


Dale  Analyzed  9/18/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

UULTIP 
1ST  KIT 

PARKS  11 

60294-31 

LE  SINK  FAUCET 
CHEN 

1  0 

1 

CTient 
Micro 

MULTIP 

iSTKrr 

PARKS   11 A 

60294-32 

LE  SINK  FAUCET 
CHEN 

<  1 

1 

Client 

Micro 
UULTIP 

micrr 

PARKS  11 B 

60294-33 

LE  SINK  FAUCET 
CHEN 

<  1 

1 

Ctlent 
Micro 

SINK  Ft 
1ST  TEJ 

PARKS  12 

60294-34 
UICET 

ICHERS*  EATING  AREA 

<  1 

1 

aient 
Micro 

SINK  ft 
1STTEJ 

PARKS  12A 

60294-35 
1UCET 

tCHERS' EATING  AREA 

<  1 

1 

Technical  Supervisor;  _    2 £n — orw^-^  9/18/98       Analyst:   3. 


Farid  Rame^^jadelS^^       DaliT  Reported 

Micro  Analytical  Laboratories.  Inc.  Is  accredited  lor  lead  analysis itinerating  water  by  Ihe  California  Department  of  Health  Sorvioes,  EnvironmBntal 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Method*  lor  the  Examination  <*  Water  and  Wastewater,  18th  edition,  19B2,  American  Public  Health 
Association,  American  Water  Works  Association,  Wator  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  lo  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


SEP-22-98  TUE  10:29  AM 


FAX  NO. 


P.  09/1 


Page  6 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3D 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
ROSA  PARKS  ES 


Micro  Log  In    6  0  2  9  4 
Total  Samples  3  7 
Dale  Sampled  9/17/98 
Date  Received  9/1B/9B 
Date  Analyzed  9/18/98 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client              PARKS  12B 

Micro  60294-36 
SINK  FAUCET 

1ST  TEACHERS'  EATING  AREA 

<  1 

1 

Client  |          PARKS  BLANK 

Micro  60294-37 
BLANK 

<  1 

1 

Technical  Supervisor: 


1B^B  Analyst: 


PR 


Micro  Analytical  Laboratory,  Inc.  Is  accredited  (or  lead  analyslft  IrTtMnkAg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samplos  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  311  SB  (Standard  Methods  lor  the  Examination  of  Water  and  Wastewater,  16th  edition,  1B92,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0624 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SANCHEZ  ES 


Micro  Log  In    4  8  0  2  6 
Total  Samples  4 
Date  Sampled  8/30/97 
Date  Received  8/3  0/9  7 
Date  Analyzed  8/30/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


1  0 


Micro  48026-01 

BLANK 


x  etc 


1.0 


1.0 


Client 


Micro  48026-02 
DRINKING  FOUNTAIN 

2ND  FLOOR  -  HALLWAY  NEXT  TO  ROOM  024 
FIRST  DRAW 


4.7 


1.0 


Client 


Micro  48026-03 
DRINKING  FOUNTAIN 

2ND  FLOOR  -  HALLWAY  NEXT  TO  ROOM  024 
SECOND  DRAW 


1.4 


1.0 


Client 


Micro  48026-04 
DRINKING  FOUNTAIN 

2ND  FLOOR  -  HALLWAY  NEXT  TO  ROOM  024 
THIRD  DRAW 


1  .9 


1.0 


Technical  Supervisor:     t   v^-^u^  9/6/97  Analyst:   

Farid  RamezaT^adehTM^ 


Micro  Analytical  Laboratories,  Inc.  is  accredited  (or  lead~analysis  Irr-tfrtnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  ■  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GEORGE  PEABODY  ES 


Micro  Log  In    4  7  93  9 
Total  Samples  20 
Date  Sampled  8/23/97 
Date  Received  8/2  9/9  7 
Date  Analyzed  9/2/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


Micro  47939-01 

DRINKING  FOUNTAIN 
RM  4 

FIRST  DRAW 


3.8 


1.0 


Client 


Micro  47939-02 

DRINKING  FOUNTAIN 
RM  3 

FIRST  DRAW 


15.1 


1.0 


Client 


Micro  47939-03 

DRINKING  FOUNTAIN 
RM  5 

FIRST  DRAW 


5.8 


1.0 


Client 


Micro  47939-04 

DRINKING  FOUNTAIN 
RM  6 

FIRST  DRAW 


2.8 


1.0 


Client 


Micro  47939-05 

DRINKING  FOUNTAIN 
CORRIDOR  1ST  FLOOR 
FIRST  DRAW 


4.8 


1.0 


Technical  Supervisor: 


Analyst: 


AL 


Farid  Raroezam 


M.S. 


Dezanzageh,  N/ 

Micro  Analytical  Laboratories,  Inc.  is  accreditecHor  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4793  9 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  20 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  PEABODY  ES  Date  Sampled  8/23/97 

San  FranciSCO,  CA    94124  Date  Received  8/29/97 

Date  Analyzed  9/2/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
RMS 
FIRST  I 

6 

47939-06 
HG  FOUNTAIN 

)RAW 

7.6 

1.0 

Client 
Micro 

DRINKI 
RM  7 
FIRST  C 

7 

47939-07 
HG  FOUNTAIN 

)RAW 

4.5 

1.0 

Client 
Micro 

DRINKI 
RM10 
FIRST  [ 

8 

47939-08 
HG  FOUNTAIN 

)RAW 

7.2 

1.0 

Client 
Micro 

DRINKI 
RM  9 
FIRST  I 

9 

47939-09 
MG  FOUNTAIN 

)RAW 

20.1 

1.0 

Client 
Micro 

DRINKI 
RM11 
FIRST  [ 

1  0 

47939-10 
MG  FOUNTAIN 

)RAW 

5.8 

1.0 

Technical  Supervisor:  --/       — ^« — y-j'JCC  —      9/^/91  Analyst:   ^  

Farid  Ramezan^adelvM^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysTsln  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pans  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GEORGE  PEABODY  ES 


Micro  Log  In  4  79  3  9 

Total  Samples  2  0 

Date  Sampled  8/2  3/9  7 

Date  Received  8/29/97 

Date  Analyzed  9/2/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


1  1 


Micro  47939-11 

DRINKING  FOUNTAIN 
RM12 

FIRST  DRAW 


Client 


1  2 


Micro  47939-12 

DRINKING  FOUNTAIN 
LOBBY  2ND  FLOOR 
FIRST  DRAW 


9.4 


14.0 


1.0 


1.0 


Client 


1  3 


Micro  47939-13 

SINK  FAUCET 
TEACHERS'  LUNCH  ROOM 
FIRST  DRAW 


9.6 


1.0 


Client 


1  4 


Micro  47939-14 

MULTIPLE  DRINKING  FOUNTAIN 
UPPER  YARD 
FIRST  DRAW 


<      1 .0 


1.0 


Client 


1  5 


Micro  47939-15 

DRINKING  FAUCET 
K-1/  RM  2 
FIRST  DRAW 


48.2 


1.0 


A 


Technical  Supervisor:    V  A — w» — "       9/7/97  Analyst:   al_ 

Farid  Ramezanzadeh.^M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
GEORGE  PEABODY  ES 


Micro  Log  In    4  7  9  3  9 
Total  Samples  2  0 
Date  Sampled   8/2  3/9  7 
Date  Received  8/29/97 
Date  Analyzed  9/2/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

DRINKII 
RM  1 
FIRST  C 

1  6 

47939-16 
MG  FAUCET 

(RAW 

4.3 

1.0 

Client 
Micro 

DRINKII 
OUTSID 
FIRST  C 

1  7 

47939-17 

YG  FAUCET 
E  RM  2 
(RAW 

1.6 

1.0 

Client 
Micro 

MULTIP 
LOWER 
FIRST  t 

1  8 

47939-18 

LE  DRINKING  FOUNTAIN 
YARD 
)RAW 

<      1 .0 

1.0 

Client 
Micro 

BLANK 

1  9 

47939-19 

<      1 .0 

1.0 

Client 
Micro 

DRINKI 
PRINCII 
FIRST  ( 

20 

47939-20 

MG  FAUCET 
>AL'S  OFFICE 
)RAW 

96.7 

3.3 

Technical  Supervisor:   7^  v ~~     -  9/7/97  Analyst:   £L  

Farid  Rame^anzacTeh^M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foHead^analysrs  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49315 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  PEABODY  ES  /CC  DateSampied  10/4/97 

San  Francisco,  CA   94124  _    .  . 

'  Date  Received  10/8/97 

Date  Analyzed  10/8/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


Micro  49315-01 

DRINKING  FOUNT1AN 
ROOM  3 
RE-SAMPLE 


2.3 


1.0 


Client 


Micro  49315-02 

DRINKING  FOUNTIAN 
ROOM  3 
RE-SAMPLE 


1 .3 


1.0 


Client 


Micro  49315-03 

DRINKING  FOUNTIAN 
ROOM  3 
RE-SAMPLE 


2.3 


1.0 


Client 


Micro  49315-04 

DRINKING  FOUNTIAN 
ROOM  9 
RE-SAMPLE 


Client 


Micro  49315-05 

DRINKING  FOUNTIAN 
ROOM  9 
RE-SAMPLE 


5.6 


4.7 


1.0 


1.0 


Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacLan 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #10: 


Analyst: 


FR 


sis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  931  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  PEABODY  ES /CC  Date  Sampled  1  o / 4 / 9  7 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/9  7 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


Micro  49315-06 

DRINKING  FOUNT1AN 
ROOM  9 
RE-SAMPLE 


~~7 


8.6 


1.0 


Client 


Micro  49315-07 

DRINKING  FOUNT1AN 
LOBBY  2ND  FLOOR 
RE-SAMPLE 


2.1 


1.0 


Client 


Micro  49315-08 

DRINKING  FOUNTIAN 
LOBBY  2ND  FLOOR 
RE-SAMPLE 


2.2 


1.0 


Client 


Micro  49315-09 

DRINKING  FOUNTIAN 
LOBBY  2ND  FLOOR 
RE-SAMPLE 


3.5 


1.0 


Client 


Micro  49315 

DRINKING  FOUNTIAN 
K-1  /  ROOM  2 
RE-SAMPLE 


6.4 


1.0 


Technical  Supervisor:     f  L_jk*— ,  ^ — — ; 10/10/97  Analyst:  

Farid  Ramezalnzadeh,  M^.^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead.arjalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 

MICRO  ANALYTICAL   LABORATORIES,  INC.  , 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  PEABODY  ES  /CC 

San  Francisco,  CA  94124 


Micro  Log  In    4  9315 
Total  Samples  1  2 
Date  Sampled  10/4/97 
Date  Received  10/8/97 
Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

4.6 

1.0 

Micro   49315-11               I  3  *S 

DRINKING  FOUNT1AN 

K-1/ROOM2 

RE-SAMPLE 

y 

Client 

1 1 .0 

1.0 

Micro  49315-12 

DRINKING  FOUNTIAN 
K-1  /  ROOM  2 
RE-SAMPLE 

-7/ 


Technical  Supervisor  jtjtn  — —     10/10/97         Analyst:   !1  

Farid  Rar^zanza^tvM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  ia^inking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  774  5 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  2  4 

1551  Newcomb  Ave.  Room  206  POTRERO  HILL  JH  Date  Sampled  8/2  3/9  7 

San  FrancisCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/30/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1 

Micro 

BLANK 

47745-01 

<  1.0 

1.0 

Client 

2 

Micro 

47745-02 

1.0 

DRINKING  FOUNTAIN 

SECOND  FLOOR  -  OUTSIDE  ROOM  203 

FIRST  DRAW 

7.9 

Client 

3 

Micro 

47745-03 

3.8 

1.0 

DRINKING  FOUNTAIN 

SECOND  FLOOR  -  OUTSIDE  ROOM  217A 

FIRST  DRAW 

Client 

4 

Micro 

47745-04 

1.0 

DRINKING  FOUNTAIN 

THIRD  FLOOR  ACROSS  ROOM  310 

FIRST  DRAW 

5.2 

Client 

5 

Micro 

47745-05 

8.0 

1.0 

DRINKING  FOUNTAIN 

THIRD  FLOOR  •  OUTSIDE  ROOM  581 

FIRST  DRAW 

~7  n  v-j 

Technical  Supervisor:  dL.  r-^ — ^2^2^gr_rl       9/6/97  Analyst:  

Farid  Ramezanzacteh^M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for-iead  -analysis  jn;  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  745 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  24 

1551  Newcomb  Ave.  Room  206  POTRERO  HILL  JH  Date  Sampled  8/23/97 

San  Francisco,  CA   94124  _  ,  _    .    .  a .__ .__ 

'  Date  Received  8/25/97 

Date  Analyzed  8/30/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

6 

Micro  47745-06 
SINK  FAUCET 

THIRD  FLOOR  -  FACULTY  LOUNGE 
ROOM  307 
FIRST  DRAW 

4.6 

1.0 

Client 

7 

Micro  47745-07 
SINK  FAUCET 

FIRST  FLOOR  -  CAFETERIA  KITCHEN 
FIRST  DRAW 

2.0 

1.0 

Client 

8 

Micro  47745-08 
SINK  FAUCET 

FIRST  FLOOR  •  CAFETERIA  KITCHEN 
FIRST  DRAW 

1 .4 

1.0 

Client 

9 

Micro  47745-09 
SINK  FAUCET 

FIRST  FLOOR  -  CAFETERIA  KITCHEN 
FIRST  DRAW 

1 .9 

1.0 

Client 

1  0 

Micro  47745-10 
SINK  FAUCET 

FIRST  FLOOR  •  CAFETERIA  KITCHEN 
FIRST  DRAW 

1.5 

1.0 

Technical  Supervisor:    j.  ^— ^  9/6/97   Analyst:   Mi  

Farid  RamezanzacTeh,lMrs>^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  74  5 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  2  4 

1551  Newcomb  Ave.  Room  206  POTRERO  HILL  JH  Date  Sampled  8/23/97 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/30/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 1 

Micro  47745-11 
SINK  FAUCET 

FIRST  FLOOR  -  CAFETERIA  KITCHEN 
FIRST  DRAW 

3.4 

1.0 

Client 

1  2 

Micro 

47745-12 

10.4 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  -  OUTSIDE  ROOM  108 

FIRST  DRAW 

Client 

1  3 

Micro 

47745-13 

77.6 

2.9 

MULTIPLE  DRINKING  FOUNTAIN 

FIRST  FLOOR  •  OUTSIDE  OF  BLDG.  OF  ROOM 

101 

Client 

1  4 

Micro 

47745-14 

13.9 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  FLOOR 
GIRLS'  GYM  BATHROOM 
FIRST  DRAW 

Client 

1  5 

Micro 

47745-15 

30.2 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL 
OUTSIDE  GYM  -  BOYS'  ROOM 
FIRST  DRAW 

Technical  Suppi-vism-  *7  ^± — ^ ^Z^'  9/7/97  Analyst:   al  

Farid  Ramezan^delfyM^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead_anaiysis  irrdrioking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  745 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  24 

1551  Newcomb  Ave.  Room  206  POTRERO  HILL  JH  Date  Sampled  8/23/97 

San  Francisco,  CA   94124  n  .  0    .    .  alncln^ 

'  Date  Received  8/2  5/97 

Date  Analyzed  8/30/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1  6 

Micro 

47745-16 

15.3 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  -  GYMNASIUM  NORTH  /  WEST 
FIRST  DRAW 

Client 

1  7 

Micro 

47745-17 

13.8 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  -  GYMNASIUM  NORTH  /  EAST 
FIRST  DRAW 

Client 

1  8 

Micro 

47745-18 

12.5 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
FIRST  FLOOR  •  OUTSIDE  GYMNASIUM 
ROOM  130 
FIRST  DRAW 

Client 

1  9 

Micro 

47745-19 

1.4 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL  -  OUTSIDE  OF  ROOM  030D 
FIRST  DRAW 

Client 

20 

Micro  47745-20 

DRINKING  FOUNTAIN 

FIRST  FLOOR  •  INSIDE  ROOM  103 

FIRST  DRAW 

24.7 

1.0 

Technical  Supervisor:     3  -^f — 9/6/97   Analyst:   El  

Farid  Ramezanzadeh.^.S, 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  745 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  2  4 

1551  Newcomb  Ave.  Room  206  POTRERO  HILL  JH  Date  Sampled  8/23/97 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/3  0/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

21 

Micro  47745-21 

DRINKING  FOUNTAIN 

FIRST  FLOOR  -  INSIDE  ROOM  104 

FIRST  DRAW 

14.7 

1.0 

Client 

22 

Micro  47745-22 

DRINKING  FOUNTAIN 

FIRST  FLOOR  •  INSIDE  ROOM  105 

FIRST  DRAW 

14.0 

1.0 

Client 

23 

Micro  47745-23 

DRINKING  FOUNTAIN 

FIRST  FLOOR  •  INSIDE  ROOM  106 

FIRST  DRAW 

33.4 

1.0 

Client 

24 

Micro  47745-24 

DRINKING  FOUNTAIN 

FIRST  FLOOR  •  OUTSIDE  ROOM  103 

FIRST  DRAW 

39.9 

1.0 

7  ^ — 


9/6/97  Analvcf  AL 


Technical  Supervisor:        t  ■-~c- — -y^    y — -  y/b/y/  Analyst: 

Farid  Ramezanzadet),  Mrs. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  POTRERO  HILL  JH 

San  Francisco,  CA  94124 


Micro  Log  In    4  8  31  5 
Total  Samples  1  2 
Date  Sampled  9/9/97 
Date  Received  9/9/97 
Date  Analyzed  9/10/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


Micro  48315-01 


MULTIPLE  DRINKING  FOUNTAIN 

FIRST  FLOOR  OUTSIDE  OF  BLDG  OF  ROOM 

101 

FIRST  DRAW 


Client 


Micro  48315-02 

MULTIPLE  DRINKING  FOUNTAIN 

FIRST  FLOOR  OUTSIDE  OF  BLDG  OF  ROOM 

101 

FIRST  DRAW 


2.1 


1.0 


NOT  ANALYZED 


Client 


Micro  48315-03 

MULTIPLE  DRINKING  FOUNTAIN 

FIRST  FLOOR  OUTSIDE  OF  BLDG  OF  ROOM 

101 

FIRST  DRAW 


1.2 


1.0 


Client 


Micro  48315-04 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL  -  OUTSIDE 
GYM  •  BOYS'  ROOM 
FIRST  DRAW 


Client 


Micro  48315-05 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL  -  OUTSIDE 
GYM  -  BOYS'  ROOM 
FIRST  DRAW 


1.6 


1.0 


NOT  ANALYZED 


Technical  Supervisor: 


Jut 


14/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  le^<a?talysis  in^tffiolijfijk  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  831  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  POTRERO  HILL  JH  Date  Sampled  9/9/97 

San  FranciSCO,  CA    94124  Date  Received  9/9/97 

Date  Analyzed  9/10/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


Micro  48315-06 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL  •  OUTSIDE 
GYM  -  BOYS'  ROOM 
FIRST  DRAW 


Client 


Micro  48315-07 

DRINKING  FOUNTAIN 

FIRST  FLOOR  -  GYMNASIUM  NORTH  /  WEST 
FIRST  DRAW 


1 .5 


5.2 


1.0 


1.0 


Client 


Micro  48315-08 

DRINKING  FOUNTAIN 

FIRST  FLOOR  -  GYMNASIUM  NORTH  /  WEST 
FIRST  DRAW 


2.5 


1.0 


Client 


Micro  48315-09 

DRINKING  FOUNTAIN 

FIRST  FLOOR  -  GYMNASIUM  NORTH  /  WEST 
FIRST  DRAW 


Client 


Micro  48315-10 

DRINKING  FOUNTAIN 

FIRST  FLOOR  INSIDE  ROOM  103 

FIRST  DRAW 


2.1 


10.0 


1.0 


1.0 


Technical  Supervisor: 


Farid  R 


"9/14/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forieaojanpysis^ndiunking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4831  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  POTRERO  HILL  JH  Date  Sampled  9/9/97 

San  Francisco,  CA   94124  nt  _, 

1  Date  Received  9/9/97 

Date  Analyzed  9/10/97 


Client  Sample  ID 


Lead  Concentration 


Detection 
Limit 


Comments 


Client 
Micro 

DRINKI 
FIRST  F 
FIRST  t 

48315-11  ^  UJ-^ 

MG  FOUNTAIN 

LOOR  INSIDE  ROOM  103 

)RAW 

2.5 

1.0 

Client 
Micro 

DRINKI 
FIRST  F 
FIRST  C 

48315-12   '  LU^S 

HG  FOUNTAIN 

LOOR  INSIDE  ROOM  103 

)RAW 

2.0 

1.0 

Technical  Supervisor: 


■9714/97 


Analyst: 


FR 


zanzaaeT 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foHeadNanalystsJn_ii>inking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #r037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  2  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  0 

1551  Newcomb  Avenue,  Rm.  103  POTRERO  HILL  JH  Date  Sampled  10/3/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/4/9  7 

Date  Analyzed  10/4/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

1  4A 

1  .4 

1.0 

Micro  49220-01 

DRINKING  FOUNTAIN 

BASEMENT  LEVEL  -  GIRL'S  GYM  BATHROOM 
FIRST  DRAW 

Client 

14B 

1.3 

1.0 

Micro  49220-02 

DRINKING  FOUNTAIN 

BASEMENT  LEVEL  -  GIRL'S  GYM  BATHROOM 
FIRST  DRAW 

Client 

14C 

1.2 

1.0 

Micro  49220-03 
DRINKING  FOUNTAIN 

BASEMENT  LEVEL  •  GIRL'S  GYM  BATHROOM 
FIRST  DRAW 

Client 

17A 

<  1.0 

1.0 

Micro  49220-04 
DRINKING  FOUNTAIN 

FIRST  FLOOR  -  GYMNASIUM  NORTH  /  EAST 
FIRST  DRAW 

Client 

17B 

<  1.0 

1.0 

Micro  49220-05 
DRINKING  FOUNTAIN 

FIRST  FLOOR  •  GYMNASIUM  NORTH  /  EAST 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadanalysisHFfcjjrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


2 


1063  PROJECT:  Micro  Log  In    4  9220 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  0 

1551  Newcomb  Avenue,  Rm.  103  POTRERO  HILL  JH  Date  Sampled  10/3/97 

San  Francisco,  CA   94124  n  .  D  . 

'  Date  Received  1  0/4/97 

Date  Analyzed  10/4/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

17C 

<      1 .0 

1.0 

Micro  49220-06 
DRINKING  FOUNTAIN 

FIRST  FLOOR  -  GYMNASIUM  NORTH  /  EAST 
FIRST  DRAW 

Client 

1  8A 

<  1.0 

1.0 

Micro  49220-07 

MULTIPLE  DRINKING  FOUNTAIN 
FIRST  FLOOR  •  OUTSIDE  GYM  ROOM  130 
FIRST  DRAW 

Client 

18B 

<  1.0 

1.0 

Micro  49220-08 

MULTIPLE  DRINKING  FOUNTAIN 
FIRST  FLOOR  -  OUTSIDE  GYM  ROOM  130 
FIRST  DRAW 

Client 

18C 

<  1.0 

1.0 

Micro  49220-09 

MULTIPLE  DRINKING  FOUNTAIN 

FIRST  FLOOR  •  OUTSIDE  GYM  ROOM  130 

FIRST  DRAW 

Client 

BLANK 

<  1.0 

1.0 

Micro 

BLANK 

49220-10 

Technical  Supervisor 


10/7/97 


Analyst: 


FR 


Farid  Ramezi 


Micro  Analytical  Laboratories,  Inc.  is  accredited  (or  lead^matysi?lTrdririking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In  52059 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  POTRERO  HILL  Date  Sampled  1/14/98 

San  FranciSCO,  CA    94124  Date  Received  1 /1  4/9  8 

Date  Analyzed  1/15/9  8 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 

ROOM1 

RESAM 

21  A 

52059-01 

*iG  FOUNTAIN 

04 

PLE 

2.0 

1.0 

Client 
Micro 

DRINKII 
ROOM1 
RESAM 

21B 

52059-02 

HG  FOUNTAIN 

04 

PLE 

1  .4 

1.0 

Client 
Micro 

DRINKII 
ROOM1 
RESAM 

21C 

52059-03 

HG  FOUNTAIN 

04 

PLE 

3.9 

1.0 

Client 
Micro 

DRINKII 
ROOM1 
RESAM 

22A 

52059-04 

MG  FOUNTAIN 

05 

PLE 

4.4 

1.0 

Client 
Micro 

DRINKII 

ROOM1 

RESAM 

22B 

52059-05 

YG  FOUNTAIN 

05 

PLE 

2.7 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


2 


1063  PROJECT:  Micro  Log  In  52059 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  POTRERO  HILL  DateSampied  1/14/98 

San  FranciSCO,  CA    94124  Date  Received  1 /1  4/9  8 

Date  Analyzed  1/15/98 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


22C 


Micro  52059-06 

DRINKING  FOUNTAIN 
ROOM  105 
RESAMPLE 


6.6 


1.0 


Client 


23A 


Micro  52059-07 

DRINKING  FOUNTAIN 
ROOM  106 
RESAMPLE 


15.6 


1.0 


Client 


23B 


Micro  52059-08 

DRINKING  FOUNTAIN 
ROOM  106 
RESAMPLE 


7.6 


1.0 


Client 


23C 


Micro  52059-09 

DRINKING  FOUNTAIN 
ROOM  106 
RESAMPLE 


16.0 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  dnTHdhg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  52164 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  9 

1551  Newcomb  Avenue,  Rm.  103  POTRERO  HILL  MS  Date  Sampled  1/17/98 

San  FranciSCO,  CA    94124  Date  Received  1 /2 0/9 8 

Date  Analyzed  1/2  0/9  8 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

POTRERO 

HILL 

21 A 

Micro  52164-01 

DRINKING  FOUNTAIN  104 

3.4 

1.0 

Client 

POTRERO 

HILL 

21 B 

Micro  52164-02 
DRINKING  FOUNTAIN  104 

3.3 

1.0 

Client 

POTRERO 

HILL 

21 C 

Micro  52164-03 

DRINKING  FOUNTAIN  104 

1  0.4 

1.0 

Client 

POTRERO 

HILL 

22A 

Micro  52164-04 

DRINKING  FOUNTAIN  105 

2.7 

1.0 

Client 

POTRERO 

HILL 

22B 

Micro  52164-05 

DRINKING  FOUNTAIN  105 

4.2 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacTanalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


2 


1063                                                                     PROJECT:  Micro  Log  In  52164 

SFUSD  -  Asbestos  Control  Program                    S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  POTRERO  HILL  MS  Date  Sampled  1/17/98 

San  Francisco,  CA   94124  _  ,  „       .  <lnnlnn 

'  Date  Received  1/20/98 

Date  Analyzed  1/20/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKII 

POTRERO  HILL  22C 

52164-06 
YG  FOUNTAIN  105 

13.2 

1.0 

Client 
Micro 

DRINKII 

POTRERO  HILL  23A 

52164-07 

<*G  FOUNTAIN  106 

16.7 

1.0 

Client 
Micro 

DRINKII 

POTRERO  HILL  23B 

52164-08 
MG  FOUNTAIN  106 

7.3 

1.0 

Client 
Micro 

DRINKII 

POTRERO  HILL  23C 

52164-09 
4G  FOUNTAIN  106 

20.6 

1.0 

Technical  Supervisor:      Z_  igEf: — ^ — — -^•L/22/98         Analyst:   !!L 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Idad-^nalystssa-driaklng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


FEB-05-98  THU  07:44  AM 


FAX  NO. 


P.  02/22 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5  2533 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3 

1551  Newcomb  Avenue,  Rm.  103  POTRERO  HILL  MS  Date  sampled  1/31/98 

San  FranciSCO,  CA    94124  Date  Received  2/2/9  8 

Date  Analyzed  2/3/96 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

MULT1P 

YARD 

R&SAU 

POTRERO  HILL  13 A 

1.7 

1.0 

52533-01 

LE  DRINKING  FOUNTAIN 
PLE 

Client 

Micro 

MULTIP 
RESAM 

POTRERO  HILL  13B 

<1.0 

1.0 

52533-02 

LE  DRINKING  FOUNTAIN 
PLE 

Client 

POTRERO  HILL  13C 

2.2 

1.0 

Micro  52533-03 

MULTIPLE  PRINKING  FOUNTAIN 
RESAM  PLE 

Technical  Supervisor: 


2/4/98 


Farrd  R 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  Ifcrlead  dealysls  inSdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Cortlfica1eHHD37NSaaJp1es  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  311  SB  (Standard  Methods  lor  the  Examination  or  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ±f  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


FEB-05-88  THU  07:54  AM 


FAX  NO. 


P.  21/22 


Pago  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  52568 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3 

1551  Newcomb  Avenue,  Rm.  103  POTBERO  HILL  MS  Date  Sampled  2/2/98 

San  Francisco,  CA    94124  Dale  Received  2/3/9  8 

Date  Analyzed  2/4/9  8 


Detection 


Lead  Concentration                 Limit  Comments 
Client  Sample  ID  (ppb)  (ppb)    


Client 

Micro 
mumtip 

YARD  - 

POTRERO  HILL 

52568-01  r-JL 

LE  DF 
HESAMPL-E 

4.2 

1.0 

Client 

Micro 

MULTIP 
YARD  • 

POTRERO  HILL  ytf 

52568-02                    l  YC> 
LE  DF 
RESAMPLE 

1.9 

1.0 

Client 
Micro 

MULTtP 
YARD  - 

POTRERO  HILLjaC^ 

52568-03                    .  £  fiy 

LE  DF  «OL^ 
RESAMPLE 

5.2 

1.0 

Technical  Supervisor: 


Analyst: 


FR/JS 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  anaryslsTr* erirrVing  water  by  the  California  Department  ol  Health  Servleos,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Ceniricale  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  lor  the  Examination  of  Water  and  Wastewater.  18th  odHion,  1002,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  ol  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  *  ports  per  billion. 


5900  HOLLI6  STREET.  SUITE  M,  EMERYVILLE,  CALIFORNIA  94600  -  (510)  653-0824 


.NO1 


199" 


1LV 


/T\  Sequoia 
~   ~  Analytical 


V'  0' 
v,  U . 


680  Chesapeake  Drive  Redwood  City,  CA  94063 

404  N.  W,4tt  Lane  Walnut  Crwk.  CA  9459B 

Bl9  Si/fker  AvctTkC,  Suite  8     Sacramcntp,  CA  95834 


(650)  364-9600 
(510)  988-9600 
(916)  911-9600 


7  'ft 


FAX  (650)  364-95J3 
FAX  (510)  988-9673 
FAX  (916)  921-0100 


II,.'...        . j-_3apii.'- iua ""'g';;.,    hiihiii' , 

01  1551  Newcomb  Ave.,  Rm  103 
I  San  Francisco,  CA  94124 


ll  Attention:     Bruce  Glannini 

Wi'i.i,,;         :  "ir  .n  ,;,    ;  . 

Iiliiife-  :  r        _  I'li'iiiiii  


1_ — .Ill  i;iiuir 


■^Stllllhllii 
iiUllllii' — 


Client  Proj.  ID:  Potrero  Hill  Neighborhood 
LabProj.  ID:  9710G14 


iTCi^:-— =  — ••:uiHIW»...i». 


il!::-'-~E:;';;:aiiii:'d==--:-:.-.::iiiiiii:  .inniiii' 

Sampled:  10/29/97 
Received:  10/29/97 
Analyzed:  see  beJow 


Reported:  11/03/97  j 

- » iuii.i..i-.fi.-.:=i    -  ^-■■u:u  :  .  ••"i"iiini;r=2H==3ai'iuci=E;;=.:E3r 

i'  i;;;.-  ^=n^1:  ■  ■  ■ :  i  u  •        ■:  ■imi\=^^:^i  ,■ 


LABORATORY  ANALYSIS 


Analyte 

i 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:         97 10G 14-01 
Sample  Desc  ;  LIQUID,  1 

I 

I  Lead 

mg/L 

10/31/97 

0.0050 

N.D. 

Labfta:          971 OG 14-02 
Sample  Desc  :  LIQUID,2 

Lead 

mg/L 

10/31/97 

0.0050 

N.D. 

Lab  No:  9710G14-03 
Sample  Desc :  LIQUID.3 

i 

\  Lead 

mg/L 

10/31/97 

0.0050 

N.D. 

Labhio:          971  OG  14-04 
Sample  Desc  :  UQUID,4 

!  Lead 

mg/L 

10/31/97 

0.0050 

0.028 

Lab  No:          971 0G1 4-05 
Sample  Desc  :  LIQUID, 4-Duplicate 

i  Lead 

mg/L 

10/31/97 

0.0050 

0.029 

Lab  No:          971  OG  14-06 
Sample  Desc  :  LIQUID, 5-Blank 

i  Lead 

mg/L 

10/31/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila 
Project 


Page; 


11/03/97  10:14 


TX/RX  NO. 0681  P. 007 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4778  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2 1 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  CC  #7  Date  sampled  8/23/97 

San  Francisco,  CA   94124  „  „ 

Date  Received  9/1/97 

Date  Analyzed  8/31/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 
Micro 

SINK  Ft 
ROOM  1 
FIRST  C 

7-1 

1.6 

1.0 

47782-01 
MfCET 

H  KITCHEN  FAUCET 
>RAW 

Client 

7-2 

5.2 

1.0 

Micro  47782-02 
SINK  FAUCET 

ROOM  #2  KITCHEN  FAUCET 
FIRST  DRAW 

Client 

7-3 

<      1  .0 

1.0 

Micro  47782-03 

DRINKING  FOUNTAIN 

CORRIDOR  ADJACENT  TO  ROOMS  3  &  4 

FIRST  DRAW 

Client 

7-4 

<      1 .0 

1.0 

Micro  47782-04 

SINK  DRINKING  FOUNTAIN 

ROOM  #4  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

Client 

7-5 

1.6 

1.0 

Micro  47782-05 

SINK  DRINKING  FOUNTAIN 

ROOM  #3  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

Technical  Supervisor:        S==£^^^^^p=^L  9/7/97  Analyst:   al  

Fa  rid  Ramezanzadeh,  M& 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7782 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  2 1 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  CC  #7  DateSampied  8/23/97 

San  Francisco,  CA  941 24  Date  Received  g/1/9? 


Date  Analyzed  8/31/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

7-6 

Micro  47782-06 
SINK  FAUCET 

SINK  FOUNTAIN  IN  MAIN  KITCHEN 
FIRST  DRAW 

6.7 

1.0 

Client 

7-7 

Micro  47782-07 
SINK  FAUCET 

SINK  FOUNTAIN  IN  MAIN  KITCHEN 
ADJACENT  TO  STOVE 
FIRST  DRAW 

1.1 

1.0 

Client 

7-8 

Micro  47782-08 
SINK  FAUCET 

SINK  FOUNTAIN  IN  EMPLOYEE  BREAKROOM 
FIRST  DRAW 

6.3 

1.0 

Client 

7-9 

Micro 

47782-09 

1.1 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM  #5  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

Client 

7-10 

Micro 

47782-10 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  #5  ADJ  TO  ACTIVITY  ROOM 
FIRST  DRAW 

<      1  .0 

7  A  C 

Technical  Supervisor:    V  -w-:-  -vf- — v   "  9/7/97  Analyst:   Mi  

Farid  RamezanzadehTM^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for^ead-ahalysl9-m-drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
PRESIDIO  CC  #7 


Micro  Log  In    4  7  78  2 
Total  Samples  2  1 
Date  Sampled  8/2  3/9  7 
Date  Received  9/1/97 
Date  Analyzed  8/31/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

7-1  1 

Micro 

47782-11 

3.1 

SINK  DRINKING  FOUNTAIN 

ROOM  #12  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

1.0 

Client 

7-12 

Micro  47782-12 
SINK  FAUCET 

ROOM  #12  SINK  FOUNTAIN  CLOSER  TO 
ACTIVITY  ROOM 
FIRST  DRAW 

15.0 

1.0 

Client 

7-13 

Micro 

47782-13 

SINK  DRINKING  FOUNTAIN 

ROOM  #10  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

2.2 

1.0 

Client 

7-14 

Micro 

47782-14 

1  .8 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM  #7  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

Client 

7-15 

Micro 

47782-15 

1 .8 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM  #9  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

Technical  Supervisor:  2        — »^*^--\  — :  9/7/97  Analyst:   Q  

Farid  Ramezanzadeh,"M-S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacfanalysis  m  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4778  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  21 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  CC  #7  DateSampied  8/23/97 

San  Francisco,  CA   941 24  Date  Recejved  gn/QJ 

Date  Analyzed  8/31/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

7-16 

Micro 

47782-16 

<  1.0 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM  #8  SINK  DRINKING  FOUNTAIN 

FIRST  DRAW 

Client 

7-17 

Micro 

47782-17 

16.2 

1.0 

DRINKING  FOUNTAIN 
OUTSIDE  DRINKING  FOUNTAIN 
ADJ  TO  ROOM  1 1 
FIRST  DRAW 

Client 

7-18 

Micro 

47782-18 

1.0 

DRINKING  FOUNTAIN 
OUTSIDE  DRINKING  FOUNTAIN 
ADJ  TO  ROOM  #5 
FIRST  DRAW 

5.3 

Client 

7-19 

Micro 

47782-19 

12.3 

1.0 

DRINKING  FOUNTAIN 
OUTSIDE  DRINKING  FOUNTAIN 
ADJ  TO  ROOM  5 
FIRST  DRAW 

Client 

7-20 

Micro 

47782-20 

21.1 

1.0 

DRINKING  FOUNTAIN 
FIRST  DRAW 

Technical  Supervisor:  ]L± — v -a ;^^c — -^"^9n/9i  Analyst:   *h  

Farid  Ramezanzadeh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foriead  analysis  In  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  5 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  78  2 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  21 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  CC  #7  Date  Sampled  8/23/97 

San  Francisco,  CA   94124  _    .  . 

1  Date  Received  9/1/97 

Date  Analyzed  8/31/97 


Detection 


Client  Sample  ID 

Lead  Concentration 

Limit 

Comments 

(ppb) 

(ppb) 

Client 

BLANK 

Micro 

47782-21 

BLANK 

<     1 .0 

1.0 

f   — n^^ls 

Farid  RamezanzadehTM,S. 


Technical  Supervisor:    L   — ^         c^-9/6/97  Analyst:   al_ 


>«__  ;  s,  _  > 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  m  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


5> 


1063  PROJECT:  Micro  Log  In    505  6  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  8 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  CC  Date  Sampled  1 1/6/97 

San  Francisco,  CA  941 24  Date  Recejved  11/11/97 

Date  Analyzed  11/13/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

7-17A 

5.8 

1.0 

Micro  50560-01 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  OUTSIDE  ROOM  11 

1ST  DRAW 

Client 

7-17B 

5.5 

1.0 

Micro  50560-02 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  OUTSIDE  ROOM  11 

2ND  DRAW 

Client 

7-17C 

5.5 

1.0 

Micro  50560-03 

DRINKING  FOUNTAIN 
DRINKING  FOUNTAIN  ROOM  11 
3RD  DRAW 

Client 

7-19A 

2.7 

1.0 

Micro  50560-04 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  OUTSIDE  ROOM  5 

1ST  DRAW 

Client 

7-19B 

2.1 

1.0 

Micro  50560-05 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  OUTSIDE  ROOM  5 

2ND  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacTanalysisSn  dttoking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Sample©  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5  0560 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  8 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  CC  Date  Sampled  1 1/6/97 
San  Francisco,  CA   94124  D  . 

Date  Received  1  1/1  1/97 
Date  Analyzed  11/13/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 

7-19C 

Micro  50560-06 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  OUTSIDE  ROOM  5 

3RD  DRAW 

3.4 

1.0 

Client 

SPIKE  1 

Micro  50560-07 

SPIKE 

97-WOO-771-8 

10.2 

1.0 

Client 

BLANK  -  1 

Micro 

BLANK 

50560-08 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Farid  Rarnezar 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analyslsin^Jrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  in    479  0  4 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  MS  Date  Sampled  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  9/2/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

#  1 

Micro 

47904-01 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  LOWER  YARD 
INITIAL  DRAW 

5.9 

Client 

#  2 

Micro 

47904-02 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  YARD  BY  STAIRWAY 
INITIAL  DRAW 

4.4 

Client 

#  3 

Micro  47904-03 

DRINKING  FOUNTAIN 

CORRIDOR  C90  SOUTH  SIDE  -  1ST  FLOOR 

INITIAL  DRAW 

32.6 

1.0 

Client 

#  4 

Micro 

47904-04 

4.8 

1.0 

DRINKING  FOUNTAIN 

CORRIDOR  C90  NORTH  SIDE  -  1ST  FLOOR 

INITIAL  DRAW 

Client 

#  5 

Micro  47904-05 

DRINKING  FOUNTAIN 

CORRIDOR  C90  SOUTH  SIDE  •  2ND  FLOOR 

INITIAL  DRAW 

46.9 

1.0 

Technical  Supervisor: 


7 


Micro  Analytical  Laboratories,  Inc. 


9/8/97 


Analyst: 


FR 


Faridfte 
is  accredited^ 


Sis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pan's  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  MS 

San  Francisco,  CA  94124 


Micro  Log  In    4  7  9  0  4 
Total  Samples  1  6 
Date  Sampled  8/26/97 
Date  Received  8/2  8/9  7 
Date  Analyzed  9/2/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 

#  6 

Micro 

47904-06 

1  1 .3 

1.0 

DRINKING  FOUNTAIN 

CORRIDOR  C90  NORTH  SIDE  -  2ND  FLOOR 

INITIAL  DRAW 

Client 

#  7 

Micro  47904-07 
DRINKING  FOUNTAIN 

CORRIDOR  C90  SOUTH  SIDE  •  THIRD  FLOOR 
INITIAL  DRAW 

48.7 

1.0 

Client 

#  8 

Micro 

47904-08 

1.0 

DRINKING  FOUNTAIN 

CORRIDOR  C90  NORTH  SIDE  -  THIRD  FLOOR 
INITIAL  DRAW 

6.9 

Client 

#  9 

Micro  47904-09 
SINK  FAUCET 

KITCHEN  ROOM  213,  2ND  FLOOR 
INITIAL  DRAW 

<1.0 

1.0 

Client 

#  10 

Micro  47904-10 

SINK  FAUCET 

KITCHEN  ROOM  213,  SECOND  FLOOR 
INITIAL  DRAW 

<1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Farid  Ramezanzadeh^M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  forlead.anajysis  inNdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037T~Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  79  04 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  MS  Date  Sampled  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  8/28/97 

Date  Analyzed  9/2/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

#  11 

Micro  47904-11 
SINK  FAUCET 

KITCHEN  ROOM  213,  2ND  FLOOR 
INITIAL  DRAW 

1.1 

1.0 

Client 

#  12 

Micro 

47904-12 

1.0 

DRINKING  FOUNTAIN 
ROOM  230, 2ND  FLOOR 
INITIAL  DRAW 

9.2 

Client 

#  13 

Micro 

47904-13 

<1.0 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C-95, 1ST  FLOOR 
INITIAL  DRAW 

Client 

#  14 

Micro  47904-14 

DRINKING  FOUNTAIN 
AREA  147A,  FIRST  FLOOR 
INITIAL  DRAW 

36.6 

1.0 

Client 

#  15 

Micro 

BLANK 

47904-1 5 

<1.0 

1.0 

9/8/97  Analv/cf  FR 


Technical  Supervisor:    ~?  ^ — v — ^ — v/v/*'  Analyst 

Farid  RamezanzaBetvM^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  forTead  analySiSTn^drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


4 


1063  PROJECT:  Micro  Log  In    4  79  04 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  MS  DateSampied  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  8/28/97 

Date  Analyzed  9/2/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

#  16 

Micro  47904-16 

DRINKING  FOUNTAIN 
ROOM  021,  BASEMENT 
INITIAL  DRAW 

1  81 

5.0 

Technical  s»  ipfln/isnr    7 — /  n.  — -    s/6 /97   Analyst:   Si  

Farid  Ramezanzadeh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead;anaiysis)in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. . 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    493  21 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  MS  DateSampied  10/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/97 

Date  Analyzed  10/7/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

1  A 

<  1.0 

1.0 

Micro  49321-01 

DRINKING  FOUNTAIN 
ROOM  147A,  1ST  FLOOR 
RE-SAMPLE 

Client 
Micro 

DRINKI 
ROOM1 
RE-SARI 

1  B 

2.0 

1.0 

49321-02 

NG  FOUNTAIN 
47A.1  ST  FLOOR 
IPLE 

Client 

1  C 

<  1.0 

1.0 

Micro  49321-03 

DRINKING  FOUNTAIN 
ROOM  147A,  1ST  FLOOR 
RE-SAMPLE 

Client 
Micro 

DRINKI 
CORRIC 
RE-SARi 

2A 

1.5 

1.0 

49321-04 

NG  FOUNTAIN 

)OR  C-90, 1ST  FLOOR 

IPLE 

Client 

2B 

<  1.0 

1.0 

Micro  49321-05 

DRINKING  FOUNTAIN 
CORRIDOR  C-90, 1ST  FLOOR 
RE-SAMPLE 

Technical  Supervisor:     L  ^-~^~~\ g — Y^T^~^  10/13/97        Analyst:   !2L 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foMead  arialysisln-dnnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Cem'ficate-40037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 


2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
PRESIDIO  MS 


Micro  Log  In    4  9  3  21 
Total  Samples  1  2 
Date  Sampled   10/4/9  7 
Date  Received  10/8/97 
Date  Analyzed  10/7/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

2C 

Micro 

49321-06 

1.4 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C-90, 1ST  FLOOR 
RE-SAMPLE 

Client 

3A 

Micro 

49321-07 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C-90,  2ND  FLOOR 
RE-SAMPLE 

2.6 

Client 

3B 

Micro 

49321-08 

<  1.0 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C-90,  2ND  FLOOR 
RE-SAMPLE 

Client 

3C 

Micro 

49321-09 

<      1 .0 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C-90,  2ND  FLOOR 
RE-SAMPLE 

Client 

4A 

Micro  49321-10 

DRINKING  FOUNTAIN 
CORRIDOR  C-90,  2RD  FLOOR 
RE-SAMPLE 

103.2 

3.3 

Technical  Supervisor:  _  N--6^      ^>^~'  10/13/97        Analyst:   !!L 


M.s> 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  ir\drtnkffig  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1037/~~Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association.  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  9321 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  MS  Date  Sampled  1 0/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/ 8/9 7 

Date  Analyzed  10/7/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

4B 

Micro  49321-11 

DRINKING  FOUNTAIN 
CORRIDOR  C-90,  3RD  FLOOR 
RE-SAMPLE 

<  1.0 

1.0 

Client 

4C 

Micro  49321-12 

DRINKING  FOUNTAIN 
CORRIDOR  C-90,  3RD  FLOOR 
RE-SAMPLE 

1.5 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leTad-analysTs-tri  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


JAN-07-98  WED  05:37  PH 


P.  02/06 


Fege  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311;iB 


1 063  PROJECT:  Micro  Log  In    S 1  8  4  9 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  6 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  MS  DateSampied  1/6/9B 

San  Francisco,  CA  94124  om**i*  1/6/98 

Date  Analyzed  1/7/98 


Detection 


Lead  Concentration                   Limit  Comments 
Client  Sample  ID                  (ppb)  (ppb) 

Cltent  |                 5  A 
Micro  51849-01 

DRINKING  FOUNTAIN 

CORRIDOR  COO  SOUTH  SIDE  2ND  FLOOR 

RESAMPLE 

7.7 

1.0 

! 

! 

L  i 

Client 
Micro 

DR1NKI 
CORRK 
RESAM 

SB 

51849-02 

HG  FOUNTAIN 

OR  C90  SOUTH  SIDE  2ND  FLOOR 
PkS 

6.8 

1.0 

! 

Client  |                  5  C 
Micro  51849-03 

DRINKING  FOUNTAIN 

CORRIDOR  C90  SOUTH  SIDE  2ND  FLOOR 

RESAMPLE 

i  1  ,  

11.3 

1.0 

Client!  14A 

Micro  51849-04 
DRINKING  FOUNTAIN 

AREA  147  A  FIRST  FLOOR  OFF  GIRLS  LOCKER 
RESAMPLE 

3.8 

1.0 

Client 

Micro 

DRINK! 
AREA  1 
RESAM 

14B 

51849-05 
NG  FOUNTAIN 

47 A  FIRST  FLOOR  OFF  GIRLS  LOCKED 
PLE 

2.9 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories.  Inc.  is  accredited  for  lead  anatysi*  in  "3rtnWn$  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  ere  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  MID  Metnoa  3H3S  (Sianaara  Methods  tor  me  Examination  of  Water  and  Wastewater,  lftth  odiUon.  1BB2.  Arnorte&n  Public  Health 
Association.  American  Water  Worxs  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Labortrtorioc,  Inc.,  and  pertains  only  to  tn«  samples  analyzed  Out  explanation:  ppb  m  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M.  EMERYVILLE,  CALIFORNIA  94608  -  (510)  654-0824 


01/07/98    17:35         TX/RX  NO. 1760         P. 002 


JAN-07-98  WED  05:37  Pfl 


P.  03/06 


Page  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  51849 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  sanies  6 

1551  Newcomb  Avenue,  Rm.  103  PRESIDIO  MS  DateSampied  1/6/98 

San  Francisco,  CA  94124  DateRecBwwi  1/6/98 

Date  Analyzed  1/7/9  6 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client  j  14C 

i 

Micro  51849-06 

7.0 

1.0 

DRINKING  FOUNTAIN 

AREA  147  A  FIRST  FLOOR  OFF  GIRLS  LOCKER 
RESAMPLE 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  learanatysis  in  drfcifcw^  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absoiption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  lor  tne  Examination  p*  wmor  ond  wa.«r»<.ior,  iBth  ^ivpan.  iaoa.  American  Public  Hsahh 
Association,  Amohcan  Water  Works  Association.  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  m  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  inc..  and  pertains  only  to  the  samples  analyzed.  Unit  explanation;  ppb  -  parte  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
REDDING  ELEMENTARY 
PK  /  CC 


Micro  Log  In    4  7  8  4  8 
Total  Samples  1  1 
Date  Sampled  8/25/97 
Date  Received  8/27/97 
Date  Analyzed  8/31/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


Micro  47848-01 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  PLAYGROUND 
FIRST  DRAW 


1.0 


1.0 


Client 


Micro  47848-02 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  PLAYGROUND 
FIRST  DRAW 


1  .0 


1.0 


Client 


Micro  47848-03 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  PLAYGROUND 
FIRST  DRAW 


1 .0 


1.0 


Client 


Micro  47848-04 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  PLAYGROUND 
FIRST  DRAW 


9.3 


1.0 


Client 


Micro  47848-05 

SINK  FAUCET 
FACULTY  ROOM 
FIRST  DRAW 


1  .0 


1.0 


Technical  Supervisor:    y  -    -^^-^8/31/97  Analyst:  

Farid  RamezanzadehrM>S. 

Micro  Analytical  Laboratories.  Inc.  is  accredited  ior  lead  analysis  -in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  84  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  1 

1551  Newcomb  Avenue,  Rm.  103  REDDING  ELEMENTARY  Date  Sampled  8/25/97 

San  FranciSCO,  CA    94124  PK  /  CC  Date  Received  8/2  7/9  7 

Date  Analyzed  8/31/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  F/ 
KITCHE 
FIRST  C 

6 

47848-06 

MJCET 
N 

)RAW 

<  1.0 

1.0 

Client 
Micro 

DRINKII 
2ND  FL 
FIRST  C 

7 

47848-07 

MG  FOUNTAIN 
DOR  HALLWAY 
>RAW 

1  .2 

1.0 

Client 
Micro 

DRINKII 
2ND  FL 
FIRST  C 

8 

47848-08 

HG  FOUNTAIN 
0OR  HALLWAY 
>RAW 

18.4 

1.0 

Client 
Micro 

DRINKI 
3RD  FL 
FIRST  [ 

9 

47848-09 

MG  FOUNTAIN 
OOR  HALLWAY 
)RAW 

2.6 

1.0 

Client 
Micro 

BLANK 

1  0 

47848-10 

<      1 .0 

1.0 

-7 


Technical  Supervisor:   7       ■-^^^\--^<c^   8/31/97  Analyst:  

Farid  Ramezanzadeh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  lead  ahalysis-irvdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  CertificaTe~#1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47848 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  1 

1551  Newcomb  Avenue,  Rm.  103  REDDING  ELEMENTARY  DateSampied  8/25/97 

San  Francisco,  CA   94124  PK  /  CC  n,  D    .    .  0/0,/n^ 

1  Date  Received  8/2  7/9  7 

Date  Analyzed  8/31/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 

Limit 

Comments 

(PPb) 

(PPb) 

Client 

1 1 

Micro 

47848-11 

SPIKED  SAMPLE 

47.2 

1.0 

Technical  Siipprvisnr  ~?        — — 9/7/97   Analyst:  

Farid  Ramezanzadeh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  89 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  REDDING  PK  Date  Sampled  1  0/3/97 

San  Francisco,  CA    94124  Date  Received  1  0/7/9  7 

Date  Analyzed  10/7/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
2ND  FL 
FIRST  t 

8A 

49289-01 

HG  FOUNTAIN 
OOR  HALLWAY 
)RAW 

1.4 

1.0 

Client 
Micro 

DRINKII 
2ND  FL 
SECON 

8B 

49289-02 

MG  FOUNTAIN 
OOR  HALLWAY 
D  DRAW 

1.1 

1.0 

Client 
Micro 

DRINKI 
2ND  FL 
THIRD 

8C 

49289-03 

<iG  FOUNTAIN 
OOR  HALLWAY 
DRAW 

1.2 

1.0 

Client 
Micro 

BLANK 

13B 

49289-04 

<      1  .0 

1.0 

Technical  Supervisor: 


10/12/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forjead  ari&lyslsjnj drinftuig  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  CertificafeHW037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    47  847 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  35 

1551  Newcomb  Avenue,  Rm.  103  PAUL  REVERE  ES  /  ANNEX  Date  Sampled  8/26/97 

San  Francisco,  CA   94124  _  ,  _  . 

Date  Received  8/27/97 

Date  Analyzed  9/1/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


Micro  47847-01 

SINK  DRINKING  FOUNTAIN 
ROOM  214 
FIRST  DRAW 


1 .0 


1.0 


Client 


Micro  47847-02 

SINK  DRINKING  FOUNTAIN 
ROOM  215 
FIRST  DRAW 


1  .0 


1.0 


Client 


Micro  47847-03 

SINK  DRINKING  FOUNTAIN 
ROOM  213 
FIRST  DRAW 


1.0 


1.0 


Client 


Micro  47847-04 

SINK  DRINKING  FOUNTAIN 
ROOM  211 
FIRST  DRAW 


1.0 


1.0 


Client 


Micro  47847-05 

SINK  DRINKING  FOUNTAIN 
ROOM  209 
FIRST  DRAW 


1.0 


1.0 


Technical  Supervisor:      V  y^^v— --"977/97  Analyst:   I*  

Farid  Ramezanz^deh>M<S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacLanarysis  in_drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063 

SFUSD  -  Asbestos  Control  Program 

1551  Newcomb  Avenue,  Rm.  103  PAUL 

San  Francisco,  CA  94124 


PROJECT:  Micro  Log  In    47  84  7 

S.F.U.S.D.  Total  Samples  35 

REVERE  ES  /  ANNEX  Date  Sampled  8/26/97 

Date  Received  8/2  7/9  7 
Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
2ND  FL 
FIRST  C 

6 

47847-06 

MG  FOUNTAIN 
OOR  HALL 
)RAW 

<  1.0 

1.0 

Client 
Micro 

SINK  Dl 
ROOM  2 
FIRST  C 

7 

47847-07 

UNKING  FOUNTAIN 
08 

>RAW 

1.1 

1.0 

Client 
Micro 

SINK  Dl 
ROOM  2 
FIRST  C 

8 

47847-08 

LINKING  FOUNTAIN 
07 

)RAW 

<      1 .0 

1.0 

Client 
Micro 

SINK  Dl 
ROOM  2 
FIRST  t 

9 

47847-09 

LINKING  FOUNTAIN 

05 

)RAW 

1.3 

1.0 

Client 
Micro 

SINK  Dl 
ROOM  2 
FIRST  I 

1  0 

47847-10 

UNKING  FOUNTAIN 

03 

)RAW 

<      1  .0 

1.0 

Technical  Supervisor:     V  9/7/97  Analyst:   YJi  

Farid  Ramezanzacleh,  M^^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
PAUL  REVERE  ES  /  ANNEX 


Micro  Log  In    4  7  84  7 
Total  Samples  3  5 
Date  Sampled  8/26/97 
Date  Received  8/27/9  7 
Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
ROOM  2 
FIRST  C 

1  1 

47847-11 

UNKING  FOUNTAIN 
01 

>RAW 

<      1  .0 

1.0 

Client 
Micro 

SINK  Dl 
ROOM  2 
FIRST  C 

1  2 

47847-12 

LINKING  FOUNTAIN 
02 

)RAW 

<      1  .0 

1.0 

Client 
Micro 

SINK  Dl 
ROOM  2 
FIRST  [ 

1  3 

47847-13 

LINKING  FOUNTAIN 
10 

nam 

1.2 

1.0 

Client 
Micro 

DRINKI 
1STFL( 
FIRST  [ 

1  4 

47847-14 

MG  FOUNTAIN 
X)R  HALL 
)RAW 

<      1 .0 

1.0 

Client 
Micro 

MULTIP 
PLAY  Y 
FIRST  I 

1  5 

47847-15 

LE  DRINKING  FOUNTAIN 

ARD 

)RAW 

<      1 .0 

1.0 

Technical  Supervisor:    X  ^±t==^^^d£l  9/7/97   Analyst:   EL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  -tead  analysisjn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 

1551  Newcomb  Avenue,  Rm.  103  PAUL 

San  Francisco,  CA  94124 


PROJECT:  Micro  Log  In    4  7847 

S.F.U.S.D.  Total  Samples  3  5 

REVERE  ES  /  ANNEX  Date  Sampled  8/26/97 

Date  Received  8/2  7/9  7 
Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

BLANK 

1  6 

47847-16 

<        1  .0 

1.0 

Client 
Micro 

SINK  Dl 
ANNEX 
FIRST  r. 

1  7 

47847-1 7 

LINKING  FOUNTAIN 

116 

)RAW 

1.6 

1.0 

Client 
Micro 

SINK  Dl 
ANNES 
FIRST  C 

1  8 

47847-18 

LINKING  FOUNTAIN 

105 

)RAW 

1.6 

1.0 

Client 
Micro 

SINK  Dl 
ANNEX 
FIRST  [ 

1  9 

47847-19 

LINKING  FOUNTAIN 

106 

)RAW 

1.7 

1.0 

Client 
Micro 

SINK  Dl 
ANNEX 
FIRST  t 

20 

47847-20 

LINKING  FOUNTAIN 

113 

)RAW 

9.9 

1.0 

Technical  Supervisor:    '/  A--^ — vf^-^^^c!  9/1 /si  Analyst:   EL 

Farid  Ramez^n^aden^M^S- 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for^ead^nalysls-m-drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pan's  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 

1551  Newcomb  Avenue,  Rm.  103  PAUL 

San  Francisco,  CA  94124 


P  R  O  J  ECT:  Micro  Log  In    4  7  8  4  7 

S.F.U.S.D.  Total  Samples  35 

REVERE  ES  /  ANNEX  Date  Sampled  8/26/97 

Date  Received  8/27/97 
Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  Dl 
ANNEX 
FIRST  C 

2  1 

47847-21 

LINKING  FOUNTAIN 

121 

•RAW 

<  1.0 

1.0 

Client 
Micro 

SINK  01 
ANNEX 
FIRST  C 

22 

47847-22 

LINKING  FOUNTAIN 

122 

(RAW 

<      1  .0 

1.0 

Client 
Micro 

SINK  Dl 
ANNEX 
FIRST  C 

23 

47847-23 

LINKING  FOUNTAIN 

114 

)RAW 

<      1 .0 

1.0 

Client 
Micro 

SINK  Dl 
ANNEX 
FIRST  [ 

24 

47847-24 

LINKING  FOUNTAIN 

115 

)RAW 

1  .4 

1.0 

Client 
Micro 

SINK  Ft 
ANNEX 
FIRST  t 

25 

47847-25 

UfCET 

OFFICE 

)RAW 

1  .2 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leed-analysisln-drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 

1551  Newcomb  Avenue,  Rm.  103  PAUL 

San  Francisco,  CA  94124 


PROJECT:  Micro  Log  In    4  7  847 

S.F.U.S.D.  Total  Samples  35 

REVERE  ES  /  ANNEX  Date  Sampled  8/26/97 

Date  Received  8/2  7/9  7 
Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
ANNEX 
FIRST  C 

26 

47847-26 

UNKING  FOUNTAIN 

RM211 

(RAW 

1.8 

1.0 

Client 
Micro 

SINK  Dl 
ANNEX 
FIRST  C 

27 

47847-27 

UNKING  FOUNTAIN 

RM201 

(RAW 

2.5 

1.0 

Client 
Micro 

SINK  Dl 
ANNEX 
FIRST  [ 

28 

47847-28 

LINKING  FOUNTAIN 

RM212 

(RAW 

1  .0 

1.0 

Client 
Micro 

SINK  Dl 
ANNEX 
FIRST  t 

29 

47847-29 

LINKING  FOUNTAIN 

RM  202 

(RAW 

2.3 

1.0 

Client 
Micro 

SINK  Dl 
ANNEX 
FIRST  I 

30 

47847-30 

LINKING  FOUNTAIN 

RM  209 

(RAW 

2.6 

1.0 

Technical  Supervisor:     ^  9/7/97  Analyst:   IL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in 'drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 

1551  Newcomb  Avenue,  Rm.  103  PAUL 

San  Francisco,  CA  94124 


PROJECT:  Micro  Log  In  47847 

S.F.U.S.D.  Total  Samples  3  5 

REVERE  ES  /  ANNEX  Date  Sampled  8/26/97 

Date  Received  8/27/97 
Date  Analyzed  9/1/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  Dl 
ANNEX 
FIRST  C 

3  1 

47847-31 

LINKING  FOUNTAIN 

RM217 

)RAW 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 
FACUL1 

32 

47847-32 
VUCET 

nr  room 

1.3 

1.0 

Client 
Micro 

MULTIP 
PLAYG 
FIRST  C 

33 

47847-33 

LE  DRINKING  FOUNTAIN 

lOUND 

)RAW 

1.5 

1.0 

Client 
Micro 

MULTIP 
ANNEX 
FIRST  C 

34 

47847-34 

LE  DRINKING  FOUNTAIN 

HALLWAY 

>RAW 

4.6 

1.0 

Client 
Micro 

SPIKED 

35 

47847-35 
SAMPLE 

49.4 

1.0 

Technical  Supervisor:     -y  %_  &s  -  "   9/7/97  Analyst:  

Farid  Ramezar^adeh  JmSsT 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-anatysisln-drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8  049 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  4 

1551  Newcomb  Avenue,  Rm.  103  ROOFTOP  ES  Date  Sampled  9/1/97 

San  FranciSCO,  CA    94124  Date  Received  9  /  3  /  9  7 

Date  Analyzed  9/3/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 

Micro 

48049-01 

1.0 

DRINKING  FOUNTAIN 
C-90  (S)-  1ST  FLOOR 
INITIAL  SCREENING 

3.5 

Client 

2 

Micro 

48049-02 

1.0 

DRINKING  FOUNTAIN 
C-90  (MID) -1ST  FLOOR 
INITIAL  SCREENING 

2.4 

Client 

3 

Micro 

48049-03 

1.0 

DRINKING  FOUNTAIN 
C-90  (N)- 1ST  FLOOR 
INITIAL  SCREENING 

2.9 

Client 

4 

Micro  48049-04 

SINK  FAUCET 

TEACHERS'  LUNCH  ROOM  R-104 
INITIAL  SCREENING 

10.7 

1.0 

Client 

5 

Micro  48049-05 

SINK  FAUCET 
KITCHEN  R-110A 
INITIAL  SCREENING 

3.1 

1.0 

Technical  Supervisor:     ~?  — v^ — y^^L  -"9/6/97  Analyst:   £R  

Farid  RamezanzactehT^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in-drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pads  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  ROOFTOP  ES 

San  Francisco,  CA  94124 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

6 

Micro 

48049-06 

DRINKING  FOUNTAIN 

C-90  (S)  -  BASEMENT  LEVEL 

INITIAL  SCREENING 

3.9 

1.0 

Client 

7 

Micro 

48049-07 

1.0 

DRINKING  FOUNTAIN 
007 

INITIAL  SCREENING 

5.0 

Client 

8 

Micro 

48049-08 

1.0 

DRINKING  FOUNTAIN 
005 

INITIAL  SCREENING 

6.0 

Client 

9 

Micro 

48049-09 

1.8 

1.0 

DRINKING  FOUNTAIN 
C-91  -  BASEMENT  LEVEL 
INITIAL  SCREENING 

Client 

1  0 

Micro 

48049-10 

1.0 

DRINKING  FOUNTAIN 

C-90  (N)  •  BASEMENT  LEVEL 

INITIAL  SCREENING 

6.2 

Micro  Log  In    4  8  049 
Total  Samples  1  4 
Date  Sampled  9/1/97 
Date  Received  9/3/97 
Date  Analyzed  9/3/97 


Technical  Supervisor:  4. — " 7<b"--T~~^  9/6/97  Analyst:   EL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8  049 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  4 

1551  Newcomb  Avenue,  Rm.  103  ROOFTOP  ES  Date  Sampled  9/1/97 

San  FranciSCO,  C A    94124  Date  Received  9/3/9  7 

Date  Analyzed  9/3/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 1 

Micro 

48049-1 1 

21.4 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 

EXT.  YARD 

EAST  YARD  (GATE) 

INITIAL  SCREENING 

Client 

1  2 

Micro 

48049-12 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  YARD 

WEST  YARD  (FENCE) 
INITIAL  SCREENING 

7.2 

Client 

1  3 

Micro 

48049-13 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  YARD 
WEST  YARD 
INITIAL  SCREENING 

4.2 

Client 

1  4 

Micro 

BLANK 

48049-14 

<      1 .0 

1.0 

-7  A  i/_ 

Technical  Supervisor:  ^6- — ^- — x-y  9/6/97  Analyst:   

Farid  Ramezahzadeh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis^irT  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49318 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  ROOFTOP  MS  Date  Sampled  10/4/97 

San  Francisco,  CA  94124  D    .  . 

'  Date  Received  10/8/97 

Date  Analyzed  10/8/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


Micro  49318-01 

MULTIPLE  DRINKING  FOUNTAIN 
ROOF 

INITIAL  SCREENING 


25.5 


1.0 


Client 


Micro  49318-02 

DRINKING  FOUNTAIN 
R-203 

INITIAL  SCREENING 


2.8 


1.0 


Client 


Micro  49318-03 

DRINKING  FOUNTAIN 
R-203 

INITIAL  SCREENING 


Client 

Micro  49318-04 

BLANK 


3.4 


<  1.0 


1.0 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaU^nfelysisScLdrijjKing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1 063  PROJECT:  Micro  Log  in    5  010  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  3 

1551  Newcomb  Avenue.  Rm.  103  ROOFTOP  MS  patesampied  10/25/97 

San  Francisco,  CA   94124  WORK  ORDER  NO.  WT-97  Date  Received  1 0/30797 


Date  Analyzed  10/30/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PP») 


Client 

Micio 

OHINKI 

R-21* 

INITIAL 

4 

50108-01 
IMS  FOUNTAIN 

SCREENING 

1.7  1.0 

• 

i 

Client 
Micro 

DRINKI 

B-213 

INITIAL 

5 

50108-02 

■JG  FOUNTAIN 

SCREENING 

! 

2.4                i  1.0 

i 
i 
i 

.... 

Client 
Micro 

DRINKI 

R-212 

INITIAL 

6 

50108-03 
UG  FOUNTAIN 

SCREENING 

<  1.0 

1.0 

Client 
Micro 

DRINKI 
B-211 

INITIAL 

7 

50108-04 
»»G  FOUNTAIN 
SCREENING 

1.1 

1.0 

Client 
Micro 

DRINKI 

R-310 

INrTtAL 

8 

50108-05 

FOUNTAIN 
SCREENING 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fcVt#«l^nalysi3"m  drinking  water  by  tho  California  Dopartmont  of  Health  Sorvicos,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Sample;  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  MOthOdS  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Wealth 
Association,  American  Wator  Works  Association.  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In  50108 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  3 

1551  Newcomb  Avenue.  Rm.  103  ROOFTOP  MS  Dates&mpied  10/25/97 

San  Francisco,  CA   94124  WORK  ORDER  NO.  WT-97  Date  Rece,ved  10/30/97 

Daw  Analyzed  10/30/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PP») 


Client 
Micro 

DRINKI 
INITIAL 

9 

50108-06 
HC  FOUNTAIN 
SCREENING 

1.1 

1.0 

Client  j                  1  0 
Micro  50108-07 

DRINKING  FOUNTAIN 
R-311 

INITIAL  SCREENING 

2.2  1.0 

i 

: 

ciiem 

Micro 

DH1NKI 

R-J13 

iNmAL 

501 08-08 
4C  FOUNTAIN 

SCREENING 

2.1 

1.0 

Client 
Micro 

ORIMKtl 
3RD  FL< 
INITIAL 

1  2 

50108-09 

U£  FOUNTAIN 
DOPR  C-90 
SCREENING 

22.4 

1.0 

Client  j                    1  3 
Micro  50108-10 

DRINKING  FOUNTAIN 
R-152  PERFORMING  ARTS 
INITIAL  SCREENING 

<  1.0 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laooratorles,  Inc.  Is  accredited  tor  leatTlflalysis  in  drinking  water  by  the  Calilornia  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ElAP),  Certificate  #1037.  Sample*  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  wirn  Mm  nod  at  138  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater.  10th  edition,  199£,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  M.cro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation,  ppb  -  parts  por  bHHon. 

5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  84608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  50907 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3 

1551  Newcomb  Avenue,  Rm.  103  ROOFTOP  MS  DateSampied  11/20/97 

San  FranciSCO,  CA    94124  Date  Received  1  1 /2 4/9 7 

Date  Analyzed  1  1/24/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

MULTIP 
ROOFP 
RE-SAN 

1  A 

50907-01 

LE  DRINKING  FOUNTAIN 
LAY  ROOM  NORTHEAST  END 
IPLE 

4.3 

1.0 

Client 
Micro 

MULTIP 
ROOFP 
RE-SAN 

1  B 

50907-02 

LE  DRINKING  FOUNTAIN 
LAY  ROOM  NORTHEAST  END 
IPLE 

3.9 

1.0 

Client 
Micro 

MULTIP 
ROOFP 
RE-SAM 

1  C 

50907-03 

LE  DRINKING  FOUNTAIN 
LAY  ROOM  NORTHEAST  END 
IPLE 

16.8 

1.0 

Technical  Supervisor: 


=n2 


Micro  Analytical  Laboratories, 


Farid  Ramezan? 
Inc.  is  accredited  for  lea? 


11/26/97 


Analyst: 


FR 


alysis  in 


ng  water  by  the  California  Department  of  Health  Services,  Environmental 


Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pan's  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    501  08 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  3 

1551  Newcomb  Avenue.  Rm.  103  ROOFTOP  MS  DateSampled  10/25/97 

San  Francisco,  CA   94124  WORK  ORDER  NO.  WT-97  n  .  e  . 

Dale  Received  10/30/97 

Date  Analy^oU  10/30/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(Ppb) 

Comments 

Client 

14 

Micro  50108-11 

SINK  FAUCET 

n  1  55  TEACHER  L OUNCE 

INfTUL  SCREENING 

4.3 

1.0 

Client 

1  5 

Micro 

50108-12 

5.8 

1.0 

DRINKING  rOUNTAM 
LOWER  EXT.  YARD 
INITIAL  SCREENING 

Client 

1  6 

Micro 

50108-13 

1.0 

DRINKING  FOUNTAIN 

UPPER  EXT.  YARD 

2.2 

;  IWTIAL  SCREENWG 


r:  T  'J±£Z 


Technical  Supervisor:  T  K> — v,   -30/20/97         Analyst;   5L 


Micro  Analytical  Laboratonos,  Inc.  is  accredited  fortead-dnalyais  in  drinking  wator  by  thp  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  anolysod  by  Grapnitc-  Furnoco  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  S113B  (Standard  Motnodc  for  tho  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  Amorican  Wator  Worke  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Loboratonoe,  Inc.,  and  pertaine  only  to  the  samples  analyzed.  Unit  explanation:  ppb  -  parts  per  bllGon. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    482  75 

SFUSD  -  Asbestos  Control  Program  S.  F.  U.  S.  D.  Total  Samples  2  9 

1551  Newcomb  Avenue,  Rm.  103  ROOSEVELT  MS  Date  Sampled  9/7/97 

San  FranciSCO,  CA    94124  Date  Received  9/8/97 

Date  Analyzed  9/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

1 

1  1  .4 

1.0 

Micro  48275-01 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  YARD  C-97,  EAST 
INITIAL  SCREENING 

Client 

2 

4.6 

1.0 

Micro  48275-02 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  YARD  C-97,  WEST 
INITIAL  SCREENING 

Client 

3 

21.5 

1.0 

Micro  48275-03 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  YARD  EAST 
INITIAL  SCREENING 

Client 

4 

3.7 

1.0 

Micro  48275-04 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  YARD  C-96,  EAST 
INITIAL  SCREENING 

Client 

5 

2.9 

1.0 

Micro  48275-05 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  YARD  C-96,  WEST 
INITIAL  SCREENING 

Technical  Supervisor:    Hrfc^    ^A~~^r-y^  9/9/97  Analyst:   !5_ 


Micro  Analytical  Laboratories,  Inc.  is  accredited  forN^ad  jnalysi^-in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.  F.  U.  S.  D. 

1551  Newcomb  Avenue,  Rm.  103  ROOSEVELT  MS 

San  Francisco,  CA  94124 


Micro  Log  In    4  8  2  7  5 
Total  Samples  2  9 
Date  Sampled  9/7/9  7 
Date  Received  9/8/97 
Date  Analyzed  9/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

6 

6.6 

1.0 

Micro  48275-06 

DRINKING  FOUNTAIN 
1ST  FLOOR  C-92,  NORTH 
INITIAL  SCREENING 

Client 

7 

4.3 

1.0 

Micro  48275-07 

DRINKING  FOUNTAIN 
1ST  FLOOR  C-92,  SOUTH 
INITIAL  SCREENING 

Client 

8 

24.8 

1.0 

Micro  48275-08 
SINK  FAUCET 

120C,  KITCHEN  NORTH  SINK 
INITIAL  SCREENING 

Client 

9 

5.5 

1.0 

Micro  48275-09 
SINK  FAUCET 

120C,  KITCHEN  CENTER  SINK 
INITIAL  SCREENING 

Client 

1  0 

3.3 

1.0 

Micro  48275-10 
SINK  FAUCET 

120C,  KITCHEN  SOUTH  SINK 
INfTIAL  SCREENING 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  (or  leatt-aaalyiis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories.  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  48275 

SFUSD  -  Asbestos  Control  Program  S.  F.  U.  S.  D.  Total  Samples  29 

1551  Newcomb  Avenue,  Rm.  103  ROOSEVELT  MS  Date  Sampled  9/7/97 

San  FranciSCO,  CA    94124  Date  Received  9/8/9  7 

Date  Analyzed  9/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  1 

38.3 

1.0 

Micro  48275-11 
POT  FILLER 

120  KITCHEN  POT  FILLER,  CENTER 
INITIAL  SCREENING 

Client 

1  2 

2.8 

1.0 

Micro  48275-12 

SINK  FAUCET 

120  KITCHEN  SOUTH  WALL 

INITIAL  SCREENING 

Client 

1  3 

7.4 

1.0 

Micro  48275-13 

DRINKING  FOUNTAIN 
2ND  FLOOR  C-92,  NORTH 
INITIAL  SCREENING 

Client 

1  4 

3.0 

1.0 

Micro  48275-14 

SINK  FAUCET 

2ND  FLOOR  ROOM  205 

INITIAL  SCREENING 

Client 

1  5 

4.3 

1.0 

Micro  48275-15 

DRINKING  FOUNTAIN 
2ND  FLOOR  C-92,  SOUTH 
INITIAL  SCREENING 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^nalys\s  i?V~dfinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037T~Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    482  75 

SFUSD  -  Asbestos  Control  Program  S.  F.  U.  S.  D.  Total  Samples  2  9 

1551  Newcomb  Avenue,  Rm.  103  ROOSEVELT  MS  Date  Sampled  9/7/97 

San  Francisco,  CA   94124  0  ,  D  . 

1  Date  Received  9/8/97 

Date  Analyzed  9/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

1  6 

6.9 

1.0 

Micro  48275-16 

DRINKING  FOUNTAIN 
2ND  FLOOR  C-95 
INITIAL  SCREENING 

Client 

1  7 

4.6 

1.0 

Micro  48275-17 

DRINKING  FOUNTAIN 
2ND  FLOOR  R.212 
INITIAL  SCREENING 

Client 

1  8 

9.8 

1.0 

Micro  48275-18 

DRINKING  FOUNTAIN 
3RD  FLOOR  C-92,  NORTH 
INITIAL  SCREENING 

Client 

1  9 

4.5 

1.0 

Micro  48275-19 

DRINKING  FOUNTAIN 
3RD  FLOOR  C-92,  SOUTH 
INITIAL  SCREENING 

Client 

20 

11.4 

1.0 

Micro  48275-20 

DRINKING  FOUNTAIN 
3RD  FLOOR  C-93 
INITIAL  SCREENING 

Technical  Supervisor: 


9/9/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  48275 

SFUSD  -  Asbestos  Control  Program  S.  F.  U.  S.  D.  Total  Samples  2  9 

1551  Newcomb  Avenue,  Rm.  103  ROOSEVELT  MS  Date  Sampled  9/7/97 

San  Francisco,  CA    94124  Date  Received  9  /  8  /  9  7 

Date  Analyzed  9/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

21 

Micro  48275-21 

DRINKING  FOUNTAIN 

3RD  FLOOR  C-95,  GIRLS  LOCKER  RM. 

INITIAL  SCREENING 

4.7 

1.0 

Client 

22 

Micro  48275-22 
SINK  FAUCET 

3RD  FLOOR  HOME  EC  CLASS  NORTH  WALL 
INITIAL  SCREENING 

7.5 

1.0 

Client 

23 

Micro  48275-23 
SINK  FAUCET 

3RD  FLOOR  HOME  EC  CLASS  NORTH  WALL 
INITIAL  SCREENING 

3.1 

1.0 

Client 

24 

Micro  48275-24 
SINK  FAUCET 

3RD  FLOOR  HOME  EC  CLASS  NORTH  WALL 
INITIAL  SCREENING 

21.2 

1.0 

Client 

25 

Micro  48275-25 
SINK  FAUCET 

3RD  FLOOR  HOME  EC  CLASS  NORTH  WALL 
INITIAL  SCREENING 

4.5 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  artaiyfeis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


6 


1063  PROJECT:  Micro  Log  In    4  82  75 

SFUSD  -  Asbestos  Control  Program  S.  F.  U.  S.  D.  Total  Samples  2  9 

1551  Newcomb  Avenue,  Rm.  103  ROOSEVELT  MS  Date  Sampled  9/7/97 

San  Francisco,  CA   94124  _  ,  _    .  ^OJO<n, 

Date  Received  9/8/97 

Date  Analyzed  9/8/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


26 


Micro  48275-26 
SINK  FAUCET 

3RD  FLOOR  HOME  EC  CLASS  NORTH  WALL 
INITIAL  SCREENING 


Client 


27 


Micro  48275-27 
SINK  FAUCET 

3RD  FLOOR  HOME  EC  CLASS  NORTH  WALL 
INITIAL  SCREENING 


5.4 


4.9 


1.0 


1.0 


Client 


28 


Micro  48275-28 

SINK  FAUCET 

3RD  FLOOR  HOME  EC  CLASS  SOUTH  WALL 
INITIAL  SCREENING 


4.5 


1.0 


Client 


29 


Micro  48275-29 
BLANK 


1.0 


1.0 


Technical  Supervisor: 


9/9/97 


Analyst: 


FR 


Farid  Rairiezan?adeh>^^N 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacT&nalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5  09  06 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  ROOSEVELT  MS  DateSampied  11/20/97 

San  FranciSCO,  CA    94124  Date  Received  1  1 /2 4/9  7 

Date  Analyzed  11/24/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

24A 

Micro  50906-01 

SINK  FAUCET 

3RD  FLOOR  HOME  EC.  EAST  END  NORTH 

WALL 

RE-SAMPLE 

1.5 

1.0 

Client 

24B 

Micro  50906-02 

SINK  FAUCET 

3RD  FLOOR  HOME  EC.  EAST  END  NORTH 

WALL 

RE-SAMPLE 

1.2 

1.0 

Client 

24C 

Micro  50906-03 

SINK  FAUCET 

3RD  FLOOR  HOME  EC.  EAST  END  NORTH 

WALL 

RE-SAMPLE 

3.0 

1.0 

Client 

1 1  A 

Micro  50906-04 
SINK  FAUCET 

RM  120  KITCHEN  POT  FILLER  -  CENTER 
RE-SAMPLE 

1.1 

1.0 

Client 

1  1  B 

Micro  50906-05 

SINK  FAUCET 

RM  120  KITCHEN  POT  FILLER  -  CENTER 
RE-SAMPLE 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadanalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association.  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    5  0906 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  ROOSEVELT  MS  Date  Sampled  1 1/20/97 

San  Francisco,  CA   94124  _4  0  , 

Date  Received  11/24/97 

Date  Analyzed  11/24/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  1  C 

2.2 

1.0 

Micro  50906-06 

SINK  FAUCET 

RM  120  KITCHEN  POT  FILLER  -  CENTER 
RE-SAMPLE 

Client 

8A 

1.8 

1.0 

Micro  50906-07 

SINK  FAUCET 

120C  KITCHEN  NORTH  END  WEST  WALL 
RE-SAMPLE 

Client 

8B 

1.6 

1.0 

Micro  50906-08 
SINK  FAUCET 

120C  KITCHEN  NORTH  END  WEST  WALL 
RE-SAMPLE 

Client 

8C 

5.7 

1.0 

Micro  50906-09 

SINK  FAUCET 

120C  KITCHEN  NORTH  END  WEST  WALL 
RE-SAMPLE 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  Analysis  iriMtinlung  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


iuoia 


"   ~  Analytical 


680  Chesapeake  Drive  Redwood  City,  C A  94063       (650)  364-{tfoO  FAX  (650)  364-3233 

404  N  W\%c\  Lane  Walnut  Creek,  CA  94596       (510)968-9600         FAX  (5 10)  988-9673 

819  Striker  Avenue,  Suite  B    Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  911-0100 


irai/iiii-iiiL. 

i;  SFUSD 
||!  l551:Newcomb  Ave.,  Rm.  103 
jjj  San  Francisco,  CA  94124 

iil  Attention'     Bruce  Giannini 

}>-^ ■.:  .    ,  •.  :,i:'U'L''5';-==:=  -:;  ::—  .  ;,;„•  vw 


••-••■•:'!r^fi|'iiiiui:iu^i.--:  -:.  """Illl 

::piiiiiii;iI!„  -.— jtwiiwl,. 

Client  Proj.  ID: 


i.i  — -:.-.T=  ::..-3"!!  '.-  .j,.  --  =r::r:;r;~ :: :    ■  i"||||in;,; 
 :::;iiiiiii.p:s:=:H??^:Hr::^i;iiiiui!l"iiSii 

Samoan  Affairs  CD 


Lab  Proj.  ID:  9710G12 


:~:*IJII|ll||mm:     .    ill'llllllllii 

i-iCllii.lii;:.;:.-.-.  ....  n 


:;s--?,«,.a||n,1,iS: 

•  "  Snilillli 


Sampled:  10/29/97 
Received:  10/29/97 
Analyzed:  see  below 


Reported: 


i£!!!|IIIINIHl 
•!!!!!!!!!Mlllllllir!" 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  Mo:         971 0G1 2-01 
Sample  Desc  :  LIQUID,  1 

!  Lead 

mg/L 

10/31/97 

0.0050 

N.D. 

Lab  No:         971 OG 12-02 
Sample  Desc  :  LIQUID, 2 

i 

j  Lead 

mg/L 

10/31/97 

O.0050 

0.0096 

Lab  No:           971 0G 12-03 
Sample  Desc ;  LIQUID.3 

Lead 

mg/L 

10/31/97 

0.0050 

0.0076 

Lab  No:         971 0G1 2-04 
Sample  Desc :  LIQUID,4 

|  Lead 

mg/L 

10/31/97 

0.0050 

0.032 

Lab  No:         971 0G1 2-05 
Sampfe  Desc  :  LIQUID, 4-Duplicate 

i 

Lead 

mg/L 

10/31/97 

0.0050 

0.032 

LabNb:         971 0G1 2-06 
Sample  Desc  .  LIQUID,5-Blank 

Lead 

mg/L 

10/31/97 

0.0050 

N.D 

Anaiytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection 

I 


SEQUblA  ANALYTICAL  -  ELAP#1210 


i 


11/03/97    10:14         TX/RX  NO. 0681  P. 002 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SF  CHARTER 
EARLY  CHILDHOOD 


Micro  Log  In    4  7  8  3  3 
Total  Samples  9 
Date  Sampled  8/2  6/9  7 
Date  Received  8/26/97 
Date  Analyzed  8/31/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

CR-1 

<  1.0 

1.0 

Micro  47833-01 

DRINKING  FOUNTAIN 
DRINKING  FOUNTAIN  ROOM  3 
FIRST  DRAW 

Client 

CR-2 

<       1  .0 

1.0 

Micro  47833-02 

SINK  FAUCET 

SINK  FAUCET  IN  ROOM  4 

FIRST  DRAW 

Client 

CR-3 

1  .9 

1.0 

NOT  ENOUGH 
PRESSURE  FOR 
SAMPLE 

Micro  47833-03 

DRINKING  FOUNTAIN 
DRINKING  FOUNTAIN  IN  ROOM  6 
NOT  ENOUGH  PRESSURE  FOR  SAMPLE 
FIRST  DRAW 

Client 

CR-4 

<      1 .0 

1.0 

Micro  47833-04 

SINK  DRINKING  FOUNTAIN 
SINK  DRINKING  FOUNTAIN 
ROOM  1  -  KINDERGARTEN  ROOM 
FIRST  DRAW 

Client 

CR-5 

<      1 .0 

1.0 

Micro  47833-05 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  ROOM  2 

FIRST  DRAW 

Technical  Supervisor:    'JL  c  * — ^ — \  ■'^L^.  376/9?  Analyst:   !!*L 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foNead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  83  3 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  SF  CHARTER  Date  Sampled  8/26/97 

San  Francisco,  CA   94124  EARLY  CHILDHOOD  Date  Received  8/26/97 


Date  Analyzed  8/31/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

CR-6 

2.3 

1.0 

Micro  47833-06 
SINK  FAUCET 

SINK  FAUCET  IN  KITCHENETTE  AREA 
ADJ  TO  MICROWAVE 
FIRST  DRAW 

Client 

CR-7 

5.9 

1.0 

Micro  47833-07 
SINK  FAUCET 

SINK  FAUCET  IN  ART  ROOM 
FIRST  DRAW 

Client 

CR-8 

<      1 .0 

1.0 

Micro  47833-08 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  THE 

BUNGALOW  (2ND  GRADE) 

Client 

BLANK 

<      1  .0 

1.0 

Micro 

BLANK 

47833-09 

//     —-9/6/97  Analv/cf  FR 


Technical  Supervisor:     /  <-*•— — v^-v^ — n/b/ni  Analyst 

Farid  Ramezenzadel^M.S. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  -rn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  741  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  0 

1551  Newcomb  Avenue,  Rm.  103         SAN  FRANCISCO  COMMUNITY  Date  Sampled  8/15/97 

San  Francisco,  CA   94124  n§  _    .  . 

Date  Received  8/15/97 

Date  Analyzed  8/15/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  F/ 
FIRST  C 

1 

47410-01 
VUCET 

RAW ,  3RD  FLOOR 

5.4 

1.0 

Client 
Micro 

DRINKII 
C90 

FIRST  C 

2 

47410-02 
1G  FOUNTAIN 

RAW,  3RD  FLOOR 

8.9 

1.0 

Client 
Micro 

WATER 

T62 

FIRST  C 

3 

47410-03 
FAUCET 

•RAW,  3RD  FLOOR 

<  1.0 

1.0 

Client 
Micro 

SINK  Ol 
002A 
FIRST  C 

4 

47410-04 
)RAW 

34.0 

1.0 

Client 
Micro 

SINK  Dl 
005A 
FIRST  I 

5 

47410-05 
LINKING  FOUNTAIN 

)RAW 

1.9 

1.0 

'7/97  Analv/sf  FR 


Technical  Supervisor:  — Zl  2L1LE1   Analyst 

Farid  Ramezartzadeh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead~anatysissa_drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4741  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  0 

1551  Newcomb  Avenue,  Rm.  103         SAN  FRANCISCO  COMMUNITY  DateSampied  8/15/97 

San  FranciSCO,  CA    94124  Date  Received  8/ 1  5/9  7 

Date  Analyzed  8/15/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKII 
C90 

cidct  r 

6 

47410-06 
<iG  FOUNTAIN 

inaui    OUH  CI  AAD 

HAW,  2ND  PLOUH 

3.9 

1.0 

Client 
Micro 

WATER 
T61 

FIRST  C 

7 

47410-07 
FOUNTAIN 

RAW,  WOMEN'S  RR 

1.4 

1.0 

Client 
Micro 

WATER 
T51 

FIRST  C 

8 

47410-08 
FOUNTAIN 

•RAW,  MEN'S  RR 

1.5 

1.0 

Client 
Micro 

SINK  Dl 
004A 
FIRST  C 

9 

47410-09 
UNKING  FOUNTAIN 

>RAW 

1  .8 

1.0 

Client 
Micro 

BLANK 

1  0 

47410-10 

<  1.0 

1.0 

Technical  Supervisor:       l£   v/  """s^       9/6/97  Analyst:   !2L 


Farid  Ramezanzadeji,  M«S>; 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  4  9 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103         SAN  FRANCISCO  COMMUNITY  Date  Sampled  9/30/97 

San  Francisco,  CA   94124  nt  „    .  . 

•  Date  Received  10/7/97 

Date  Analyzed  10/7/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  D 

002A 

1ST 

4A 

49249-01 
LINKING  FOUNTAIN 

<  1.0 

1.0 

Client 
Micro 

SINK  Dl 

0Q2A 

2ND 

4B 

49249-02 
LINKING  FOUNTAIN 

<      1 .0 

1.0 

Client 
Micro 

SINK  Dl 

002A 

3RD 

4C 

49249-03 
LINKING  FOUNTAIN 

<  1.0 

1.0 

Client 
Micro 

BLANK 

4D 

49249-04 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  le^  an%sis>v^rin>ing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #TD3*?  Samples~~are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


SEP.  2,  199'  :2:23FM  SO.  542  ;     F.  5/2: 

SCQUOiS  680  Oiewp<r>ke  Drive  Redwwnd  City.  CA  94063  (650)364-9600  FAX  (650)  364  923  3 

I     S^Jj  *  404      Wie«  Unc  Walnur  Creek.  CA  94598  (510)986-9600         FAX  (5 10)  988-9673 

—  ^     Ari3.1ytiC3.1  *'9  Smker  Avenue,  Sui»e  8  Sacramento,  CA  95834  (916)  921 -9600  PAX  (916)  921-0100 


II  SFUSD  Client  Proj.  ID:     San  Miguel  CC 

f  1551  NewcombAve.,  Rm.  103 

|  San  Francisco,  CA  94124  Lab  Proj.  ID:  9708D01 

K^Anentlon:  jruce  Giannlnl 


Sampled:  08/25/97  s 
Received:  08/25/97  1 
Analyzed;  see  below  i 

Repotted:  08/29/97  1 

^-^r^^^^iiiiiiniiiiiiiTiiiiffnii'iiLTMi 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 

Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708D01-01 

Sample  Desc  :  LIOUID,San  Miguel  1  Duplicate 

N.D. 

Lead 

mn  /I 

08/28/97 

0.0050 

Lab  No:  9708D01-02 
Sample  Desc  :  LIQUID,San  Miguel  1 

Lead 

mg/L 

08/28/97 

0.0D50 

N.D, 

Lab  No:  9708D01-03 

Sample  Desc :  UQUID.San  Miguel  2 

Lead 

mg/L 

08/28/97 

00050 

N.D. 

Lab  NO:  9708D01-04 

Sample  Desc  :  LIQUlD,San  Miguel  3 

Lead 

mg/L 

08/28/97 

00050 

N.D. 

Lab  No:  9706D01-05 

Sample  Desc :  UQUID.San  Miguel  4 

Lead 

mg/L 

08/28/97 

0  0050 

N.D. 

Lab  No:  9708D01-06 

Sample  Desc :  LIQUID, San  Miguel  5 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D01-07 

Sample  Desc  .  UQUID.San  Miguel  6 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Analytas  reported  as  N.D.  ware  not  present  above  trie  stated  llmrt  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


Page: 


09/02/97    13:23         TX/RX  NO. 9346         P. 005 


SEP.  I  199?  1 2 : 23FV  EC.  5427     F.  6/2: 

Sequoia 
'    '  Analytical 


680  Cheupeike  Drive  Redwood  City,  CA  94063  (650)364-9600  FAX  (650)  364-9233 
404  N.  Wigrt  Line  Walnut  Creet,  CA  94598       (510)988-9600         FAX  (5 10)  988-9675 

1 19  Striker  Avenue,  Suite  8     S*crantento,  CA  95834  (9)6)  93  1-9600  FAX  (916)  911-0100 


•                                                    :  I     II     lllll                                                                                   I  I  11  llll 

;„  SFUSD  aient  Proj.  ID:     San  Miguel  CC                                Sampled:  08/25/97  * 

|  1551  Newcomb  Ave.,  Rm.  103  Received:  08/25/97  g 

£  San  Francisco.  CA  94124  Lab  Proj.  ID:  9708D01                                          Analyzed:  see  below  § 

E  8 

Attention:     Bruce  Gianninl     Reported:  08/29/97  i 

!«-njbi>iiiiiwiuiiUilillUlllliniiiiiHw  aKss—:.^  .'^iu^MWiiiJiftlkl»nou.:.-ir::;- 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708D01-08 

Sample  Desc  :  UQUID,San  Miguel  7 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D01-09 

Sample  Desc  :  LIQUID, San  Miguel  8 

Lead 

mg/L 

08/28/97 

0.0050 

N.D 

Lab  No:  97O8D0M0 

Sample  Desc  :  LIQUID.San  Miguel  9 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D01-11 

Sample  Desc  :  LIQUID.San  Miguel  10  Blank 

N.D. 

Lead 

mg/L 

08/28/97 

0.0050 

Lab  No:  9708D01-12 

Sample  Desc  :  LIQUID.San  Miguel  1 1 

Lead 

mg/L 

08/28/97 

0.0050 

0.043  _ 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Protect  Manager 


Page: 


09/02/97    13:23         TX/RX  NO. 9346         P. 006 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    473  6  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  SANCHEZ  ES  Date  Sampled  8/14/9  7 

San  Francisco,  CA    94124  Date  Received  8  / 1  4  /  9  7 

Date  Analyzed  8/14/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1 

Micro 

BLANK 

47365-01 

<       1  .0 

1.0 

Client 

2 

Micro 

47365-02 

2.8 

1.0 

DRINKING  FOUNTAIN 

SECOND  FLOOR  HALLWAY  -  NEXT  TO  RM.  20 
FIRST  DRAW 

Client 

3 

Micro 

47365-03 

1  1  .4 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  HALLWAY  -  NEXT  TO  RM.  12 
FIRST  DRAW 

Client 

4 

Micro 

47365-04 

1  0.3 

1.0 

DRINKING  FOUNTAIN 

FIRST  FLOOR  HALLWAY  -  NEXT  TO  RM.  6 

FIRST  DRAW 

Client 

5 

Micro  47365-05 

DRINKING  FOUNTAIN 

FIRST  FLOOR  HALLWAY  -  NEXT  TO  RM.  24 

FIRST  DRAW 

23.0 

1.0 

Technical  Supervisor:     2  l_  '      s : 2 — ^  ^j- y[>-  ^ Z6/97  Analyst:   !!*  

Farid  Ramezanzadeh/M^. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  <or4ead-analysis4n-drrnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  -  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4736  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  SANCHEZ  ES  Date  Sampled  8/14/97 

San  Francisco,  CA   94124  .  .  . 

Date  Received  8/14/97 

Date  Analyzed  8/14/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

6 

Micro 

47365-06 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL  OUTSIDE  PLAYGROUND 
SOUTH  /  EAST  SIDE 
FIRST  DRAW 

4.0 

Client 

7 

Micro 

47365-07 

10.4 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL  OUTSIDE  PLAYGROUND 
SOUTH  /WEST  SIDE 
FIRST  DRAW 

Client 

8 

Micro 

47365-08 

8.8 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
BASEMENT  LEVEL  OUTSIDE  PLAYGROUND 
SOUTH  /WEST  SIDE 
FIRST  DRAW 

Client 

9 

Micro 

47365-09 

1.0 

DRINKING  FOUNTAIN 

HALLWAY  OUTSIDE  BASKETBALL  COURT 

FIRST  DRAW 

4.6 

Technical  Supervisor:    '1  V  «-  a— 22zz±J2  Jrz  '9/6/97  Analyst:   EL 


Farid  RamezanzaderC-M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Jead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  48768 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  4 

1551  Newcomb  Avenue,  Rm.  103  SCHOOL  OF  THE  ARTS  Date  Sampled  9/17/97 

San  FranciSCO,  CA    94124  Date  Received  9/23/97 

Date  Analyzed  9/23/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppD)  (ppb) 


Client 

694-1 

34.0 

1.0 

Micro  48768-01 

SINK  DRINKING  FOUNTAIN 

INSIDE  CLASSROOM  003,  WEST  FAUCET 

FIRST  DRAW 

Client 

694-2 

29.8 

1.0 

Micro  48768-02 

SINK  DRINKING  FOUNTAIN 

INSIDE  CLASSROOM  003,  EAST  FAUCET 

FIRST  DRAW 

Client 

694-3 

55.1 

2.0 

Micro  48768-03 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  IN  CORRIDOR  C90 

ADJACENT  TO  ROOM  003 

FIRST  DRAW 

Client 

694-4 

1  8.9 

1.0 

Micro  48768-04 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  IN  CORRIDOR  C90 

ADJACENT  TO  T60 

FIRST  DRAW 

Client 

694-5 

18.5 

1.0 

Micro  48768-05 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  IN  CORRIDOR  C90 

ADJACENT  TO  T50 

FIRST  DRAW 

Technical  Supervisor: 


Farid  Ra. 


./97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  ana^is  rn-d{jnj$jng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #T0S7y  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc..  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  SCHOOL  OF  THE  ARTS 

San  Francisco,  CA  94124 


Micro  Log  In    4  8  7  6  8 
Total  Samples  24 
Date  Sampled  9/17/97 
Date  Received  9/2  3/9  7 
Date  Analyzed  9/2  3/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

694-6 

Micro  48768-06 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  IN  CORRIDOR  C90 

ADJACENT  TO  ROOM  J03 

FIRST  DRAW 

1  0.4 

1.0 

Client 

694-7 

Micro 

48768-07 

1.0 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  IN  CORRIDOR  C93E 

ADJACENT  TO  ROOM  005 

FIRST  DRAW 

5.5 

Client 

694-8 

Micro 

48768-08 

1.0 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  005 

FIRST  DRAW 

5.6 

Client 

694-9 

Micro 

48768-09 

10.7 

1.0 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  006 

FIRST  DRAW 

Client 

694-10 

Micro 

48768-10 

1.0 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  026 

FIRST  DRAW 

4.2 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-aoalyil&^a-drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  8  768 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  4 

1551  Newcomb  Avenue,  Rm.  103  SCHOOL  OF  THE  ARTS  DateSampied  9/17/97 

San  FranciSCO,  CA    94124  Date  Received  9/23/97 

Date  Analyzed  9/2  3/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(PPb) 

Comments 

Client 

694-11 

Micro 

48768-11 

1 .0 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  025 

FIRST  DRAW 

2.4 

Client 

694-12 

Micro 

48768-12 

1.0 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  012 

FIRST  DRAW 

9.5 

Client 

694-13 

Micro 

48768-13 

4.8 

1.0 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  013 

FIRST  DRAW 

Client 

694-14 

Micro 

48768-14 

8.5 

1.0 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  014 

FIRST  DRAW 

Client 

694-15 

Micro 

48768-15 

8.7 

1.0 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  016 

FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  YocJe^d_a^aJy3ts-inJfclrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


4 


1063  PROJECT:  Micro  Log  In    4876  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  24 

1551  Newcomb  Avenue,  Rm.  103  SCHOOL  OF  THE  ARTS  DateSampied  9/17/97 

San  Francisco,  CA   94124  _  .  _  . 

Date  Received  9/23/97 

Date  Analyzed  9/23/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

694-1  6 

Micro 

48768-16 

1.0 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  018 

FIRST  DRAW 

4.0 

Client 

694-17 

Micro 

48768-17 

8.9 

1.0 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  014 

FIRST  DRAW 

Client 

694-18 

Micro 

48768-18 

1.0 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  020 

FIRST  DRAW 

6.5 

Client 

694-19 

Micro 

48768-19 

1.0 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  021 

FIRST  DRAW 

3.0 

Client 

694-20 

Micro 

48768-20 

5.1 

1.0 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  022 

FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leeld  analyse  in  tokikjng.water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  Hoaz^Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  SCHOOL  OF  THE  ARTS 
San  Francisco,  CA  94124 


Micro  Log  In     4  8  7  6  8 
Total  Samples  2  4 
Date  Sampled  9/17/97 
Date  Received  9/23/97 
Date  Analyzed  9/2  3/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

694-21 

Micro 

48768-21 

1.0 

SINK  DRINKING  FOUNTAIN 

SINK  DRINKING  FOUNTAIN  IN  ROOM  023 

FIRST  DRAW 

4.0 

Client 

694-22 

Micro 

48768-22 

13.6 

1.0 

DRINKING  FOUNTAIN 

DRINKING  FOUNTAIN  IN  CORRIDOR  C92W 

WEST  SIDE  OF  CORRIDOR 

FIRST  DRAW 

Client 

694-23 

Micro 

48768-23 

19.8 

1.0 

SPIKE  #97-W00774-19 
SPIKED 

Client 

694-24 

Micro 

BLANK 

48768-24 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  aneJysis^ndriJnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate^H)33  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SOTA 


Micro  Log  In    5  0  7  6  4 
Total  Samples  1  6 
Date  Sampled   11/18/9  7 
Date  Received  11/18/97 
Date  Analyzed  11/19/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

694-1  A 

18.7 

1.0 

Micro  50764-01 

DRINKING  FOUNTAIN 
ROOM  003  WEST 
1ST  DRAW 

Client 

694-1  B 

17.1 

1.0 

Micro  50764-02 

DRINKING  FOUNTAIN 
ROOM  003  WEST 
2ND  DRAW 

Client 

694-1C 

26.6 

1.0 

Micro  50764-03 

DRINKING  FOUNTAIN 
ROOM  003  WEST 
3RD  DRAW 

Client 

694-2A 

7.2 

1.0 

Micro  50764-04 

DRINKING  FOUNTAIN 
ROOM  003  EAST 
1ST  DRAW 

Client 

694-2B 

5.6 

1.0 

Micro  50764-05 

DRINKING  FOUNTAIN 
ROOM  003  EAST 
2ND  DRAW 

^ 


Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  lead  anaiysis^in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    5  07  64 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  6 

1551  Newcomb  Avenue,  Rm.  103  SOTA  DateSampied  n/18/97 

San  Francisco,  CA   94124  Date  Recejved  11/18/97 

Date  Analyzed  1  1/19/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

694-2C 

24.1 

1.0 

Micro  50764-06 

DRINKING  FOUNTAIN 
ROOM  003  EAST 
3RD  DRAW 

Client 

694-3A 

122.1 

4.0 

Micro  50764-07 

DRINKING  FOUNTAIN 
ADJ.  TO  ROOM  003 
1ST  DRAW 

Client 

694-3B 

80.6 

2.9 

Micro  50764-08 

DRINKING  FOUNTAIN 
ADJ.  TO  ROOM  003 
2ND  DRAW 

Client 

694-3C 

36.1 

1.0 

Micro  50764-09 

DRINKING  FOUNTAIN 
ADJ.  TO  ROOM  003 
3RD  DRAW 

Client 

694-4A 

1  0.5 

1.0 

Micro  50764-10 

DRINKING  FOUNTAIN 
ADJ.  TO  ROOM  160 
1ST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  ana\ysis4n  drinktng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #T037.  Samples'' are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5  0764 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Avenue,  Rm.  103  SOTA  Date  sampled  n/ia/97 

San  Francisco,  CA   94124  _  ,  Q    .  olo, 

Date  Received  11/18/97 
Date  Analyzed  11/19/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

694-4B 

Micro 

50764-1 1 

5.9 

1.0 

DRINKING  FOUNTAIN 
ADJ.  TO  ROOM  160 
2ND  DRAW 

Client 

694-4C 

Micro 

50764-12 

11.7 

1.0 

DRINKING  FOUNTAIN 
ADJ.  TO  ROOM  160 
3RD  DRAW 

Client 

694-22A 

Micro 

50764-13 

2.1 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C-92  WEST 
1ST  DRAW 

Client 

694-22B 

Micro 

50764-14 

1.8 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C-92  WEST 
2ND  DRAW 

Client 

694-22C 

Micro 

50764-15 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C-92  WEST 
3RD  DRAW 

5.0 

Technical  Supervisor: 


1 


11/19/97 


Analyst: 


FR 


Farid  RamNezafteaqleh.^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^ahatysis  Irrarinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5  07  64 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  6 

1551  Newcomb  Avenue,  Rm.  103  SOTA  DateSampied  1 1/18/97 

San  Francisco,  CA   94124  Date  Received  n  1 /1  8/97 

Date  Analyzed  1  1/19/9  7 


Detection 


Lead  Concentration 

Limit 

Comments 

Client  Sample  ID 

(ppb) 

(ppb) 

Client 

694-B  LAN  K 

Micro 

50764-16 

BLANK 

<  1.0 

1.0 

Technical  Supervisor: 


Farid  Rameza^2a^cteh?K7b§. 


11/19/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  WsacTSriarysis  in  "Drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7764 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  Date  Sampled  8/19/97 

San  Francisco,  CA   94124  ANNEX  CC  nat  D  . 

Date  Received  8/25/97 

Date  Analyzed  8/30/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


Micro  47764-01 

SINK  DRINKING  FOUNTAIN 
MBA 


5.8 


1.0 


Client 


Micro  47764-02 

DRINKING  FOUNTAIN 
3C2SA 


12.9 


1.0 


Client 


Micro  47764-03 

SINK  DRINKING  FOUNTAIN 
30258 


6.5 


1.0 


Client 


Micro  47764-04 

DRINKING  FOUNTAIN 
3025B 


4.1 


1.0 


Client 


Micro  47764-05 

DRINKING  FOUNTAIN 
MAIN  YARD 


2.8 


1.0 


Technical  Supervisor:   %.  ~£ — ^ :~  "~   8/31/97  Analyst:  

Farid  Ramezanzadeh>M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  776  4 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  Date  Sampled  8/19/97 

San  FranciSCO,  CA    94124  ANNEX  CC  Date  Received  8/25/97 

Date  Analyzed  8/30/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

WATER 

3024 

6 

47764-06 
FAUCET 

<  1.0 

1.0 

Client 
Micro 

WATER 
3023 

7 

47764-07 
FAUCET 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 
3023 

8 

47764-08 
WCET 

<      1  .0 

1.0 

Client 
Micro 

WATER 
3021 

9 

47764-09 
FAUCET 

<  1.0 

1.0 

Client 
Micro 

BLANK 

1  0 

47764-10 

<      1 .0 

1.0 

1       -  if 

Technical  Supervisor:  Z2L   ^^~yt  ~^y  — ^  8/31/97         Analyst:   al  

Farid  Ramezltrl2adeh^M»S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^ahalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  776  4 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  Date  Sampled  8/19/97 

San  Francisco,  CA   94124  ANNEX  CC  nt  0    ■  „0/oc/0^ 

Date  Received  8/25/97 

Date  Analyzed  8/30/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

WATER 
3021 

1  1 

47764-1 1 
FAUCET 

<      1 .0 

1.0 

Client 
Micro 

WATER 
3021 

1  2 

47764-12 
FAUCET 

<  1.0 

1.0 

Client 
Micro 

MULTIP 
BACK  \ 

1  3 

47764-13 

LE  DRINKING  FAUCET 
ARD  AREA 

<      1 .0 

1.0 

Client 
Micro 

DRINKI 
3020 

1  4 

47764-14 
MG  FAUCET 

8.7 

1.0 

Client 
Micro 

SINK  D 
3020 

1  5 

47764-15 
LINKING  FOUNTAIN 

<      1 .0 

1.0 

Technical  Supervisor:  - ^>   ^   8/31/97         Analyst:   £L  

Farid  RamezanzadehJ/LS. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  (or  leacTanatysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  311 36  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063  PROJECT:  Micro  Log  In  47764 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  1  6 

1551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  Date  Sampled  8/19/97 

San  FranciSCO,  CA    94124  ANNEX  CC  Date  Received  8/25/97 

Date  Analyzed  8/3  0/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1  6 

Micro  47764-16 

WATER  FAUCET 
3023 

2.5 

1.0 

Technical  Supervisor:  * i  •j^—-^^ —  8/31/97         Analyst:   ^  

Farid  Ramezanzadeh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4925  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3 

1551  Newcomb  Avenue,  Rm.  103  SERRA  ANNEX  CC  Date  Sampled  9/29/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/7/97 

Date  Analyzed  10/7/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 

3Q2SA 

1ST 

2A 

49250-01 
HG  FOUNTAIN 

4.8 

1.0 

Client 
Micro 

DRINKI 

302SA 

2ND 

2B 

49250-01 
HG  FOUNTAIN 

4.7 

1.0 

Client 
Micro 

DRINKI 

3025A 

3RD 

2C 

49250-01 
HG  FOUNTAIN 

1 1 .2 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for^teee4  analysis  irTdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4776  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  2  2 

1551  Newcomb  Avenue,  Rm.  103  JUNIPERO  SERRA  ES  Date  Sampled  8/21/97 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/31/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

WATER 
ADULT 

1 

47766-01 

FAUCET 
RESTROOM 

<      1  .0 

1.0 

Client 
Micro 

SINK  Df 
ROOM  2 

2 

47766-02 

LINKING  FOUNTAIN 
06 

2.9 

1.0 

Client 
Micro 

SINK  Ft 
ROOM  2 

3 

47766-03 

MJCET 
06 

3.5 

1.0 

Client 
Micro 

SINK  Dl 
ROOM  2 

4 

47766-04 

LINKING  FOUNTAIN 
07 

3.2 

1.0 

Client 
Micro 

SINK  F/ 
ROOM  2 

5 

47766-05 

MJCET 
07 

3.5 

1.0 

377  6, 

Technical  Supervisor    '7        — vf— -v  v — r_   9/7/97  Analyst:  

Farid  RarViezanzadetvM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  (or  lead/analysis. in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7766 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  22 

1551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  ES  Date  Sampled  8/21/9  7 

San  Francisco,  CA   94124  _  ,  _    .    .  o;oc/n, 

Date  Received  8/25/97 

Date  Analyzed  8/31/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
ROOM  2 

6 

47766-06 
LINKING  FOUNTAIN 

n 

2.9 

1.0 

Client 
Micro 

SINK  Ft 
ROOM  2 

7 

47766-07 
VUCET 

n 

2.7 

1.0 

Client 
Micro 

SINK  Dl 
ROOM  2 

8 

47766-08 
LINKING  FOUNTAIN 

m 

2.4 

1.0 

Client 
Micro 

SINK  Ft 
ROOM  2 

9 

47766-09 

VUCET 
98 

3.0 

1.0 

Client 
Micro 

BLANK 

1  0 

47766-10 

<      1 .0 

1.0 

Technical  Supervisor:      '  £=_  ^  —       ^  9/6/97  Analyst:  

Farid  Ramezanzadeh,  M.S. 

1  •  *"  V 
Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 

Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 

accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 

Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 

approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4776  6 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  2  2 

1551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  ES  Date  Sampled  8/21/9  7 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/31/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
SINK  NE 

1  1 

47766-1 1 

VUCET 
LAR  STOVE 

1 .4 

1.0 

Client 
Micro 

SINK  Ft 
TEACHI 

1  2 

47766-12 
WJCET 

ER  RESTRO0M 

2.0 

1.0 

Client 
Micro 

SINK  Ft 
2ND  AD 

1  3 

47766-13 
UJCET 

ULT RESTROOM 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 
TEACHI 

1  4 

47766-14 
UJCET 

ERS'  LUNCH  ROOM 

1  .4 

1.0 

Client 
Micro 

SINK  Ft 
BOYS'  F 

1  5 

47766-15 

UJCET 
IOOM 

2.3 

1.0 

-7  /;  Hr 


Technical  Supervisor:      *  '  v^- — ^         9/7/97  Analyst:   !2  

Farid  Ramezanzadeh, -M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  776  6 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  22 

1551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  ES  Date  Sampled  8/21/97 

San  Francisco,  CA   94124  „  .  _  , 

1  Date  Received  8/25/97 

Date  Analyzed  8/31/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
GIRLS' 

1  6 

47766-16 

UNKING  FOUNTAIN 
ROOM 

1.6 

1.0 

Client 
Micro 

DRINKII 
HALL  D 

1  7 

47766-17 

*G  FOUNTAIN 
RINKING  FOUNTAIN 

3.8 

1.0 

Client 
Micro 

SINK  Dl 

room: 

1  8 

47766-18 
RINKING  FOUNTAIN 

ns 

1.6 

1.0 

Client 
Micro 

SINK  Ft 

room: 

1  9 

47766-19 

MICET 
!05 

<  1.0 

1.0 

Client 
Micro 

BLANK 

20 

47766-20 
SAMPLE 

<  1.0 

1.0 

Technical  Supervisor:  "jL  hs—.    pgZ^p*^Ji£==d    9/7/97  Analyst:  

Farid  RatnezanzadehTMvS. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4776  6 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  2  2 

1551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  ES  Date  Sampled  8/21/9  7 

San  Francisco,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/31/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

21 

Micro  47766-21 

MULTIPLE  DRINKING  FOUNTAIN 
PLAY  YARD  AREA 

<        1  .0 

1.0 

Client 

97-W00753-2 

Micro  47766-22 
SPIKED  SAMPLE 

21.2 

1.0 

Technical  Supervisor:   XT   1    9/7/97  Analyst:   I*  

Farid  Ramezanzadeh.^.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  776  5 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  2 1 

1551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  (SA)  Date  Sampled  8/20/97 

San  Francisco,  CA   94124  ni  D  JO)„,n, 

Date  Received  8/25/97 
Date  Analyzed  8/2  5/9  7 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


Micro  47765-01 

SINK  DRINKING  FOUNTAIN 
CAFE 


1.0 


1.0 


Client 


Micro  47765-02 

SINK  FAUCET 
OFFICE 


1  .0 


1.0 


Client 


Micro  47765-03 

SINK  DRINKING  FOUNTAIN 
GIRLS'  ROOM 


1.5 


1.0 


Client 


Micro  47765-04 

WATER  FAUCET 
GIRLS'  ROOM 


1.0 


1.0 


Client 


Micro  47765-05 

SINK  DRINKING  FOUNTAIN 
BOYS'  ROOM 


2.0 


1.0 


"7  ^  I*  ) 

rj  -  j<  —      ^  ^ A,^  ^    9/7/97  AnaU/cf  FR 


Technical  Supervisor:  3  -  \=1 — — —    ^JJJXL  Analyst 

Farid  Rame2anzadeh,  M.S. 

\     \     v-  > 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  765 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  2 1 

1551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  (SA)  Date  Sampled  8/20/97 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/2  5/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

WATER 
BOYS'  F 

6 

47765-06 

FAUCET 
tOOM 

<      1  .0 

1.0 

Client 
Micro 

DRINKII 
HALLO 

7 

47765-07 

HG  FOUNTAIN 
UTSIDE  OF  RESTROOM 

<      1 .0 

1.0 

Client 
Micro 

WATER 
ADULT 

8 

47765-08 

FAUCET 
RESTROOM 

<      1 .0 

1.0 

Client 
Micro 

DRINKI 
CLASSI 

9 

47765-09 

NG  FOUNTAIN 
)OOM*5 

<  1.0 

1.0 

Client 
Micro 

BLANK 

1  0 

47765-10 

<      1 .0 

1.0 

Technical  Supervisor: 


Farid  Ramezanz^eh^M-S 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4776  5 

S.F.U.S.D.  S.F.U.S.D.  Total  Samples  2 1 

1551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  (SA)  Date  Sampled  8/20/97 

San  Francisco,  CA   94124  nt  _    .  „Q,oe;o, 

Date  Received  8/25/97 
Date  Analyzed  8/2  5/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
CLASSF 

1  1 

47765-11 

LINKING  FOUNTAIN 
KXHIffS 

2.0 

1.0 

Client 
Micro 

DRINKI 
CLASSF 

1  2 

47765-12 

•iG  FOUNTAIN 
iOOMM 

<  1.0 

1.0 

Client 
Micro 

SINK  01 
CLASSF 

1  3 

47765-13 

LINKING  FOUNTAIN 
IOOMM 

2.9 

1.0 

Client 
Micro 

DRINKI 
CLASSF 

1  4 

47765-14 

HG  FOUNTAIN 
IOOMM 

<  1.0 

1.0 

Client 
Micro 

SINK  D 
CLASSI 

1  5 

47765-15 

RINK  FOUNTAIN 
IOOMM 

1.8 

1.0 

3  y       a ) 

Technical  Supervisor  ^  ^Cj-  v/- — v^OX_y    8/31/97         Analyst:   !Z  

Farid  Ramezanzadeh>M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  In  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 
S.F.U.S.D. 

1551  Newcomb  Ave.  Room  206 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
JUNIPERO  SERRA 


(SA) 


Micro  Log  In    4  7  7  6  5 
Total  Samples  2  1 
Date  Sampled  8/20/9  7 
Date  Received  8/25/97 
Date  Analyzed  8/25/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
CLASSF 

1  6 

47765-16 

MG  FOUNTAIN 
!OOM*2 

1 .0 

1.0 

Client 
Micro 

SINK  Dl 
CLASSF 

1  7 

47765-17 

LINKING  FOUNTAIN 
100M«2 

3.5 

1.0 

Client 
Micro 

DRINKI 
CLASSF 

1  8 

47765-1 8 

YG  FOUNTAIN 
lOOM  #1 

<      1 .0 

1.0 

Client 
Micro 

SINK  Dl 
CLASSF 

1  9 

47765-1 9 

LINKING  FOUNTAIN 
)COM  *1 

1 .4 

1.0 

Client 
Micro 

BLANK 

20 

47765-20 

<  1.0 

1.0 

Technical  Supervisor:    cl        -  -  V~~— 8/31/97         Analyst:   E!L 

Farid  Rameza>»zadeh>ryl.S. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-anaiysi&Jrv  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063                                                                               PROJECT:  Micro  Log  In    4  776  5 

S.F.U.S.D.                                                                  S.F.U.S.D.  Total  Samples  2 1 

1551  Newcomb  Ave.  Room  206  JUNIPERO  SERRA  (SA)                  Date  Sampled  8/20/97 

San  Francisco,  CA   94124  „  ,  D 

Date  Received  8/26/97 
Date  Analyzed  8/26/97 


Detection 


Lead  Concentration 

Limit 

Comments 

Client  Sample  ID 

(ppb) 

(ppb) 

Client 

97-W007  53-1 

Micro 

47765-21 

SPIKED  SAMPLE 

20.6 

1.0 

Technical  Rnp«nii«nr  — ..•wW  9/7/97   Analyst:   !S  

Farid  Ramezanzadeh,  M.S.\ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  lead  analysis  in  drinkTng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037^  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47474 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  6 

1551  Newcomb  Avenue,  Rm.  103  SHERIDAN  ES  DateSampied  8/15/97 

San  FranciSCO,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/21/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
LOUNG 
FIRST  C 

1 

47474-01 

UJCET 
E100F 
)RAW 

<      1  .0 

1.0 

Client 
Micro 

SINK  Ft 
KITCHE 
FIRST  C 

2 

47474-02 

WCET 

N102B 

>RAW 

7.0 

1.0 

Client 
Micro 

SINK  Dl 
CLASSF 
FIRST  E 

3 

47474-03 

LINKING  FOUNTAIN 

IOOM  103 

>RAW 

3.7 

1.0 

Client 
Micro 

SINK  Dl 
CLASSF 
FIRST  [ 

4 

47474-04 

UNKING  FOUNTAIN 

1OOM104 

)RAW 

2.4 

1.0 

Client 
Micro 

DRINKI 
CORRIC 
FIRST  [ 

5 

47474-05 

HG  FOUNTAIN 
>OR  C101 
)RAW 

1 .3 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for4ead-ana1ysisJrV  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  SHERIDAN  ES 
San  Francisco,  CA  94124 


Micro  Log  In    4  74  7  4 
Total  Samples  26 
Date  Sampled  8/15/9  7 
Date  Received  8/18/97 
Date  Analyzed  8/21/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
CORRIC 
FIRST  t 

6 

47474-06 

YG  FOUNTAIN 
•OR  C201 
iRAW 

8.6 

1.0 

Client 
Micro 

SINK  Dl 
CLASSF 
FIRST  C 

7 

47474-07 

LINKING  FOUNTAIN 

IOOM20S 

)RAW 

<      1 .0 

1.0 

Client 
Micro 

SINK  Dl 
CLASSF 
FIRST  t 

8 

47474-08 

LINKING  FOUNTAIN 

IOOM2M 

IRAW 

<      1 .0 

1.0 

Client 
Micro 

SINK  Dl 
LABOR 
FIRST  t 

9 

47474-09 

LINKING  FOUNTAIN 
ATORY  206A 
IRAW 

4.2 

1.0 

Client 
Micro 

SINK  Dl 
CLASSF 
FIRST  [ 

1  0 

47474-10 

LINKING  FOUNTAIN 

3COM  201 

IRAW 

3.9 

1.0 

Technical  Supervisor:    7  "V^-  9/7/97  Analyst:   EL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  1n  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  474 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  2  6 

1551  Newcomb  Avenue,  Rm.  103  SHERIDAN  ES  Date  Sampled  8/15/97 

San  FranciSCO,  CA    94124  Date  Received  8/ 1  8/9  7 

Date  Analyzed  8/21/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
LABOR 
FIRST  C 

1  1 

47474-11 

LINKING  FOUNTAIN 
ATORY  106A 
)RAW 

<  1.0 

1.0 

Client 
Micro 

SINK  Dl 
CLASSF 
FIRST  C 

1  2 

47474-12 

LINKING  FOUNTAIN 

100M12 

)RAW 

31.0 

1.0 

Client 
Micro 

SINK  Dl 
CLASSF 
FIRST  C 

1  3 

47474-13 

UNKING  FOUNTAIN 

100M11 

>RAW 

45.1 

1.0 

Client 
Micro 

SINK  Dl 
CLASSF 
FIRST  I 

1  4 

47474-14 

UNKING  FOUNTAIN 

1  COM  10 

)RAW 

1  8.8 

1.0 

Client 
Micro 

SINK  Dl 
CLASSF 
FIRST  [ 

1  5 

47474-15 

LINKING  FOUNTAIN 

1  COM  09 

)RAW 

12.7 

1.0 

Technical  Supervisor    7  ^^/^L-        9/7/97  Analyst:   EL 

Farid  Ramezanzadeb,  M.S. 


Micro  Analytical  Laboratories,  inc.  is  accredited  for  lead^analysis^n  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In  47474 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  6 

1551  Newcomb  Avenue,  Rm.  103  SHERIDAN  ES  Date  Sampled  8/15/97 

San  Francisco,  CA   94124  _  .  _   , 

1  Date  Received  8/18/97 

Date  Analyzed  8/21/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


1  6 


Micro  47474-16 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  08 
FIRST  DRAW 


29.3 


1.0 


Client 


1  7 


Micro  47474-17 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  07 
FIRST  DRAW 


11.0 


1.0 


Client 


1  8 


Micro  47474-18 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  06 
FIRST  DRAW 


17.4 


1.0 


Client 


1  9 


Micro  47474-19 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  05 
FIRST  DRAW 


34.3 


1.0 


Client 


20 


Micro  47474-20 

SINK  DRINKING  FOUNTAIN 
CLASSROOM  04 
FIRST  DRAW 


8.5 


1.0 


y  "^977/97  Analv/Rf  FR 


Technical  Supervisor:     y  ^K!~~^/<y/ — ^212111  Analyst 

Farid  Rairierahza^h,  M^>. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  iead-analysisln  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMEPYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47474 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  6 

1551  Newcomb  Avenue,  Rm.  103  SHERIDAN  ES  Date  Sampled  8/15/97 

San  Francisco,  CA    94124  Date  Received  8/1  8/9  7 


Date  Analyzed  8/21/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  Dl 
CLASSF 
FIRST  t 

21 

47474-21 

LINKING  FOUNTAIN 

1OOM03 

)RAW 

65.5 

2.5 

Client 
Micro 

SINK  Dl 
CLASSF 
FIRST  C 

22 

47474-22 

LINKING  FOUNTAIN 

IOOM02 

)RAW 

16.2 

1.0 

Client 
Micro 

SINK  Dl 
CLASSF 
FIRST  C 

23 

47474-23 

UNKING  FOUNTAIN 

tOOM  01 

)RAW 

11.1 

1.0 

Client 
Micro 

MULTIP 
PLAYGI 
FIRST  C 

24 

47474-24 

LE  DRINKING  FOUNTAIN 

ROUND 

)RAW 

4.0 

1.0 

Client 
Micro 

MULTIP 
PLAYG 
FIRST  [ 

25 

47474-25 

LE  DRINKING  FOUNTAIN 

ROUND 

)RAW 

21.4 

1.0 

Technical  Supervisor:     r  ^ ^~-xc/c — l.  c—  9 / 7 / 9 7  Analyst:  

Farid  RamezaDzadeh^M<S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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MICRO  ANALYTICAL    LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SHERIDAN  ES 


Micro  Log  In    4  7  474 
Total  Samples  2  6 
Date  Sampled  8/15/97 
Date  Received  8/18/97 
Date  Analyzed  8/21/9  7 


Detection 


Lead  Concentration 

Limit 

Comments 

Client  Sample  ID 

(ppb) 

(ppb) 

Client 

26 

Micro 

47474-26 

BLANK 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Farid  Ramezanzadeh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  lead  analysis  in  drinKmg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pads  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


/Tjv  Sequoia 
Analytical 


<S80  Chesapeake  Drive  Redwood  City,  CA  94063      (650)  364-9600 

404  N  WigclLsr*  Walnut  Creek.  CA  94598       (5 \0)  988-9600 

BI9  Striker  Avemie,  Suites    Sacramento.  CA  95834  (916)  921-9600 


FAX  (650)  364.9233 
FAX  (510)  988-9673 
FAX  (916)  9H-0100 


Uitlllliikf.:!:-.:  •  •  ••  il.l.'ll:'-!!"!"     T      .li.  lll.'l '!'!•'••!  ...::  -.iii„T  ,.,!3U!«.-.  =  ;'   


..Illl  i  .    V.  .-'  i."?3ii.'      •'  •  " 

•  .•;.:  .-.'is.'.  -•-  n.in:;::.' 


SFUSD 

1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 


Client  Proj.  ID:  Sheridan  E.S. 
Lab  Proj.  ID:  9712589 


S  Attention:     Bruce  Giannini 

":--:-:r=sj:tr.niir,':::::::::":       liiini:..:  •...•..•.r^'T— •  r  •• :  ;  '•iii.ni;:.  iKimrrss 

,illll|:i-Hr,i==:==.:a!.llillir!!  •        : .  miiMiiluiHE—ssuniiiiilllllliiK!!!:  :  - 


::~;H:illlilii.  .  :  "I'liiinn..     :,„-~~,iUilLnR?~— r=-'-': 

ji;iiiiiffi;:ESi=E?:Mi;,niillll|llli:!::    :i.  (llini«"^i:-ii:=!=stiri^UJI«r^~3^r«iilllllllll|l.i 


;;;illlll|ii::^;:r;^i--i^:;';i;;;:illl 
ii  ill  iii'~"==  ii 

Sampled:  12/10/97  | 
Received:  12/10/97 
Analyzed:  see  below  | 

Reported:  12/17/97  | 


H=aai;ir*OTt3v 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9712589-01 

Sample  Desc  :  LIQUID, Sheridan  3-1 

Lead 

mq/L 

12/16/97 

0.0050 

N.D. 

Lab  No:  9712589-02 

Sample  Desc  :  LIQUID.Sheridan  3-2 

Lead 

mg/L 

12/16/97 

0.0050 

N.D. 

Lab  No:  9712589-03 

Sample  Desc  :  UQUID,Sheridan  3-3 

Lead 

mg/L 

12/16/97 

0.0050 

0.014 

Lab  No:  9712589-04 

Sample  Desc  :  LIQUID,Sheridan  3-4 

Lead 

mg/L 

12/16/97 

0.0050 

0.0061 

Lab  No:  9712509-05 

Sample  Desc  :  LIQUID, Sheridan  3-5 

Lead 

mg/L 

12/16/97 

0.0050 

N.D. 

Lab  No:  9712589-06 

Sample  Desc  :  LIQUID, Sheridan  3-6 

Lead 

mg/L 

12/16/97 

0.O0SD 

N.D. 

Lab  No:  9712589-07 

Sample  Desc  :  UQUID, Sheridan  3-7 

Lead 

mg/L 

12/16/97 

0.0050 

0.0061 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Sheila  Rynn 
Project  Manager 


Page: 


12/17/97    09:38         TX/RX  NO. 1451         P. 002 


C     nnnil  680  Ok*»|X»I«  Dn««  Redwood  City.  CA  *06i  <  650)  364 -WOO  FAX  (650)  364-9233 

£     k\        ^CQUOla  404  N  Vi'iflei  Lane  Wilnut  Crtek.  CA  94598  (5 1 0)  9% 8  9600  FAX  (5 10)  988-9673 

l—A*-*                 ,      ..         i  819  Striker  Avenue,  Suite  8  Sicr»me«HO,  CA  95834  (916)  921-9*00  FAX  (916)  921-0100 

~  Analytical 


I  1551  Newcomb  Ave..  Rm.  103 
.  San  Francisco,  CA  94124 

i 

■ 

.  Attention.      Bruce  Giannini 

i        ■— ---        .iiinim          .  ii.:.iicrK*P!sr"?~ 

-awKTC:--'--  •■■  »«ii>iii„,  i.-ju^.ii'avSiniujsj,,. 


-tl-.tlir:  a  ._  •iLilllllli;"—  r  =•-  ■      lull  :"'        -  -  r  .  -    iM>  -  -    ■  7"  ...Mllllimr  ^.JZIllM-.r 

Client  Proj.  ID:     Sheridan  E.S. 


....  ^!;WBIiMR:=5^=S=sfe;-f!iHIHIiBei 

Sampled:  12/10/97 


Lab  Proj.  ID-  9712599 

*IMItlllll|<M,s===~===r »V!'';'lillllll|l!J!!: :. ::: .^.Ji:Ml:i;iMfTW5==== 
•••■.•i'aiuLwi-itfSKKi-iH--::::-  '■ ;  i;;i;iiliilnil!!!!!'!^;i3=H:s5=^i;lii|  ii:i:i!-!ini 


~i  HIlMUM'. 


Received:  12/10/97  1 
Analyzed:  see  below  5 

Reported:  12/17/97  1 

=2r:!iillllllll|S!::. ::::::        ::: .:: :'  .mmmmi^^i" 


LABORATORY  ANALYSIS 

Ana  I yic  Units  Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  No:  9712589-08 

Sample  Desc  :  LIQUID, Sheridan  3-8 

Lead 

mg/L 

12/16/97 

00050 

N.D. 

Lab  No:  9712589-09 

Sample  Desc  :  LIQUID.Sheridan  3-9 

Lead 

mg/L 

12/16/97 

00050 

N.D. 

Lab  No  9712589-10 

Sample  Desc  :  LIQUID, Shefidnn  3-9  dup 

Lead 

mg/L 

12/16/97 

0.0050 

N.D. 

Lab  No-  9712589-11 

Sample  Desc  :  LIQUID, Sheridan  3-10 

Lead 

mg/L 

12/16/97 

00050 

N.D. 

Lab  No:  9712589-12 

Sample  Desc  :  LIQUID, Sheridan  3-11 

Lead 

mg/L 

12/16/97 

0.0050 

N.D. 

Lab  No;  9712589-13 

Sample  Desc  :  UQUID.Shendan  3-12 

Lead 

mg/L 

12/16/97 

O.O050 

N.D. 

Lab  No:  9712589-14 

Sample  Desc  :  LIQUID, Shenden  3-13 

Lead 

mg/L 

12/16/97 

0.0050 

0.0054 

Anaiytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Page; 


12/17/97    09:38         TX/RX  NO. 1451         P. 003 


/TN  Sequoia 
Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  9406$      (650)  364-9600         FAX  (650)  3<4-9Ji3 

404  M .  Wigct  Lart«  Walnut  Creek,  CA  94598       (510)988-9600         FAX  (5 10)  988-967 i 

819  Striker  Avenue,  Suite  fl     Sacramento,  CA  958J4  (916)921-9600  FAX  (916)  921-0)00 


•.llllllKliE :.:  :   Klili  '  I:  •••ll!:i!IIF«£25Hr 

-  „•   il  l-  :        . ;;.  :...:!;iliinii-i:- :  ■;-:H==£=;===!3!!!lihllllll: 

SFUSD 

1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 


Attention:      Bruce  Giannini 

:v  " := :  ;.iiimi"""  ■        - : ; , -;:;;;i"i'i!tiaias 


i-ssiiililliliil'H!;"^*;;;: 


L=:;:;L:s!uni:ii:ii',i'i:=:.;n:-:n=-n;;::i:  :::i,iu  


Client  Proj.  ID:  Sheridan  E.S. 
LabProj,  ID:  9712569 


Sampled:  12/10/97  jf 

Received:  12/10/97  g 
Analyzed:  see  below 

Reported:  12/17/97  5 


LABORATORY  ANALYSIS 


6 
I 

L 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9712589-15 

Sample  Desc  :  LIQUID, Sheridan  3-14 

Lead 

mg/L 

12/16/97 

0.0050 

N.D. 

Lab  No:  9712589-16 

Sample  Desc  :  LIQUID, Sheridan  3-15 

Lead 

mg/L 

12/16/97 

0.0050 

N.D. 

Lab  No;  9712589-17 

Sample  Desc  :  LIQUID, Sheridan  3-16 

Lead 

mg/L 

12/16/97 

0.0050 

N.D. 

Lab  No:  9712589-18 

Sample  Desc  :  LlQUID.Sheridan  3-17 

Lead 

mg/L 

12/16/97 

0.0050 

N.D 

Lab  No:  9712589-19 

Sample  Desc  :  LIQUID, Sheridan  3-18 

Lead 

mg/L 

12/16/97 

0.0050 

N.D. 

Lab  No:  9712589-20 

Sample  Desc  :  LlQUID.Sheridan  3-19 

Lead 

mg/L 

12/16/97 

0.0050 

0.0079 

Lab  No:  9712589-21 

Sample  Desc  :  LIQUID,Sheridan  3-20 

Lead 

mg/L 

12/16/97 

0.0050 

0.018^ 

Analytes  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


12/17/97  09:38 


TX/RX  NO. 1451 


P. 004 


DEC.  17.  19r-  ;::6AV 


m.  9:3:     F.  5/i: 


ioia 


SJ\  Sequ< 

Analytical 


680  Cr»e*»p*»ke  Dnv,  Redwood  Cry  CA  9406}       «S0)  364-9600  FAX  (650)  364.9233 

404  N.  W.ett  Lane  Wilnut  Crttk,  CA  91598       (5l0)  988-9600         FAX  (510)  988-9673 

819  Striker  Avenue.  Suite  8    Sicnmento.  CA  95834         (9 1 6)  921-9600         FAX  (916)  921-0100 


■•i:it!ltn>ti.im==:~r= 

i  :  . iiIIiUiiiii;...!  -=~=jandiliii:::!::"!! 

- SFUSD 
1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 


I  Attention.      Bruce  Glannini 


iiiiliiillilllii'i.^£;£:==:H^£i.- :.,-:,iiiiiiliiiliim'i          ■  -  =- -•-^i'"''"*r^r.Z?..l-M  21'.'.'.  •Hfl!S!!!!!ii'-ii 
:3;5::iniii'v  uSSs  .         :  i.iiM'lii:  


•!'  Miuiiiii...  •;.  ■;,,;"'ini 

,ci-„iiWiiinii:i'" ■■■■  "      "i-sris!!;!  mw.i  •! ..=..;  ...  ■  :■£=;; 


Client  Proj  ID:  Sheridan  E.S. 
Lab  Proj.  ID:  97125B9 


Sampled:  12/10/97 
Received:  12/10/97  | 
Analyzed:  see  below  | 


-„.r.i, ,  i,  m  u_-r-=i-  "-- 
••" — -  -  ..;.iuii'i;m'  "  ■ 


  Reported:  12/17/97  I 

iiiailillli|iiirci«j::£====^3-V^I;UH^ 

1     '"^ioj.irwcs^:^  :  : '  '!|!ihi  'Hiv.  :       -■—-—•JUi,,  -tj  :  :  -  •  -:-:-:;:.u;iauiii'.in!-TSK~..:.....  :..:.::!••;«  


LABORATORY  ANALYSIS 


(36 


Analyle 

Units 

Date 

A  nary  zed 

Detection 
Limit 

Sample 
Results 

Lab  No  9712589-22 

Sample  Desc  :  LIQUID, Sheridan  3-20  dup 

Lead 

mg/L 

12/16/97 

0.0050 

0.018 

Lab  No:  9712589-23 

Sample  Desc  :  UQUID, Sheridan  3-21 

Lead 

mg/L 

12/16/97 

0.0050 

0.0063 

Lab  No:  9712589-24 

Sample  Desc  ;  LIQUID. Sheridan  3-22 

Lead 

mg/L 

12/16/97 

0.0050 

0.0056 

Lab  No:  9712589-25 

Sample  Desc  :  LIQUID, Sheridan  3-23 

Lead 

mg/L 

12/16/97 

0.0050 

0.0070 

Lab  No:  9712589-26 

Sample  Desc  :  LIQUID, Sheridan  3-24 

Lead 

mg/L 

12/16/97 

0.0060 

0-011 

Lab  No:  9712589-27 

Sample  Desc  :  UQUID.Sheridan  3-25 

Lead 

mg/L 

12/16/97 

0-0060 

0.0072 

Lab  No:  9712589-28 

Sample  Desc  :  LIQUID, Sheridan  3-26 

Lead 

mg/L 

12/16/97 

0.0050 

N.D. 

Analytes  reported  a$  N.D  were  noi  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page; 


12/17/97  09:38 


TX/RX  NO. 1451 


P. 005 


/7N  Sequoia 
lf*w^  Analytical 


690  Chesapeake  Drive  Redwood  City.  CA  94063       (650)364-9600  FAX  (650)  3G4-9233 

404  N.  Wiget  Urte  Walnut  Creek.  CA  9459B       (510)  9B8-9600         FAX  (510)  988  9673 

819  Striker  Avcthx,  Suite  8     Sacramento,  CA  95834  (916)  921-9600         FAX  (916)  921-0100 


,.  ..........  .  -.    •  -  :   ,,„,  .:«i!V=£3:5Hir.H.:.. 

■'v.riifii.i :i;-i=:=::.;_ imty  "Jt  :  ■  l  - 

1 SFUSD 

1 1551  NewcombAve..  Rm.  103 
"'  San  Francisco,  CA  94124 

Attention;      Bruce  Gianninl 


..•;,uiu;ia;  ;i  r.:r   

Client  Proj.  ID 


Sheridan  E.8. 
LabProj.  ID:  9712569 


-nns^iissHiiiiiniililillillllll!!1!!!! 


;>liilillili||U!!! 


Sii:ii;innni:i:ii:n.  w-i-.. 


■•r^..-:Tir,T,7]T 
~;Saw,imiillill 


Sampled:  12/10/97  1 
Received:  12/10/97  jij 
Analyzed:  see  below 

0! 

Reported:  12/17/97  1 

illi;::;n!«:KSsaaCTni«ar=n-«K.  Hlliliniiii 


LABORATORY  ANALYSIS 


t 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9712589-29 

Sample  Desc  :  UQUID,Sheridan  3-27 

Lead 

mg/L 

12/16/97 

0.0050 

N.D. 

Lab  No:  9712589-30 

Sample  Desc  LlQUID.Sheridan  3-27  dup 

Lead 

mg/L 

12/16/97 

0.0050 

N.D. 

Lab  No:  9712589-31 
Sample  Desc  :  LIQUID, Blank 

Lead 

mg/L 

12/16/97 

0.0050 

N.D. 

Maiytss  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


12/17/97    09:38         TX/RX  NO. 1451         P. 006 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4772  7 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  SHERMAN  ES  Date  Sampled  8/20/9  7 

San  FranciSCO,  CA    94124  Date  Received  8/25/97 

Date  Analyzed  8/25/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  Ft 
1ST  FLC 

#  1 

47727-01 
MICET 

)OR  TEACHER  LOUNGE 

lOAtlf 
InMn 

6.3 

1.0 

Client 
Micro 

SINK  Ft 
1ST  FLC 
FIRST  C 

#2 

47727-02 
kUCET 

)OR  KITCHEN  SINK 
IRAW 

1.1 

1.0 

Client 
Micro 

DRINKI 
1ST  FLC 
FIRST  I 

#3 

47727-03 

*IG  FOUNTAIN 

X>R  AUDITORIUM  LOBBY 

>RAW 

1 .8 

1.0 

Client 
Micro 

SINK  Dl 
1ST  FLC 
FIRST  I 

#4 

47727-04 

LINKING  FOUNTAIN 
JOR  LIBRARY 
)RAW 

<  1.0 

1.0 

Client 
Micro 

SINK  Fl 
1ST  FLC 
FIRST  [ 

#5 

47727-05 
UICET 

X>R  LIBRARY  STORAGE 
)RAW 

11.2 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysts  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  pan's  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    477  2  7 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  SHERMAN  ES  Date  Sampled  8/20/97 

San  Francisco,  CA   94124  _  ,  0  ,„,„,- 

'  Date  Received  8/25/97 

Date  Analyzed  8/2  5/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppD) 


Client 

#6 

3.7 

1.0 

Micro  47727-06 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  PLAYGROUND  BY  LIBRARY 
FIRST  DRAW 

Client 

#7 

3.4 

1.0 

Micro  47727-07 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  UPPER  PLAYGROUND  LEVEL 
FIRST  DRAW 

Client 

#8 

3.0 

1.0 

Micro  47727-08 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  PLAYGROUND,  SOUTH 
FIRST  DRAW 

Client 

#9 

7.5 

1.0 

Micro  47727-09 

DRINKING  FOUNTAIN 

2ND  FLOOR  CORRIDOR  -  NORTH 

FIRST  DRAW 

Client 

#21 

9.7 

1.0 

Micro  47727-10 

DRINKING  FOUNTAIN 

3RD  FLOOR  CORRIDOR  -  NORTH 

FIRST  DRAW 

Technical  .Qupprvisnr  -7 ^^--^'—-^'^  ^ — —  9/7/97   Analyst:   EL 


Farid  Ramezaqzadeh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  fortead -analysis^  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  772  7 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  5 

1551  Newcomb  Avenue,  Rm.  103  SHERMAN  ES  Date  Sampled  8/20/97 
San  Francisco,  CA  94124 


Date  Received  8/25/97 
Date  Analyzed  8/25/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKII 
3RD  FL( 
FIRST  C 

#23 

47727-1 1 

HG  FOUNTAIN 
DOR  CORRIDOR,  SOUTH 
RAW 

1.5 

1.0 

Client 
Micro 

MULTIP 
OUTSID 
FIRST  C 

#24 

47727-12 

LE  DRINKING  FOUNTAIN 
E  S.  W.  PLAYGROUND 
)RAW 

23.5 

1.0 

Client 
Micro 

DRINKII 
OUTSID 
FIRST  C 

#25 

47727-13 

1G  FOUNTAIN 

E  S.  W.  PLAYGROUND 

)RAW 

7.5 

1.0 

Client 
Micro 

1STFL( 
BLANK 

#26 

47727-14 
)OR  KITCHEN  SINK 

<      1 .0 

1.0 

Client 
Micro 

SPIKED 

#27 

47727-15 

55.0 

2.0 

Technical  Supervisor: 


Analyst: 


FR 


Farid  Rame2anzadeh>M.S 


Micro  Analytical  Laboratories.  Inc.  is  accredited  for  lead-analysis'  rrr'  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  94 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  5 

1551  Newcomb  Avenue,  Rm.  103  SHERMAN  ES  Date  Sampled  9/30/97 
San  Francisco,  CA  94124 


Date  Received  10/8/9  7 
Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

MULTIP 
OUTSID 
FIRST  t 

24A 

49294-01 

LE  DRINKING  FOUNTAIN 
E  S.W  PLAYGROUND 
)RAW 

1.3 

1.0 

Client 
Micro 

MULTIP 
OUTSID 
FIRST  [ 

24B 

49294-02 

LE  DRINKING  FOUNTAIN 
E  S.W  PLAYGROUND 
)RAW 

1.7 

1.0 

Client 
Micro 

MULTIP 
OUTSID 
FIRST  C 

24C 

49294-03 

LE  DRINKING  FOUNTAIN 
E  S.W  PLAYGROUND 
)RAW 

4.3 

1.0 

Client 
Micro 

BLANK 

BLANK 

49294-04 

<      1  .0 

1.0 

Client 
Micro 

SPIKE 

SHERMAN  S 

49294-05 

95.5 

3.3 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  anal 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #T03Z 


Analyst: 


FR 


water  by  the  California  Department  of  Health  Services,  Environmental 
analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 


Sis^n  drinkih 
Samfc 

accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


\l  199'   2 : 1 5FV  sc.  5121  I 


/T\  Sequoia 
-   ~  Analytical 


680  Chewxuke  Drive  Redwood  Gtv.  CA  94063      (650)  364  9600         FAX  (650)  364-9233 

404  N  Wiget  Lint  W»lnut  Creek.  CA  9459S       (510)  988-9600         FAX  (510)  988  9673 

819  S«nke*  Avenue,  Stale  8    S»cr»mentn,  CA  95834  (916)  931-9600         FAX  (916)  921-0100 


5E^illlMIBWW»'«JB^ar-^:ar-55 

: —  —  -  -fit  <M«wMiiiwiinipniinr,'>'''''  i-11- 

|  SFUSD 

£  1551  Newcomb  Ave.,  Rm.  103 
1  San  Francisco,  CA  94124 


"u  Attention:      Bruce  Giannlnl 

^Ljiiiiii!iiiiiininn|inw 


*^!*^!!'|W!l!t,My,,y,,M,»",M!,ll,1f,IIUIIHII|!!!n!!*',,!?r 


:;iui;;:;;;iHmiiiMmuiMri»««P*r*n)inn™inPM 

Client  Proj.  ID:     Stoat  E.S.  Sampled:  08/14/97  l 

Received:  08/14/97  1 

Lab  Proj  ID-  9708755  Analyzed:  see  below  jjj 


i^^^llll!lh]MIIIMmill|l|||^ 


Reported.  08/21  /97  g 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No;  9708755-01 
Sample  Desc  :  LIQUID,  i 

Lead 

mg/L 

08/19/97 

0.0050 

0.37 

Lab  No:  9708755-02 
Sample  Desc :  UQUID,2 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708755-03 
Sample  Desc :  UQUID,3 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708755-04 
Sample  Desc :  LIQUID,4 

Lead 

mg/L 

08/19/97 

0.0050 

0.0091 

Lab  No:  9708755-05 
Sample  Desc  :  LIQUID, 5 

Lead 

mg/L 

08/19/97 

0.0050 

0.013 

Lab  No.  97087554)6 
Sample  Desc  :  UQUID,6 

Lead 

mg/L 

08/19/97 

0.0050 

0.0068 

Lab  No:  9708755-07 
Sample  Desc :  UQUID,7 

Lead 

mg/L 

08/19/97 

0.0050 

0.018 

Anarytee  reported  as  N.D.  war*  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


£K  


Sheila  Flynn 
Project  Manager 


Page: 


08/22/97    15:16         TX/RX  NO. 9162         P. 002 


fk\  Sequoia 
~  ~  Analytical 


680  Oxsapeake  Drive  Redwood  City,  CA  94063       (650)  364-9600         FAX  (650)  364-9233 

404  N.  Wifiet  Lane  Walnut  Crerk.  CA  94598       (510)  988-9600  FAX  (S10)  988  9673 

819  Striker  Avertue,  Suite  8     Samrtenio,  CA  95834  (9 1 6)  921-9600  FAX  (916)  921-0100 


 samiiiiilllllllllliiiiiiiiiHSTS^ 


M!i<Shlfll"IJ- 

I  SFUSD 
1 1551  Newcomb  Ave.,  Rm.  103 
|1  San  Francisco,  CA  94124 

ijj 

j!i  Attention:     Bruce  Giannini 

— 1l'14,1,lll,un   

UltallllllllllE 


"Client  Proj.  ID:  Sloat  E.S. 
Lab  Proj.  ID:  9708755 


!!!!i!!!!!!!!!!!!!l!lllini 

Sampled:  06/14/97  ; 

Received:  08/14/97  1 

Analyzed:  see  below  | 

_„,m!       m  ;     Reported:  <)8/21  ^97  j 


LABORATORY  ANALYSIS 


Analyie 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708755-08 
Sample  Desc  :  LIQUID, 8 

Lead 

mg/L 

08/19/97 

0.0050 

0.0072 

Lab  No:  9708755-09 
Sample  Desc :  uquid,9 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708755-10 
Sample  Desc :  UQUID.10 

Lead 

mg/L 

08/16/97 

0.0050 

0.0063 

Lab  No:          9708755-1 1 
Sample  Desc  ;  LIQUID,  11 

Lead 

mg/L 

08/19/97 

0.0050 

0.032 

Lab  No:  9708755-12 
Sample  Desc  :  LIQUID,  12 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No.  970B755-13 
Sample  Desc :  UQUID.13 

Lead 

mg/L 

08/19/97 

0-0050 

0.0051 

Lab  No:  9708755-14 
Sample  Desc  :  LIQUID,  14 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Project  Manager  / 


Page. 


08/22/97    15:16         TX/RX  NO. 9162         P. 003 


AUG.  21  1997   2:15FV  vC_  5m     p  4/2: 


/TN  Sequoia 
~   ~  Analytical 


680  OkmpcAc  Dnvc  Redwood  Gty,  CA  94063      (650)  364.9600         FAX  (650)  364-9333 

404  N  W.gti  Une  W»»rtut  Creek,  CA  94598       (510)  968-9600         FAX  (510)  9*8-9673 

9i»S«nk.er  Avenwe,  Suite  8    SiCrtmenio,  CA  95834         (916;  921-9600         FAX  (916)  921-0100 


liniuiir.^  -  "':S^''i!!!!j!!llllllllllli!imBip;?i^ 

i  SFUSD 
■  1551  NewcombAve.,  Rm.  103 
%  San  Francisco.  CA  94124 

i 

t  Attention:     Bruce  Glannini 

liriWi.S£i=_-_  ",  .IHIllllllllllllllllllins:^:— — _ — ■ 


iiiiillilMiJiii— iwiwrp-|~n   _  _ .  L^.iiludnillbiuiuHiiHia3aB'gia&!?^^ 


Client  Proj.  ID:  Sloat  ES 
Lab  Proj  ID:  9708755 


diillllliiiiiiiiiiiiiiiiiiim; 


Sampled:  08/14/97 
Received:  08/14/97  ij! 
Analyzed:  see  below  n; 


jiHunn:!...; 


Reported:  08/21/97  g 


n  I  mi  llliliiiiiiiiiiiiyiniiiiwiiiiiiim  mi  ii  n  i  ii  ii  i 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708755-15 
Sample  Desc :  UQUID.15 

Lead 

mg/L 

08/21/97 

0.0050 

0.019 

Lab  No:  9708755-16 
Sample  Desc  :  LIQUID,  16 

Lead 

mg/L 

08/19/97 

0.0050 

0.0068 

Lab  No:  9708755-17 
Sample  Desc  :  LIQUID,  17 

Lead 

mg/L 

08/19/97 

0.0050 

N.D. 

Lab  No:  9708755-18 
Sample  Desc  :  LIQUID,  16 

Lead 

mg/L 

08/19/97 

0.0050 

0.019 

Lab  No:  9708755-19 
Sample  Desc  :  LIQUID,  19 

Lead 

mg/L 

08/19/97 

0.0050 

0.013 

Lab  No:  9708755-20 
Sample  Desc :  UQUID,20 

Lead 

mg/L 

08/19/97 

0.0050 

0.086 

Lab  No:  9708755-21 
Sample  Desc :  UQUID,21 

Lead 

mg/L 

08/19/97 

0.0050 

0.0099 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page. 


08/22/97    15:16         TX/RX  NO. 9162         P. 004 


^Pfinnia  680  Chesapeake  Drive  Redwood  City,  CA  94063      (650)  364-9600         FAX  (650)  364.9233 

^M.UAJJ.a  404  M.  Wigei  Lane  Walnui  Oeek,  CA  94596       (510)  988-9600         FAX  (510)  988-9673 

Yl^\yt\CSA  819  SnikerAvemic,  Suite*    Sacramento,  CA  95834  (916)951.9600  FAX  (916)  921-0100 


Hi-~=aBWIIIIIIIIll.'"»»"  "  "  .-MHllllllllllliaaggSESSSBialliillllilililWllll'  I  ttHMIOBBaB 
BF^  "'llllllllllllfl"^   '-ffUfflmnr-^  ii'tillllllllllHIITF  ^mmiiiini^in., 

I  SFUSD  Client  Proj.  ID:     Sloat  E.S. 

5  1551  NewcombAve.,  Rm.  103 

1  San  Francisco,  CA  94124  Lab  Proj.  ID:  9708755 

in 
III 

=  Attention:      Bruce  Glannini 


=^£=: ..,.tiiilliniiT»iitiiJ-g=?^s^5^s^^s^-Fr.i;ii..l itllilti iiii:iitii;-v.  r    t;:  .;;>,iniiUilH»ma3g55 


-iSlillllliliiiiiiiiiiii'" 


=;==^raaHMIlUIIIIIIIIIIII|llll'lj'!!)!'''!<' 

SBBiiniiiiilniillKIIUIIIlll 

Sampled:  08/14/97  w. 
Received:  08/14/97  | 

Analyzed:  see  below  * 

jri 

^Ported  08/21/97  j 

lliniiiiffiiniiiii;:Ni;;:;i^^=^^E;; 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708755-22 
Sample  Desc :  LIQUID.22 

Lead 

mg/L 

08/19/97 

0.0050 

0011 

Lab  No:  9708755-23 
Sample  Desc :  LIQUID,23 

Lead 

mg/L 

08/19/97 

0-0050 

0.017 

Lab  No:  9708755-24 
Sample  Desc  :  LIQUID, 24 

Lead 

mg/L 

08/19/97 

0.0050 

0.0061 

Lab  No:  9708755-25 
Sample  Desc ;  L1QUID,2$ 

Lead 

mg/L 

OB/19/97 

0.0050 

N.D. 

Lab  No:  9708755-26 
Sample  Desc .  LIQU1D.26 

Lead 

mg/L 

08/19/97 

0  0050 

N.D. 

Lab  No:  9708755-27 
Sample  Desc :  LIQUID.27 

( 

Lead 

mg/L 

08/19/97 

0.0050 

0.0062 

Anatytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/22/97    15:16         TX/RX  NO. 91 62         P. 005 


AUG,  22.  199'  2:16FV 

Sequoia 
~   ~  Analytical 


NC.  5121     F.  6/2: 


680  Chesapeake  Drive  Redwood  Gty,  CA  94063 

40*  rJ  Wiget  Lane  Walnut  Creek,  CA  9459* 

1 19  Striker  Avenue,  Suite  8     Sacramento,  CA  95834 


(650)  364  9*00 
(510)  988-9600 
(916)  92I-96O0 


FAX  (650)  364.9293 
FAX  (510)  988-9673 
FAX  (916)  95i-O!0O 


iiPjjBJ 

a SFUSD 
£  1551  Newcomb  Ave.,  Rm.  103 
!?  San  Francisco,  CA  94124 

i 


E===J-rn.iniillllll|l|ii|ini:'!:j;  — :^ 


~ -!11MM  jllJIM  Jiiinjn^ — — ^  ^^^^^^SiSjuLhrrT^^-^^  —  -     ■  ,"ililiiliiiiirjx,-is£;s— -^:aii«i«BiEE==r---  :,:ilnii!im 

Client  Proj.  ID:     Sloat  E.S.  Sampled: 


Attention: 

Banes 


Bruce  Giannini 


Lab  Proj.  ID:  9708755 


ni'iilliliiK2!.,pS-  "  - 


ssr_  ?„,-,„.,  T-;nhijfT 


Received:  08/14/97  | 
Analyzed:  see  below  | 

■ 


Reported:  08/21/97 

"iiiiimwaii   .  n 


sraimhllllllllillir 


Analyte 


LABORATORY  ANALYSIS 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708755-28 
Sample  Desc  :  UQUID,28  (Blank) 

Lead 


mg/L 


08/21/97 


0.0050 


N.D. 


Anaiyte&  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


® 


Page-. 


08/22/97    15:16         TX/RX  NO. 9162         P. 006 


^^^\         Qpniinia  680  Chesapeake  Drive  Redwood  City.  CA  5*063      (650)  364-9600         FAX  (650)  364-9233 

f     4  «JV:^U.W1CI  N  Wjgci  ^  Walnut  Q.^  CA  94598       (510)  988.9600  FAX  (510)  988-9673 

^^^^  An£ilytic3.1     8,9 Slr,kcr AtfcmM' Sui,c 8  sscramcnwCA 95834    (^mi-woo    fax <9i6) 9210100 


llis====riri:ililllllllilii!!£=s==;i:!::iii:illlllllllllis 

II  SFUSD 


S  1551  NewcombAve.,  Rm.  103 
H  San  Francisco,  CA  94124 


Client  Proj.  ID:     Sloat  E.S. 


Lab  Proj.  ID:  9708755 


asmliliiiiinminiKH^sshSissraddHiiiiiiiu  ?r.  == 

Sampled:  08/14/97  ili 
Received:  08/14/97  | 
Analyzed:  see  below  ^ 


i  Attention:      Bruce  Giannini  Reported.  06/21  /97  ffi 

EiiIHil*K^ 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708755-29 
Sample  Desc  .  UQUID,9  (Dup) 

Lead 


mg/L 


08/19/97 


0.0050 


N,D- 


Lab  No:  9708755-30 
Sample  Desc  :  LIQUID,  15  (Dup) 

Lead 


mg/L 


08/21/97 


0.0050 


0,019 


Lab  No:  9708755-31 
Sample  Desc  :  LIQU1D,22  (Dup) 


Lead 


mg/L 


08/19/97 


0.0050 


0.010 


Anntytee  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection. 


Page: 


08/22/97    15:16         TX/RX  NO. 9162         P. 007 


SPOllOi^  680  Chesapeake  Drtvt         Redwood  Q«y,  CA  94 06 3      (650)564-9600         FAX  (650)  364-9233 

f_Jkl  404  N.  Wiget  Lux  Walnut  Creek,  CA  94598       (510)988-9600         FAX  (510)  988.9673 


Analytical 


•  19Strilier  Avenue,  Suite  8     Sacramento,  CA  958)4  (916)  92)  9600  FAX  (916)  921-0100 


*inmilnm.rii-::i:iiiiriurtrir.tMt:^;ir 


£  SFUSD 

;  1551  Newcomb  Ave.,  flm  103 
g  San  Francisco,  CA  94124 
l 

|  Attention:      Bruce  Giannini 

II.''  >.iuuiui«Hjwiiiuwi!uiiuiiiiiiiuiiiiiiiuuiiiuiin>-ivio^(i^lllllli,linilll<|i|l 

Clill.  .1 IL,  IU .1111 1 ,, HII. II! UlH,.mMI HI 


Client  Proj.  ID:  Sloat  ES 
Lab  Proj.  ID:  9708F10 


Sampled:  08/29/97^  1 
Received:  08/29/97  | 
Analyzed:  see  below  ,f 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Umit 

Sample 
Results 

Lab  No:  9708F10-01 
Sample  Desc  .  UQUID.SIoat  ES  2-1 

]  f\  Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

Sample  Desc  .  UQUID.SIoat  ES  2-2 
I  &  Lead 

mg/L 

09/02/97 

0.0050 

V<  ~L  N.D. 

Lab  No  9708F10-03 
Sample  Desc :  UQUID.SIoat  ES  2-3 

fay}- A  Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

c 

Lab  No:  9708F10-04 
Sample  Desc  :  UQUID.SIoat  ES  2-4 

<f  /£  Lead 

mg/L 

09/02/97 

0.0050 

trlr  N.D. 

Lab  No:  9708F10-05 
Sample  Desc  :  UQUID.SIoat  ES  2-5 

\{  A  Lead 

mg/L 

09/02/97 

0.0050 

0.0094 

Lab  No:  9708F10-06 
Sample  Desc  :  UQUID.SIoat  ES  2-6 

11  &  Lea0 

mg/L 

09/02/97 

0  0050 

|C  t  N.D. 

Lab  No:  9708F 10-07 

Sample  Desc  .  UQUID.SIoat  ES  2-7 


l«5A 


Lead 


mg/L 


09/02/97 


0.0050 


N.D.  £ 


Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  01  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


0 


Page: 


09/03/97    09:03         TX/RX  NO. 9367         P. 014 


SEP.  3.  1997   8: :6AM  NO.  546;  F. 


a* 


SPHUOia  680  Chewpeik*  CM**  Redwood  Qty,  CA  94063      (650)164-9600         FAX  (650)  364-9233 

JCV|WW1B  404  N.  Wigct  Lane  Mfalnut  Creek,  CA  9*598       (510)  988-9600        FAX  (510)  988-9673 

819  Striker  Avenue,  Suite  8    SacrtmeMO,  CA  95834  (916)  9119600  FAX  (9l6)  911-0100 


Analytical 


jjj  SFUSD 

1  1551  NewcombAve.,  Rm.  103 
ji;  San  Francisco,  CA  941 24 


^;i;:::;;::::;L"rs=^^"--J'4™i!L'^ 
^Kr«M!!!!!Ui!MIIHHIW.I»imHIIII^^^ 

Client  Proj.  ID:     Sloat  ES 


5iiuiiiiiifiiiiminHiiiiHiiiHi"-i 


Lab  Proj.  ID:  9708F10 


Sampled:  08/29/97 
Received:  08/29/97  |S 
Analyzed:  see  below  % 


5  Attention:      Bruce  Gianmni 

n'   ...   ;';."^ifrww»inii.i|ii!iiiiiiiiiiii;  iin;il'imniuai«iui;iii.ai.T! 


Reported:  09/03/97  £ 


^Hii»'Si:iinHiiiiiiniiianmiitaiuniniill 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  970BF10-08 
Sample  Desc  :  LiQUID,Sloat  ES  2-8 


Lead 


mg/L 


09/02/97 


0.0050 


(L^  N.D. 


Lab  No:  9708F 10-09 

Sample  Desc  .  LIQUID.Sloat  ES  2*9 


Lead 


mg/L 


09/02/97 


0.0050 


N.D.  2-* 


Lab  No:  9708F10-10 

Sample  Desc  :  LJQUlD,Sloat  ES  2-9  Duplicate 


Lead 


mg/L 


09/02/97 


0.0050 


N.D. 


Lab  No:  9708F10-11 

Sample  Desc  :  LIQUID, Sloat  ES  2-10 


Lead 


mg/L 


09/02/97 


0.0050 


^  N.D. 


Lab  No:  9708F10-12 

Sample  Desc  :  UOUID,Sloat  ES  2-11 


Lead 


mg/L 


09/02/97 


0.0050 


N.D. 


Lab  No:  9708F10-13 

Sample  Desc :  LIQUID.Sloat  ES  2-12 


Lead 


mg/L 


09/02/97 


0.0050 


£  "I  N.D. 


Lab  No:  9708F10-14 

Sample  Desc  :  LIQUID.Sloat  ES  2-13 


mg/L 


09/02/97 


0-0050 


N.D.    \C  \ 


Analytes  reported  as  N.D.  were  not  present  above  tne  stated  limit  of  detection 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manage 


Page; 


09/03/97  09:03 


TX/RX  NO. 9367         P. 015 


^'T'^V         ^pniinia  6*0  Cheupe»ke  Drive         Redwood  City,  CA  94 06 3      {650)  364-9600         FAX  (650)  364-9233 

|     ^    I        "^^M  404  N  Wigct  Lan<  Walnut  OeeL  CA  94598       (510)  988-9600         FAX  (510)  988-9673 


Analytical 


819  Striker  Averse,  Suite  8     Sjcnmcnio,  CA  95834  (916)931-9600  FAX  (916)  921-0100 


,  iiusrisjs-rr:!!  ^ni>.nfi.n^»i»n!!iilliiiil^^^  2 

c  SFUSD 

|  1551  Newcomb  Ave.,  Rm.  103 
San  Francisco.  CA  94124 

E 

q.  Attention:     Bruce  Glannlnl 

WiiiiMuiMiciatjai)m7S£K3^u.£X£H; 


Client  Proj.  ID:  Sloat  ES 
Lab  Pro).  ID;  970BF10 


:-:;:.:::^^:;»Ri»ni;iiuiiiiiiiuiiiinliillllililli,ij: 


.  DJSii  ;,M,M„|i||pq(fpi[iwmi[ltglB8g|i;isrH«c;!'^sgr_:  ^=^r^~s=;;iM3HiMiit||iHillHlli 

i'^lliillliiliiilllillliillllhliilmraasisarjE£^^r^     =r=== =s=igi^i jgj m:  1  u IIMI H I unllli U ii i i 

Sampled:  08/29/97  | 
Received:  08/29/97  i 
Analyzed:  see  below  | 


Reported:  09/03/97  ! 

I'lllllllllHIWIWin  III 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708F10-15 

Sample  Desc  :  LIQUID,Sloat  ES  2-14 


Lead 


mg/L 


09/02/97 


0.0050 


L1-  N.D. 


Lab  No:  9708F10-16 

Sample  Desc  :  LlQUlD,Sloat  ES  2-14  Duplicate 


1, 


3& 


Lead 


mg/L 


09/02/97 


0.0050 


N.D. 


Lab  No:  9708F10-17 
Sample  Desc  LIQUID, Blank 


lit- 


Lead 


mg/L 


O9/02/97 


0.0050 


N.D. 


Analytcs  reported  as  N.D  ware  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


Page: 


09/03/97    09:03         TX/RX  NO. 9367         P. 016 


SEP. 


4FM 


Sequoia 
~    ~  Analytical 


680  Chesapeake  Drive 

•404  N  Wigec  Lane 

B  f  9  Striker  Avenue.  Suite  8 


Redwood  Ory,  CA  9406  3 

Walnut  Creek,  CA  94598 
Sacramento.  CA  95B34 


(650)  J64.J600 
(510)  968-9600 
(916)  921-9600 


?2    F.  6/1: 

FAX  (650)  364-9233 
FAX  (510)  989-9673 
FAX  (916;  921-0100 


Ufrllr  in;  r^a^mt^s:'llllll(l||||||||iHJS^===:^::-- :--.  =  -'_HllIiJL   ,   .  .  _.,  .  . 

== rniiiiliittiiiHiissssH'-HSHs  .-=^,=-^Hiriiiti]iiiiiir<»et=?s^^?:s:-2;=:r»-  -  -  ;  iMiininiiiinrinrrimB^cTss^ssis—iS^^a^^tuajnyiniiiinimirinijiinirt 

|  SFUSD  Client  Proj.  ID:     Sloat  Elem 

1 1551  Newcomb  Ave.,  Rm.  103 

I  San  Francisco,  CA  94124  Lab  Proj.  ID:  9709623 

El 


sssuBinraiiiMiimipisKii. 


=.--i,!i'|iiiiiiiiiiiii|iiiiiii|ijnriiii.i! 


^££Es;ur;.'inHliililKliliiinilllllllllllllllllllll!Uli 


Attention:     Bruce  Giannini 

HI1IIB»ri!^  ■:   :    .!■■■■:  ■       I  ~  -  .1!  ■  1 1 1 1 1 1 1 1 1I  ■  It  II I  •  U 1U  =: 


imiiiiililillUllluiia™ 


"luiwawaaitHiiigiw..,-, :  : .  .  ■       •  --  "■■^sss' 

Sampled:  09/16/97  I 
Received:  09/16/97  1 
Analyzed:  see  below  [|| 


Reported:  09/19/97  I 


LABORATORY  ANALYSIS 


AnaJyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9709823-01 
Sample  Desc  :  LlQUID.SIoat  3-1 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709823-02 
Sample  Desc  :  UQUIDrSloat  3-2 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709823-03 
Sample  Desc  :  UQUID. Sloat  3-3 

Lead 

mg/L 

09/19/97 

0.0050 

0-0079 

Lab  No:  9709823-O4 
Sample  Desc :  LlQUID.SIoat  3-4 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  NO:  9709823-O5 
Sample  Desc  .  LlQUlD.SIoat  3-5 

Lead 

mg/L 

09/19/97 

0.0050 

0.0071 

Lab  No:  9709823-D6 
Sample  Desc  :  UQUID.SIoat  3-6 

Lead 

mg/L 

09/19/97 

O.005O 

0.019 

Lab  No:  9709823-07 
Sample  Desc  :  UQUID,Sloat  3-7 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Analytee  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


09/19/97    17:14         TX/RX  NO. 9808         P. 006 


SEP.  19.  1997  4:14PM  \'C  61 72  F 

~  ~  Analytical 


Cp/i  tlOi?!  680  Chesapeake  Drive  Redwood  City,  CA  9*063      (650)  364-9600         FAX  (650)  364-9233 

T  404  N.  ^  iget  Lane  Walnut  Creek.  CA  94S98       (5i0)  98B-96O0  FAX  (510)  988-9673 

8i9S(rtker  Avenue.  Suae  8    Sacramento.  CA  95*1*         (916)921-9600         FAX  (916)  921-0100 


mn  ii      i      ""'    i  i  ii i  '■■Tii»i1li*tT*ihrtT^** 


I SFUSD 

I  1551  NewcombAve.,  Rm.  103 
S  San  Francisco.  CA  94124 


Client  Proj.  ID 
Lab  Proj.  ID:  9709823 


iiliiittiDiiiiniiiiiMnmifnrmmnzw; 

Sloat  Elem 


Sampled:  09/1 6/97  g 
Received:  09/16/97  pi 
Analyzed:  see  below  jj! 


^Attention:     Bruce  Giannini    Reported:  09/19/97  I 


LABORATORY  ANALYSIS 

Analyte                                            Units              Date  Detection  Sample 

Analyzed  Limit  Results 

Lab  No:  9709023-08 

Sample  Desc  :  UQUID.SIoat  3-7  dup 

Lead                                    mg/L              09/19/97  0.0050  N.D. 


Lab  No:  9709823-09 
Sample  Desc :  LIQUID, Blank 

Lead  mg/L  09/19/97  0.0050  N.D. 


Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Page:  2 


09/19/97    17:14         TX/RX  NO. 9808         P. 007 


^^^V  Conilrtia  680  Oi«iPe»L«  Drive  Redwood  City,  CA  94063  (650)  364.9600  FAX  (650)  364-9133 

f     A   A  k3CC|ll01a  404  N  V/iget  U"t  Walnut  Creek.  CA  94598  (510)  9fi»-9600  FAX  (510)  988-9673 

I— nS*^?  »           1                 1  819  Striker  Avenue,  Suite  8  Sacramento.  CA  95834  (916)  911.9600  FAX  (916)  92 1-0100 

~  Analytical 


SFUSD 

1551  Newcomb  Ave.,  Rm.  103 
ii;  San  Francisco.  CA  94124 


Client  PrbflD: sioatl'.i'.' 
Lab  Proj.  ID:  9710E55 


jBAttention:,     Bruce  Gianninl 

::5;;i^iiiilliii.i;;^=^=P;Ml; 


I'linnti;- 


=  ==i:-'-|iillllUi;ii-;:::::-::::::  ::::ii,iiiit'wr 


i::n::nill||llllll1SB 


Sampled.  10/23/97  g; 

Received:  10/24/97  | 

Analyzed:  see  below  '§ 

Reported:  10/30/97  £ 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710E55-01 
Sample  Desc  :  LIQUID,  1-A 

Lead 

mg/L 

10/28/97 

0.0050 

N.D. 

Lab  No:  9710E55-02 
Sample  Desc :  LIQUID.1-B 

Lead 

mg/L 

10/28/97 

0.0050 

N.D. 

Lab  No:  9710E55-03 
Sample  Desc  :  LIQUID,7-A 

Lead 

mg/L 

10/28/97 

00050 

N.D. 

Lab  No:  9710E55-04 
Sample  Desc  :  LIQUID.7  B 

Lead 

mg/L 

10/20/97 

0.0050 

N.D. 

Lab  No:  9710E55-05 
Sample  Desc  :  LIQUID,  1 1-A 

Lead 

mg/L 

10/28/97 

0.0050 

0.0088 

Lab  No:  9710E55-O6 
Sample  Desc  :  LIQUID,  11  B 

Lead 

mg/L 

10/26/97 

0.0050 

N.D. 

Lab  No:  9710E55-07 
Sample  Desc :  LIQUID,  15-A 

Lead 

mg/L 

10/28/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page- 


12/05/97    17:09         TX/RX  NO. 1282         P. 005 


EEC.  5.  1997  ::10FV 

^J^v  Sequoia 
~   ~  Analytical 


SC.  93?2    F.  6 

(M  Chc*.pc.kc  Drive  Redwood  City,  CA  9*069       (030)964-9600  FAX  (650)  364-9JJ3 

404  N  Wiflct  Line  Walnut  Creek,  CA  94598       (510)  988.9600  FAX  (510)  988-9673 

819  Striker  Avenue,  Suite  8    Sacramento,  CA  95634  (916)931-9600  FAX  (916)  91 1 -0100 


miSr^r-s.  :.-^mm-^^  IILILIIIIJIIIIIIIIIIIIIIIIIIIIIIIIIIIillllll  |l||||HIHIII|l|||H     ^^;i;;!!!!H!!i":::::::— ...^  \r =  ::■.,;.-.,„  


| SFUSD 
I  1551  Newcomb  Ave.,  Rm  103 
<!  San  Francisco,  CA  94124 


Client  Proj.  ID:  Sloat  E.S. 
Lab  Proj.  ID;  9710E55 


b  Attention:      Bruce  Giannini 

.--_:i!"iiinililil„    ...:iniillllv  :==.^;s~;:.iiiHil!li!23S=3S  


sssnaiciiii 


sniiiiiiilliiiili!!!!!!!1 


/     •'■•'lllllll.:  .. 

Sampled:  10/23/97 
Received:  10/24/97  j» 
Analyzed:  see  below  | 


Reported:  10/30/97  E 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710E55-08 
Sample  Desc  :  LIQUID,  15-B 

Lead 

mg/L 

10/28/97 

0.0050 

N.D. 

Lab  No;  9710E55-09 
Sample  Desc  :  LIQUID,  18-A 

Lead 

mg/L 

10/28/97 

0.0050 

N.D. 

Lab  No:  971QE55-10 

Sample  Desc  :  LIQUID,  18-A  Duplicate 

Lead 

mg/L 

10/28/97 

00050 

N.D. 

UbNo:  9710E55-11 
Sample  Desc  :  LIQUID,  18-B 

Lead 

mg/L 

10/29/97 

0.0050 

N.D. 

Lab  No:  9710E55-12 
Sample  Desc :  LIQUID,20-A 

Lead 

mg/L 

10/29/97 

0.0050 

N.D. 

Lab  NO.  9710E55-13 
Sample  Desc :  UQUID.20-B 

Lead 

mg/L 

10/29/97 

0.0050 

N.D. 

Ub  No:  9710E55-14 
Sample  Desc  LIQUID,23-A 

Lead 

mg/L 

10/29/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL     ELAP  #1210 


s2 


Sheila  Flynn 
Project  Manager 


6 


Page, 


12/05/97    17:09         TX/RX  NO. 1282         P. 006 


^^^V  Cort1in:a  680  Ch«**p«ake  Drive  Redwood  Citr.  CA  9406 3       (650)  364-96O0  FAX  (65  0  )  364-9233 

f   A    A        OCVjUUla  4CW  N.  Wigel  Lane  Walnut  Creek.  CA  94598       (510)  989.960(1         FAX  (5)0,  988-9673 


Analytical 


8 19  Striker  Avenue,  Suite  8     SiiCramcnlo.  CA  95B34  (916)  921-9600         FAX  (916)  921-0100 


ins; 


* SFUSD 

I  1551  Newcomb  Ave.,  Rm.  103 
|!|  San  Francisco.  CA  94124 

ill  Attention:     Bruce  Giannlni 

I  '        -     r  !       1  !!!!! 


M^llllllli ...  •••-;-v-::i-i:-  i.;;;;:::iilinil:i!.,  ;   I'l"" 

Client  Proj.  ID:     Sloat  E.S. 


.„i.,l"!»> 


Lab  Proj.  ID:  9710E55 


nmnniiiiiiii 


::::n  until?  r==T£3f=  e —=-=e-:- 
•  r   -m  


 rn;5ininiJjJLmi;:.yy---n»»rii- 

!:!iiiiiim  .  :i  •!'•!   -;===ii«i;ilUl: 


•SsiHSmilHlH!!!!!! 


Sampled:  10/23/97  !§ 

Received:  10/24/97  I" 

Analyzed:  see  below  I 

Reported:  10/30/97 


_.2nm 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9710E55-15 
Sample  Desc :  UOUID,23-B 

Lead 

mg/L 

10/29/97 

0.0050 

N.D. 

Lab  No:  9710E55-16 
Sample  Desc :  LIQUID,  i-C 

Lead 

mg/L 

10/29/97 

0-0050 

N.D. 

Lab  No:  9710E55-17 
Sample  Desc :  UQUID.7-C 

Lead 

mg/L 

10/29/97 

0.0050 

0.0055 

Lab  No:  9710E55-18 
Sample  Desc  :  LIQUID,  11-C 

Lead 

mg/L 

10/29/97 

0,0050 

0.020 

Lab  No:  9710E55-19 
Sample  Desc  :  LIQUID,  15-C 

Lead 

mg/L 

10/29/97 

0.0050 

0.0070 

Lab  No:  9710E55-20 

Sample  Desc  .  LIQUID,  15-C  Duplicate 

Lead 

mg/L 

10/29/97 

00050 

0.0077 

Lab  No:  9710E55-21 
Sample  Desc  :  LIQUID,  18-C 

Lead 

mg/L 

10/29/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


12/05/97    17:09         TX/RX  NO. 1282         P. 007 


DEC  :.  I9S7  ::10FV 


9372    F.  8 


ComiAia  680  Chcwpeikr  Drive  Redwood  Gty,  CA  (650)  3«<-9600  FAX  (650)  364-913} 

f     A    A        OCQUOla.  404  rJ  W.gei  l*r*  \P»lmit  Creek.  CA  94598  (510)  988-9600  FAX  (510)  988-967 J 

A  !  i  819  Striker  Avenue,  Suite  6  Sacramento.  CA  95834  (916)  911-9600  FAX  (916)  92l-0i00 

"    ~  Analytical 


:  "     -        .^miiiiIiIIIf1  r— -i^tiriui"''  \  -     ■   „i  '(•:  .:..:  

I  SFUSD  Client  Proj.  ID:     Sloat  E  S 
yi  155)  NewcombAve.,  Rm  103 

jj  San  Francisco.  CA  94124  Lab  Proj.  ID:  9710E55 

3 

i  Attention-      Bruce  Giannini 

j-i--ict;,tiiwcc  "~  =-:;.ji:.;;^rariiiiwij;:s:.r^;-u.-:;:'-':'iii|llliihii.:ii:!  •••    '  :!"  ::"!Tt:ii|iiiiii,  '  ..'.HIIIHM 

=:       "■smi.n      •  -•-     :    -  iiii..,..^.-:;.— .     ;._>  ■     .  ,  •  .'^wwli'i.  .: 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710E55-22 
Sample  Desc  :  LIQUID, 20-C 

Lead 

mg/L 

10/29/97 

0.0050 

0.018 

Lab  No:  9710E55-23 
Sampfe  Desc :  UQUID.23-C 

Lead 

mg/L 

10/29/97 

0.0050 

0.0051 

Lab  No.  9710E55-24 

Sample  Desc  :  LIQUID, 23-C  Duplicate 

Lead 

mg/L 

10/29/97 

00050 

N.D. 

Lab  No:  9710E55-25 
Sample  Desc  :  LIQUID, Blank 

Lead 

mg/L 

10/29/97 

0.0050 

N.D. 

:::•■!!"  ■•nuMiiii'i         '  hstj*  in*..  -    -  ■•■»:( mhi „  .         -mm  I 

 iii  !'■;         :  ::::;:.„iiini»"- -;~^==HiSiii'iixu!i^=^ss=^:C£iiiiiii:iiiii===: 

Sampled:  10/23/97  % 
Received:  10/24/97  | 
Analyzed:  see  below  | 

Reported-  10/30/97  I 

.-  i  .THHUi.;  -  —-==?=--  -:r-i-:t:iui.:;.;:  i'imiiiii,„.J imnM 
...  :  "::iiiiiiI:  •    ~»«!«|  laUrJU  .-■^'-'."it'iii  .         ^i:  :i.  :- 


Analytes  reported  as  N.D  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


12/05/97    17:09         TX/RX  NO. 1282         P. 008 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  52168 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  7 

1551  Newcomb  Avenue,  Rm.  103  SLOAT  ES  Date  Sampled  1/18/98 

San  Francisco,  CA   94124  _  .„  _    .    .  4tnrktna 

'  Date  Received  1/20/98 

Date  Analyzed  1/20/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 

SLOAT  5A 

52168-01 

<  1.0 

1.0 

Client 
Micro 

SINK  01 

SLOAT  5B 

52168-02 
:A 

2.7 

1.0 

Client 
Micro 

SINK  Dl 

SLOAT  5C 

52168-03 
:A 

5.5 

1.0 

Client 
Micro 

SINK  DF 

SLOAT  19A 

52168-04 
:CA 

2.6 

1.0 

Client 
Micro 

SINK  Dl 

SLOAT  19B 

52168-05 
;CA 

3.0 

1.0 

Technical  Supervisor: 


Farid  Ramezarraadehl 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead\anal«sis  m^dripking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


2 


1063  PROJECT:  Micro  Log  In  52168 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  7 

1551  Newcomb  Avenue,  Rm.  103  SLOAT  ES  DateSampied  1/18/98 

San  FranciSCO,  CA    94124  Date  Received  1 /2 0/9 8 

Date  Analyzed  1/20/9  8 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 

SLOAT  19C 

52168-06 
:CA 

4.4 

1.0 

Client 
Micro 

BLANK 

SLOAT  BLANK 

52168-07 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fok  leadNanalysisih  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certif icate-#1 037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SPRING  VALLEY  ES 


Micro  Log  In    4  7  5  2  6 
Total  Samples  2  3 
Date  Sampled   8/19/9  7 
Date  Received  8/19/9  7 
Date  Analyzed  8/2  5/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(PPb) 

Comments 

Client 

SPRING  VALLEY  1 

Micro 

47526-01 

1 .0 

WATER-COOLED  DRINKING  FOUNTAIN 
C91  /  FIRST  DRAW 

9.7 

Client 

SPRING  VALLEY  2 

Micro 

47526-02 

36.5 

1.0 

SINK  DRINKING  FOUNTAIN 
01 8A/  FIRST  DRAW 

Client 

SPRING  VALLEY  3 

Micro 

47526-03 

11.6 

1.0 

WATER-COOLED  DRINKING  FOUNTAIN 
C91  /  FIRST  DRAW 

Client 

SPRING  VALLEY  4 

Micro 

47526-04 

20.3 

1.0 

SINK  DRINKING  FOUNTAIN 
019 /FIRST  DRAW 

Client 

SPRING  VALLEY  5 

Micro 

47526-05 

60.9 

2.2 

SINK  DRINKING  FOUNTAIN 
020 /FIRST  DRAW 

Technical  Supervisor:  '7  -O'^—y^^.^  9/5/97   Analyst:  

Farid  Ramezarrzad^h,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foMeati  analysis  in  drinking  water  by  the  California  Department  ol  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SPRING  VALLEY  ES 


Micro  Log  In    4  7  5  2  6 
Total  Samples  23 
Date  Sampled  8/19/97 
Date  Received  8/19/97 
Date  Analyzed  8/25/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

SPRING  VALLEY  6 

Micro 

47526-06 

1  ft 

1.0 

SINK  DRINKING  FOUNTAIN 
011 A  /  FIRST  DRAW 

Client 

SPRING  VALLEY  7 

Micro 

47526-07 

14.5 

1.0 

SINK  DRINKING  FOUNTAIN 
01 3 A  /  FIRST  DRAW 

Client 

SPRING  VALLEY  8 

Micro 

47526-08 

1.0 

SINK  DRINKING  FOUNTAIN 
01 4A  /  FIRST  DRAW 

7.3 

Client 

SPRING  VALLEY  9 

Micro 

47526-09 

39.0 

1.0 

WATER-COOLED  DRINKING  FOUNTAIN 
C90/ FIRST  DRAW 

Client 

SPRING  VALLEY  10 

Micro 

47526-10 

1.0 

SINK  DRINKING  FOUNTAIN 
021A  /  FIRST  DRAW 

4.5 

Technical  Supervisor: 


9/5/97  Analyst:   ™  

Farid  RamezaozadehrM,S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SPRING  VALLEY 


ES 


Micro  Log  In    4  7  5  2  6 
Total  Samples  2  3 
Date  Sampled  8/19/97 
Date  Received  8/19/9  7 
Date  Analyzed  8/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(Ppb) 

Comments 

Client 

SPRING  VALLEY  11 

Micro 

47526-11 

1.0 

SINK  DRINKING  FOUNTAIN 
023 A/  FIRST  DRAW 

3.7 

Client 

SPRING  VALLEY  12 

Micro 

47526-12 

58.1 

2.2 

SINK  DRINKING  FOUNTAIN 
024A  /  FIRST  DRAW 

Client 

SPRING  VALLEY  13 

Micro 

47526-13 

1.0 

DRINKING  FOUNTAIN 
C90  /  FIRST  DRAW 

4.7 

Client 

SPRING  VALLEY  14 

Micro 

47526-14 

1.0 

SINK  DRINKING  FOUNTAIN 
005 A  /  FIRST  DRAW 

2.9 

Client 

SPRING  VALLEY  15 

Micro 

47526-15 

65.0 

2.5 

WATER-COOLED  DRINKING  FOUNTAIN 
C91  /  FIRST  DRAW 

Technical  Supervisor:    "f  ^1  ^—\<kAc--^  9/5/97   Analyst: 


Farid  Ramezaiuadeh^M^S . 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  jn_drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  4 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT: 
SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  SPRING  VALLEY  ES 

San  Francisco,  CA  94124 


Micro  Log  In    4  7  5  2  6 
Total  Samples  2  3 
Date  Sampled  8/19/97 
Date  Received  8/19/97 
Date  Analyzed  8/25/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

SPRING  VALLEY  16 

Micro 

47526-16 

36.3 

1.0 

WATER-COOLED  DRINKING  FOUNTAIN 
C91  /  FIRST  DRAW 

Client 

SPRING  VALLEY  17 

Micro 

47526-17 

1.0 

SINK  DRINKING  FOUNTAIN 
006A/ FIRST  DRAW 

2.6 

Client 

SPRING  VALLEY  18 

Micro 

47526-18 

<      1 .0 

1.0 

SINK  DRINKING  FOUNTAIN 
001  A/  FIRST  DRAW 

Client 

SPRING  VALLEY  19 

Micro 

47526-19 

1.0 

SINK  DRINKING  FOUNTAIN 
004  /FIRST  DRAW 

7.5 

Client 

SPRING  VALLEY  20 

Micro 

47526-20 

13.2 

1.0 

SINK  DRINKING  FOUNTAIN 
003 /FIRST  DRAW 

Technical  Supervisor:    3  tc--^^S<i  ^-9/5/97         Analyst:   !!*  

Farid  Ramezarizadeh^M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaJTanalysTs  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SPRING  VALLEY  ES 


Micro  Log  In    4  7  5  2  6 
Total  Samples  2  3 
Date  Sampled  8/19/9  7 
Date  Received  8/19/97 
Date  Analyzed  8/2  5/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

SPRING  VALLEY  21 

Micro  47526-21 

SINK  FAUCET 
C91  /  FIRST  DRAW 

6.1 

1.0 

Client 

SPRING  VALLEY  22 

Micro  47526-22 

WATER-COOLED  DRINKING  FOUNTAIN 
C93  /  FIRST  DRAW 

27.8 

1.0 

Client 

SPRING  VALLEY  23 

Micro 

BLANK 

47526-23 

<  1.0 

1.0 

/  /  ('■ 

Technical  Siipprvisor     *  X— -^-^—^9/5/97   Analyst:   E£  

Farid  Rarhezanzadeh ,  MTS., 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


f  T  "X         SfnilOi^  6B0  Ch«apc»kc  Drive  Redwood  City,  CA  94063      (6S01  364-96OO         FAX  (650)  364  9233 

f     m_   I  404  N  WigetUne  Walnut  Cretk.  CA  94598       (510)  938-9600         FAX  (5)0)  988-9673 


Analytical 


8 1 5>  Striker  Avenue.  Suite  8     Sacramento,  CA  95834  (916)921-9600  FAX  (916)  92I-OIOO 


f*::i:iji!!llt«-ri  -  =r  - ..  :••  uii:-  —  =  .  •    k<:j-&  ■.  ::mi\W     -■  =  - -."iinm ■=  ~      '-  -jl  l  ~-nui.:-    :.lz  ■-  -•T'lllln,,,  :iiilir.;  ::=JII;HHE55[:wEn:--:    •  '..  i       ■  ■■:  •;»iilllni!.;..: 

gSFUSD  Client  Proj.  ID:     Spring  Valley  ES                             Sampled:  10/03/97  £ 

g  1551  NewcombAve.,  Rm.  103  Received:  10/09/97  j" 

San  Francisco.  CA  94124  Lab  Proj.  ID:  9710485                                          Analyzed:  see  below  I 


hi 


9  Attention:      Bruce  Giannlni 

lUui?- ":  :..:»«!f^Mj»HK~~5ss!'«iiaiii!U...  ■      'illiiiiiiii"  ^;:=2=^lltte=™s-2==aBmii!i-;^si:^;yiMiiiiir,iJ;r  .:  l  :  "'ii|iiim„i,  ; 


Reported:  10/14/97  9 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lah  Nln-  Q7in4flf5-01 

Sample  Desc  :  UQUID.SV  2-A 

Lead 

mg/L 

10/1 1 /97 

O.O050 

0.0070 

Lab  No  9710485-02 
Sample  Desc  :  UQUID,SV  2-B 

Lead 

mg/L 

•1  ft  / 1  1  /D7 

lU/1 I /»/ 

U.UUDU 

M  ft 

N.U- 

LaU  IMU.                y  /  lUHtWUJ 

Sample  Desc  :  LIQUID.SV  2-C 

Lead 

mg/L 

10/11/97 

0.0050 

0.O43 

Lab  No  9710485-04 
Sample  Desc  :  LfQUID,SV  4-A 

Lead 

mg/L 

10/11/97 

0  0050 

N.D. 

Lab  No:  9710485-05 
Sample  Desc  :  LIQUID,SV  4-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710485-06 
Sample  Desc  :  UQUID,SV  4-C 

Lead 

mg/L 

10/11/97 

0.0050 

0.0070 

Lab  No:  9710485-07 
Sample  Desc  :  UQUID.SV  5-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Anafytes  reported  as  N  D  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#12iO 


S<    fe,  r  j 


Sheila  Rynn 
Project  Manager 


Page: 


10/14/97    11:58         TX/RX  NO. 0298         P. 055 


f  1  "V  SPHUOiS  680  Che»peakc  Drive  Redwood  CI  ry,  CA  94063       (650)  364-9600  FAX  (650)  364-9233 

|     m     |        OC^UUia  404  N.  Wjgct  Lane  Walnut  Creek,  CA  9459B       (510)988-9600         FAX  (5)0)  988-9675 

<Sf  819  Striker  Avenue,  Suite  fl    Sacramento,  CA  95834         (916)  921-9600         FAX  (916)  921-0100 


:-:!!im|i,iu.e~--:»|>|III,„,:;::^-::ii|IIII::m:'t::^  i     -       ■           'U,.,-  -W:™:2:L^),f^=-? 

i^stilir-:;;^::;!;!!!!^^^  i  = ; :  1 1 1 1 1 . : : = : ;  e  rr ; = :  - ! «  i  1 1 1 J  i^T— =-= — ?:tnii^===;^^='>iJij.^= ^  t  ^  i  K  i  i_ ;  ^_ ; = = u  1 1 11^ .  ^ ;  ;;:iiilL~^:niiif,n-::.;ni 

fij  SFUSD  CJient  Proj.  ID:     Spring  Valley  ES                             Sampled:  10/03/97  a 

ill  1551  NewcombAve.,  Rm.  103  Received:  10/09/97  1 

IP  San  Francisco.  CA  94124  Lab  Proj.  ID:  9710485                                            Analyzed:  see  below  1 

!!!  i 

^Attention:      Bruce  Glannini  Reported:  10/14/97  jj) 

i-wimir-     J!iiiii»i^-aiBiii|in..s^.^s!!MiiMi,„      -wins  - -       i::..i=is3!sii|ia»'=  fc..'!il|L»  ^milii,,  .    :uiiiii,„  ,      ■■■"Hi....   m  i.  "ilhnra==2Ui|lK«-=? .diiillu^  __i>iiil!,;  _  .  'Hill..,,  :>!llllii;:rj 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

UbNo:  9710485-08 
Sample  Desc  :  UQUID,SV  5-B 

mn  /I 

10/11/97 

0  0050 

N.D. 

Lab  No:  9710485-09 
Sample  Desc  :  LIOUID,SV  5-C 

Lead 

mn  /L 

10/11/97 

0.0050 

0.014 

Lab  No:  9710485-10 

Sample  Desc  :  LIQUID.SV  5-C  (duplicate) 

Lead 

mg/L 

10/11/97 

0.0050 

0.013 

UbNo:  9710485-11 
Sample  Desc  ;  LIQUID.SV  7-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D 

Lab  No:  9710485-12 
Sample  Desc  :  UQUID.SV  7-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710485-13 
Sample  Desc  :  LIQUID.SV  7-C 

Lead 

mg/L 

10/11/97 

00050 

N.D. 

UbNo:  9710485-14 

Sample  Desc :  UQUID.SV  9-A 

Lead 

mg/L 

10/11/97 

00050 

N.D. 

Analyses  reported  as  N.D.  were  not  present  above  the  stated  iimrt  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


10/14/97    11:58         TX/RX  NO. 0298 


SCI.  !4.  199'  1 2 :  i  6FV 


\-r.    n  i  c~.        C      C  ~  .•  ~  C 

3v.  'lb.      r.    D  i  ■  1 0 


f    l^X  ^£011013  680  Chc**p«»ke  Drive  Redwood  City,  CA  MM3       (650)  3«4 -9600  FAX  (650)  J64-9233 

j_   m   -|        Jtl^UUia  404  N  Wigei  L»ne  Wilitui  Creek,  CA  94598       (510)  988-9600         FAX  (510)  988-9673 

An^lytiC^l  W» SOUW Sulle I    Sac»»mento,  CA  95834  (916)  921-9600         FAX  (916)  921-0100 


"""'U-i  "•••fimlilit!l^l=!;i:^=r-iiiu)|ll!l'!"I;'.        »hSmII!"^  ^zrrSSSTM  :=  "iiijSfc'J  J  '     "ill"'"         "  ufll'"**:':~  := TlilliT1"^""      I'l'l" ili'il'"""         illiilji""       SP* IB!"1  " 

;SFUSD  Client  Proj.  ID:     Spring  Valley  ES  Sampled:  10/03/97  s 

1551  Newcomb  Ave.,  Rm.  103  Received:  10/09/97  | 

S  San  Francisco,  CA  94124  Lab  Proj.  ID:  971 0485  Analyzed:  see  below  | 

w 

?  II: 

Attention:      Bruce  Gianninl  Reported:  10/14/97  = 

-■  '  Tj|i|iinii"  ■    --■   -'I'uililiinc-^.^-..  ..'"ii'lliilh.,,-; — ^— 'sniiii.iit— b5:=is-iuii|i;ii.,i5:=  =u:-miimmi,u  .  rs..   •••imiiim.        ■•'■niiniii :  ■; ----- ^Himi:^==~^xh\a,i^=^±-mmn'  ^i:^  ; : n I tl m = :=  —  pnil';«»=IT=B)|HI 

^5^lll!l.=.i5*-5i.!nni?i^i:E:sr==:iiitiiwliux.^^...:-'iiHlH;:,!    ::  rrr.  in^--as^m!<"    -~iMm ^:r^:;„;,iIM:;::..;  :..■.„-,  ■  ..-.iinu;;,,,;:-— ;:^Hij„|lblZ__,_ .:::ii!ihi;:  ■::::;^^|ii|l!!r. 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710485-15 
Sample  Desc  :  LIQUID.SV  9-B 

Lead 

m/L 

10/11/97 

O.OOSO 

0.0060 

Lab  No:  9710495-16 
Sample  Desc  :  LIQUID.SV  9-C 

Lead 

mg/L 

10/11/97 

0.0050 

0.014 

Lab  No:  9710485-17 
Sample  Desc  :  LIQUID.SV  12-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No.  9710485-18 
Sample  Desc  .  LIQUID.SV  12-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710485-19 
Sample  Desc  :  LIQUID.SV  12-C 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710485-20 

Sample  Desc  :  LIQUID.SV  12-C  (duplicate) 

Lead 

mg/L 

10/11/97 

00050 

N.D. 

Lab  No:  9710485-21 
Sample  Desc  :  LIQUID.SV  15~A 

Lead 

mg/L 

10/11/97 

0.0050 

0.012 

Anaiyles  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


10/14/97    11:58         TX/RX  NO. 0298         P. 057 


f~ k  SpntlOiS  680  Chesapeake  Drive  Redwood  Cliy,  CA  94063       (650)  364-9600  FAX  (650)  364-9235 

f     ^     1         JC^UUia  404  N.  Wiget  Lane  Walnut  Otck,  CA  9459  B        (510)  988-9600  PAX  (5 1 0)  988.9673 


Analytical 


819  5triker  Avenue,  Suite  8     Sacramento.  CA  95834  (916)  92I-96O0  FAX  (916)  92I-0IOO 


||  SFUSD  Client  Proj.  ID:     Spring  Valley  ES  Sampled:  10/03/97 

111  1551  Newcomb  Ave.,  Rrn.  103 
!S  San  Francisco,  CA  94124 


Lab  Proj.  ID:  9710485 


Attention:      Bruce  Giannini 


Received;  10/09/97  % 
Analyzed:  see  below  I 

  Reported:  10/14/97  jl 

aiillllllifliS 

LABORATORY  ANALYSIS 


Anelyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710485-22 
Sample  Desc  :  LIQUID.SV  15-B 

Lead 

mo/L 

1  "'3/ 

10/11/97 

0.0050 

0.0090 

Lab  No:  9710485-23 
Sample  Desc  :  UQUID,SV  15-C 

Lead 

ma/L 

10/11/97 

0.0050 

0.026 

Lab  No:  9710485-24 
Sample  Desc  :  LIQUID,SV  15-D 

Lead 

mg/L 

10/11/97 

0.0050 

0.013 

Lab  No:  9710485-25 
Sample  Desc  .  LIOUlD,SV  16-A 

Lead 

mg/L 

10/11/97 

0.0050 

0.011 

Lab  No:  9710485-26 
Sample  Desc :  UQMD.SV  16-B 

Lead 

mg/L 

10/11/97 

0.0050 

0.013 

Lab  No:  9710485-27 
Sample  Desc  .  LIQUID,SV  16-C 

Lead 

mg/L 

10/11/97 

0.0050 

0.O77 

Lab  No:  9710485-28 
Sample  Desc  :  LIQUID,SV  20-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Anaiytes  reported  as  N.D.  were  rtot  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


10/14/97    11:58         TX/RX  NO. 0298 


luoia 


Seq, 

"   ~  Analytical 


610  Chesapeake  Drive 

404  N  Wig«<  Line 

819  Striker  Avenue,  Suite  8 


Redwood  Gty,  CA  9406J 
WaJnut  Creek,  CA  94598 
Sacramento,  CA  95834 


n  <  r  ' 

rib 


(650)  J64-9600 
(510)  988-9600 
(916)  92  I  -9600 


FAX  (650)  364-92J3 
FAX  (5 10)  9B8-9673 
FAX  (916)  921-0100 


.!  *  1 1fll         -  'MauilliXi  --  r  ~  <simnUi:'  ..aiHUl'!:  -     - -ni.'l.'IU  -  :     •:  ii.i  -  -  ,  lim.r  — -  "~  lllllii        — I    mil  nil  Illllll  mill — irillln     " llllmn 

9  SFUSD  Client  Proj.  ID:     Spring  VaJley  £S  Sampled:  10/03/97  H 

i.1  1551  Newcomb  Ave  ,  Rm.  103  ~  Received:  10/09/97  | 

|  San  Francisco.  CA  94124  Lab  Proj.  ID:  9710485  Analyzed:  see  below  Si 

i  lb 

i1]  Attention.      Bruce  Gianninl  Reported:  10/14/97  !!i 

-i.:i.tt,iiili'ii'  •■      .  .i'iiii  •.:.1iiimi"'-.==.a-j  s1aii*3i3=~is;«H».ii..ia.:B    f!Mimi,iu-T=--"'  rxiininiH~~=.nS:Wi:iiKr^s^ 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710485-29 
Sample  Desc  .  UQUID,SV  20-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710465-30 
Sample  Desc  :  UQUID,SV  20-C 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Ub  No:  9710485-31 

Sample  Desc  UQUID,SV  20-C  (duplicate) 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710485-32 
Sample  Desc  :  LlQUID,SV  Blank 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

AnaJytee  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn  / 
Project  Manager  , 


10/14/97    11:58         TX/RX  NO. 0298         P. 059 


bfcB-Ub-98  THU  07:50  An 


FAX  NO. 


P.  15/22 


Page  1 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SPRING  VALLEY  ES 


Micro  Log  In    5  2  5  3  8 
Tolal  Samples  3 
Date  Sampled  1/31/98 
Dale  Received  2/2/9  8 
Dale  Analyzed  2/2/9  8 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

SPRING  VALLEY  3A 

7.5 

1.0 

Micro  82538-01 

DRMKING  FOUNTAIN 
2  HALL  •  RE8AMPLE 

Client 

SPRING  VALLEY  3B 

2.7 

1.0 

Micro  52538-02 

DRINKING  FOUNTAIN 
2  HALL  •  RESAMPLE 

Client 

SPRING  VALLEY  3C 

7.9 

1.0 

Micro  52538-03 

DRINKING  FOUNTAIN 
2  HALL • RESAMPLE 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories.  Inc.  Is  accredited  lor  lead analysis  IrTBrinfcng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accredllalion  Program  (ELAP),  CBriilicate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  31138  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1892,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduoed  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories.  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  853-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


ST. 


PROJECT: 
S.F.U.S.D. 
ELIZABETH  PREG. 


Micro  Log  In    47  8  5  0 
Total  Samples  2 
Date  Sampled  8/26/97 
Date  Received  8/27/97 
Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  Ft 

FACiLrr 

FIRST  C 

1 

47850-01 

VUCET 
y  ROOM 
)RAW 

1 .9 

1.0 

Client 
Micro 

BLANK 

2 

47850-02 

<      1 .0 

1.0 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  jmalysis^in-dFtnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Purnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063  PROJECT:  Micro  Log  In    4772  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  8 

1551  Newcomb  Avenue,  Rm.  103  STEVENSON  ES  Date  Sampled  8/20/97 

San  Francisco,  CA   94124  _  ,  _ 

'  Date  Received  8/24/97 

Date  Analyzed  8/24/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


#3 


Micro  47726-01 

DRINKING  FOUNTAIN 

HALLWAY 

FIRST  DRAW 


2.2 


1.0 


Client 


#7 


Micro  47726-02 

DRINKING  FOUNTAIN 
HALL 

FIRST  DRAW 


1  .0 


1.0 


Client 


#8 


Micro  47726-03 

DRINKING  FOUNTAIN 
HALL 

FIRST  DRAW 


1.6 


1.0 


Client 


#9 


Micro  47726-04 

DRINKING  FOUNTAIN 
ROOM  11 
FIRST  DRAW 


3.9 


1.0 


Client 


#1 1 


Micro  47726-05 

DRINKING  FOUNTAIN 
ROOM  12 
FIRST  DRAW 


8.0 


1.0 


Technical  Supervisor:   ^  wm — —--9/6/97   Analyst:    

Farid  RamezaRzadeh/M^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in_dfinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
STEVENSON  ES 


Micro  Log  In    4  7  7  2  6 
Total  Samples  1  8 
Date  Sampled  8/20/97 
Date  Received  8/24/97 
Date  Analyzed  8/24/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

DRINKII 
ROOM  1 
FIRST  C 

#14 

47726-06 

HG  FOUNTAIN 

3 

>RAW 

2.0 

1.0 

Client 
Micro 

DRINKII 
ROOM  1 
FIRST  C 

#16 

47726-07 

MG  FOUNTAIN 
4 

>RAW 

2.4 

1.0 

Client 
Micro 

DRINKII 
HALL 
FIRST  C 

#19 

47726-08 
<4G  FOUNTAIN 

(RAW 

1 .2 

1.0 

Client 
Micro 

DRINKI 
HALL 
FIRST  C 

#20 

47726-09 
HG  FOUNTAIN 

)RAW 

1 .6 

1.0 

Client 
Micro 

DRINKI 
OUTSID 
FIRST  [ 

#22 

47726-10 

NQ  FOUNTAIN 
E 

)RAW 

2.5 

1.0 

-J  /?  I 

Technical  Supervisor:  ~~*  ^  ^~^--^r^^  ■ — 9/6/97   Analyst:   EL 

Farid  Ramezanzadeh;*/I.S. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in-drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  726 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  8 

1551  Newcomb  Avenue,  Rm.  103  STEVENSON  ES  Date  Sampled  8/20/97 
San  Francisco,  CA  94124  ,  _    .   ,  oln  A  #0, 

'  Date  Received  8/2  4/9  7 

Date  Analyzed  8/24/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

#23 

Micro  47726-11 

SINK  FAUCET 
KITCHEN  (NE) 
FIRST  DRAW 

3.5 

1.0 

Client 

#24 

Micro  47726-12 

SINK  FAUCET 
KITCHEN  (SE) 
FIRST  DRAW 

< 

1 .0 

1.0 

Client 

#25 

Micro  47726-13 

SINK  FAUCET 
KITCHEN  (NW) 
FIRST  DRAW 

28.5 

1.0 

Client 

#26 

Micro  47726-14 

SINK  FAUCET 
KITCHEN  (SW) 
FIRST  DRAW 

< 

1 .0 

1.0 

Client 

#27 

Micro  47726-15 

DRINKING  FOUNTAIN 
ROOM  25 
FIRST  DRAW 

1 .5 

1.0 

Technical  Supervisor:    1  ^  v  o — ^ ^         9/6/97   Analyst:   EL 


Farid  Rameianzadeh>M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4772  6 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  8 

1551  Newcomb  Avenue,  Rm.  103  STEVENSON  ES  Date  Sampled  8/20/9  7 

San  FranciSCO,  CA    94124  Date  Received  8/24/97 

Date  Analyzed  8/24/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
OUTSID 
FIRST  C 

#33 

47726-16 

MG  FOUNTAIN 
E  COURTYARD 
)RAW 

2.7 

1.0 

Client 
Micro 

DRINKI 
OUTSID 
BLANK 

#34 

47726-17 

MG  FOUNTAIN 
E  COURTYARD 

<  1.0 

1.0 

Client 
Micro 

SPIKED 

#35 

47726-18 

49.9 

1.0 

Technical  Supervisor:    II      —   9/6/97          Analyst:   EL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49295 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  4 

1551  Newcomb  Avenue,  Rm.  103  STEVENSON  ES  Date  Sampled  10/2/97 

San  Francisco,  CA   94124  n  ,  D       .  Anlnin^ 

'  Date  Received  1  0/8/97 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  Ft 
KITCHE 
FIRST  t 

25A 

49295-01 

VUCET 
N  N.W 
)RAW 

1.8 

1.0 

Client 
Micro 

SINK  Ft 
KITCHE 
FIRST  C 

25B 

49295-02 

UJCET 
N  N.W 
>RAW 

2.1 

1.0 

Client 
Micro 

SINK  F/ 
KITCHE 
FIRST  I 

25C 

49295-03 

VUCET 
N  N.W 
)RAW 

2.9 

1.0 

Client 
Micro 

BLANK 

BLANK 

49295-04 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^nalysjsin  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1D37.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  "the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


AUG.  29.  19r'   i:i.m  SC.  5401     F.  11/29 

Sequoia 
Analytical 


^^A^\        SPQUOia  680  Oi«apeakc  Dnve  Redwood  City,  CA  9*063      (650)  364-9600         FAX  (650)  364-9233 

f    1  J              M  404  K  VFiget  Lane  Walnut  Creek.  CA  94598       (510)  988-9600         FAX  (5 10)  98*  9673 

*^>-^?      A  1  1  819  Sicker  Avenue,  Suite  I    Sacramento,  CA  95834  (916)  921-9600         FAX  (916)  92 1-0ID0 


mum  :iitit'tf! 


SFOSD  Client  Prof.  ID:  Stockton 

g 1551  Newcomb  Ave.,  Rm.  103 

J  San  Francisco.  CA  94124  Lab  Proj.  ID:  9708D04 


I  Attention: 


Bruce  Giannini 

-B^takiiJIIik.llUlliillllllllllljJUUWlllUll^aHMNIIinHllllllinilllllllllUIIUW. 


llllVIHIIIIHIIIIIIWIIIIIIIIIIWIHIIIIMUiailMMMII^^ 


Sampled:  08/23/97 

Received:  08/25/97  g 

Analyzed:  see  below  g 

Reported:  06/28/97  I 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No.  9708D04-01 
Sample  Desc  :  LIQUID, Stockton  1 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D04-02 

Sample  Desc  ;  UQUID,Stockton  1  Duplicate 

N.D.5> 

Lead 

mg/L 

08/28/97 

0.0050 

Lab  No:  9708D04-03 
Sample  Desc  :  LIQUID.Stockton  2 

Lead 

mg/L 

OB/28/97 

0.0050 

00077 

Lab  NO:  9708D04-04 
Sample  Desc  :  LIQUID.Stockton  3 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D04-U5 

Sample  Desc  :  UQUID.Stockton  Blank 

Lead 

mg/L 

08/28/97 

00050 

N.D. 

Analytes  reported  as  N.D  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Sheila  Flynn 
Project  Manager, 


Page: 


08/29/97  17:44 


TX/RX  NO. 9320         P. 011 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063                                                                  PROJECT:  Micro  Log  In    4778  5 

SFUSD  -  Asbestos  Control  Program                    S.F.U.S.D.  Total  Samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  SUNNYSIDE  ES  Date  Sampled  8/23/97 

San  Francisco,  CA   94124  D    .    .  0)„c<0, 

'  Date  Received  8/25/97 

Date  Analyzed  8/25/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


SUNNYSIDE  #1 


Micro  47785-01 

SINK  FAUCET 
0088 

FIRST  DRAW 


14.7 


1.0 


Client 


SUNNYSIDE  #2 


Micro  47785-02 

SINK  FAUCET 
004B 

FIRST  DRAW 


2.4 


1.0 


Client 


SUNNYSIDE  #3 


Micro  47785-03 

SINK  FAUCET 
0036 

FIRST  DRAW 


4.8 


1.0 


Client 


SUNNYSIDE  #4 


Micro  47785-04 

SINK  FAUCET 
021 B 

FIRST  DRAW 


16.1 


1.0 


Client 


SUNNYSIDE  #5 


Micro  47785-05 

SINK  FAUCET 
0188 

FIRST  DRAW 


4.9 


1.0 


Technical  Supervisor:    ^  Ct**~ -  8/29/97   Analyst:  

Farid  Ramezanzadeh^M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  Tn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4778  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  SUNNYSIDE  ES  Date  Sampled  8/23/97 

San  Francisco,  CA   94124  _  ,  _    .  . 

'  Date  Received  8/25/97 

Date  Analyzed  8/25/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

SUNNYSIDE  #6 

Micro  47785-06 

SINK  FAUCET 
0168 

FIRST  DRAW 

9.8 

1.0 

Client 

SUNNYSIDE  #7 

Micro  47785-07 

SINK  FAUCET 
01 5A 

FIRST  DRAW 

14.6 

1.0 

Client 

SUNNYSIDE  *8 

Micro  47785-08 

SINK  FAUCET 
01 48 

FIRST  DRAW 

1  .7 

1.0 

Client 

SUNNYSIDE  #9 

Micro  47785-09 

SINK  FAUCET 
0138 

FIRST  DRAW 

1.1 

1.0 

Client 

SUNNYSIDE  #10 

Micro  47785-10 

SINK  FAUCET 
TEACHERS  LOUNGE 
FIRST  DRAW 

1 .4 

1.0 

7  /  /) 

Technical  Supervisor:  3  A^f  <  — ^Ldi — 8/29/97         Analyst:   !Z  

Farid  Ramezanzadeh.M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4778  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  3 

1551  Newcomb  Avenue,  Rm.  103  SUNNYSIDE  ES  Date  Sampled  8/2  3/9  7 

San  Francisco,  CA   94124  ^  .  _ 

'  Date  Received  8/25/97 

Date  Analyzed  8/25/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

SUNNYSIDE  #11 

Micro 

47785-1 1 

1  1.9 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  YARD 
FIRST  DRAW 

Client 

SUNNYSIDE  #12 

Micro 

47785-12 

5.8 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  YARD 
FIRST  DRAW 

Client 

SUNNYSIDE  #13 

Micro 

BLANK 

47785-13 

<  1.0 

1.0 

Technical  Supervisor:  ^  I  ^- — -  -  -  ; — -  -  729/97          Analyst:   !!5  

Farid  Ramezanzadeh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  Calilornia  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


f  l^X         SpnilOlS.  680  0>es»pe»ke  Drive  Redwood  City  CA  94063       (650)364  9600  FAX  (6S0)  364.9233 

fj|    \  404  N  Wigei  L»ne  W»lnu»  Creek,  CA  94S98       (510)  988-9600         FAX  (510)  988-9673 


Analytical 


8 »9  Smkcr  Avenue,  Suite  B     Sscrsmemo.  CA  958M  (916)  921-9600  FAX  (916)  921. 0100 


^  SFUSD  Client  Proj.  ID:     Sunnyside  ES  Sampled:  10/07/97  1 

HI  1551  Newcomb  Ave.,  Rm.  103  Received:  10/09/97  1 

:P  San  Francisco,  CA  94124  Lab  Proj.  ID.  9710492  Analyzed:  see  below  ||i 

5  ill 

■.Attention:      Bruce  Giannini  Reported:  10/14/97  I 


LABORATORY  ANALYSIS 

Analyte  Units  Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  NO  9710492-01 

oample  Desc  :  LIQUID, Sunnyside  1-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710492-02 

Sample  Desc  :  LIQUID, Sunnyside  1-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710492-03 

Sample  Desc  :  LIQUID.Sunnyside  1-C 

Lead 

mg/L 

10/11/97 

0.0050 

0.010 

Lab  No-  9710492-04 

Sample  Desc  :  LIQUID, Sunnyside  4-A 

Lead 

mg/L 

10/11/97 

0.0050 

0.0060 

UbNo:  9710492-05 

Sample  Desc  :  LIQUID.Sunnyside  4-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710492-06 

Sample  Desc .  LIQUID, Sunnyside  4-C 

Lead 

mg/L 

10/11/97 

0.0050 

0.0080 

Lab  No:  9710492-07 

Sample  Desc  :  LIQUID, Sunnyskle  7-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D, 

Anaiytes  reported  as  N.D.  were  not  present  above  the  elated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


10/14/97    11:58         TX/RX  NO. 0298         P. 039 


f~ A^N        SpGllOiS  680  Chesapeake  Drive         Redwood  City,  CA  94063      (650)  364. 9600        FAX  (650)  364-9333 

lij        yJ\^\^\A\J  404  H.  Wiget  Line  Walnuc  Creek,  CA  94598       (510)  988-9600         FAX  (510)  988-9673 

•Z^x^*^1    y^-Q^ly-^j^^J  fit?  Striker  Avenue,  Suite  8    Sacrfnento,  CA  95834  (916)  921-9600         FAX  (916)  92  I -0100 


llflMIIIIIIIIIIIIIIIIIIUIUIililUliiiikiLMuiiiiiiLilil.'Ni.M.,,; .;:,.„;..;..  .  . 

.:;  SFUSD 

Si  1551  NewcombAve.,  Rm.  103 
|  San  Francisco,  CA  94124 

li!  Attention:     Bruce  Giannini 


Client  Proj.  ID:  Sunnyside  ES 
UbProj.  ID:  9710492 


  ■-   -.!!W.I!BRI«IM|ll!H.M.r-.l!  '' 

iffliiesMBissKisiwiciaeieiaKiiiMi  iiiiiMiimmiNiiiiiliiiiiiii;i,^„ — 


fllMflliliMUiMiiiili.iInrilCSmiii; 


•:  ■:  iiniHil  i  i-;a,;.:.  .-•   —  — f.r.'ii.nlinn... 

Sampled;  10/07/97 
Received:  10/09/97  !!! 
Analyzed:  see  below  iii 

Reported:  10/14/97  yi 

—  •  •  -  ••i:iininuiiiiiiii::r!:.  ' 

:;:-;'-::!::'r:;n!::r!:r.::n:!i2H,bniiHiiii„oiiiiiii„,i,.  i,„,„;;  — -         "  n 


LABORATORY  ANALYSIS 


Anaiyte  Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710492-08 

Sample  Desc  :  LIQUID,Sunnyside  7-B 

Lead  mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710492-09 

Sample  Desc  :  LIQUID, Sunnyside  7-C 

Lead  mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710492-10 

Sample  Desc  :  UQUID.Sunnyside  7-C  (duplicate) 

Lead  mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710492-11 

Sample  Desc :  UQUID.Sunnyside  Blank 

Lead  mg/L 

10/11/97 

0.0050 

N.D. 

Anelytes  reported  ae  N.D.  were  not  prasent  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


Page:  2 


10/14/97    11:58         TX/RXN0.0298         P. 040 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5  0  762 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2 

1551  Newcomb  Avenue,  Rm.  103  SUNNYSIDE  ES  Date  Sampled  1 1  / 1  8/97 
San  Francisco,  CA  94124 


Date  Received  11/18/97 
Date  Analyzed  11/18/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

ORINKI 
SOUTH 
WEST  V 

#  1 

50762-01 

MG  FOUNTAIN 
HALLWAY  1ST  FLOOR 
If  ALL 

7.8 

1.0 

Client 
Micro 

DRINKI 
SOUTH 
WEST  V 

#2 

50762-02 

FOUNTAIN 
HALLWAY  2ND  FLOOR 
VALL 

12.4 

1.0 

Technical  Supervisor: 


^^3l/18/97 


Analyst: 


SL 


,  M.S. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  l6ad>§naly3Tsin  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


FEB-05-98  THU  07:47  AM 


FAX  NO. 


P.  07/22 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  >  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SUNNYSIDE  ES 


Micro  Log  In    5  2  5  3  5 
Total  Samples  6 
Date  Sampled  1/31/96 
Date  Received  2/2/9  6 
Date  Analyzed  2/3/9  8 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

DRINKI 
2  HALL 
RESAM 

SUNNYSIDE  2A 
52535-01 

MG  FOUNTAIN 
PLE 

2.8 

1.0 

Client 
Micro 

DBINKll 
2  HALL 
RESAM 

SUNNYSIDE  2B 
52535-02 

MG  FOUNTAIN 
PLE 

<1.0 

1.0 

Client 
Micro 

DRINKII 
RESAM 

SUNNYSIDE  2C 

52535-03 

KG  FOUNTAIN 
PLE 

2.1 

1.0 

Client 
Micro 

MULTIP 

ext.se 

RESAM 

SUNNYSIDE  11 A 

52535-04 

LE  DRINKING  FOUNTAIN 
PLE 

4.9 

1.0 

Client 
Micro 

MULTIP 
RESAM 

SUNNYSIDE  11B 

52535-05 

LE  DRINKING  FOUNTAIN 
PLE 

4.6 

1.0 

Technical  Supervisor: 


Analyst: 


PR 


Micro  Analytical  Laboratories,  Inc.  ie  accredited  foruoad  anilysie  in  drfhking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  CartiflcatelllOd^Sampje^  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  ToTTrle  Exalrflrlation  of  Water  and  Wastewater,  18th  edition,  1992,  Amorfcan  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  (o  Ihe  samples  analyzed.  Unit  explanation;  ppb  =  parte  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94603  -  (510)  653-0S24 


FEB-05-98  THU  07:47  AM  FAX  NO.  P,  08/22, 


Page  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    5253  5 

SFUSD  -  Asbestos  Control  Program  S.F.U,S.D.  Total  samples  6 

1551  Newcomb  Avenue,  Rm.  103  SUNNYSIDE  ES  Dale  Sampled  1/31/98 

San  Francisco,  CA    94124  Date  Received  2/2/98 

Dale  Analyzod  2/3/9  8 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

SUNNYSIDE  11C 

Micro  52535-06 

MULTIPLE  (WINKING  FOUNTAIN 
RESAMPLE 

7.6 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  Is  accredited  fdrioad  analysis  In  dririeing  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate-  eiO^/^Semples^ire  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  lor  the  Examination  o(  Water  and  Wastewater,  1flth  odltion,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET.  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  7578 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  SUNSET  ES  Date  sampled  s/20/97 

San  Francisco,  CA   94124  _  ,  _ 

'  Date  Received  8/20/97 

Date  Analyzed  8/2  0/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 

Micro  47578-01 
SINK  FAUCET 

SMALL  KITCHEN  AREA  -  01 0C 
FIRST  DRAW 

3.6 

1.0 

Client 

2 

Micro 

47578-02 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C-92  /  FIRST  FLOOR 
FIRST  DRAW 

2.7 

Client 

3 

Micro  47578-03 

SINK  FAUCET 
KITCHEN  AREA  -  01 5A 
FIRST  DRAW 

7.2 

1.0 

Client 

4 

Micro 

47578-04 

19.6 

1.0 

DRINKING  FOUNTAIN 
CLASSROOM  014 
FIRST  DRAW 

Client 

5 

Micro 

47578-05 

10.8 

1.0 

DRINKING  FOUNTAIN 
CLASSROOM  012 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea#  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


2 


1063  PROJECT:  Micro  Log  In    4  75  78 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  SUNSET  ES  Date  Sampled  8/20/97 

San  Francisco,  CA   94124  _    .    .  olnnln- 

1  Date  Received  8/20/97 

Date  Analyzed  8/20/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
OUTSID 
pidct  r 

6 

47578-06 

HG  FOUNTAIN 

E  BY  ROOM  12  DOOR 

\D  AW 

1  0.2 

1.0 

Client 
Micro 

DRINKI 
CLASSF 
FIRST  C 

7 

47578-07 

FOUNTAIN 
IO0M00S 
>RAW 

88.8 

3.3 

Client 
Micro 

DRINKI 
CLASSF 
RRST  I 

8 

47578-08 

HG  FOUNTAIN 

KXMI004 

)RAW 

100 

3.3 

Client 
Micro 

DRINKI 
CLASSF 
RRST  [ 

9 

47578-09 

HG  FOUNTAIN 

KX3M003 

)RAW 

9.9 

1.0 

Client 
Micro 

CLASSI 
FIRST  [ 

1  0 

47578-10 

lOOM  001 
)RAW 

49.9 

1.0 

Technical  Supervisor:    "7  .c.*- — — v  a-^  a/a/a/  Analyst 


9/8/97  Analuct-  FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysistrrdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    475  78 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  SUNSET  ES  Date  sampled  8/20/97 

San  Francisco,  CA    94124  Date  Received  8/20/97 

Date  Analyzed  8/20/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

1  1 

Micro  47578-11 

OUTSIDE  YARD  BY  ROOM  001 
FIRST  DRAW 

33.2 

1.0 

Client 

1  2 

Micro 

BLANK 

47578-12 

<1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


2ader 

V  \v 

Micro  Analytical  Laboratories,  Inc.  is  accredited  forxleae^nalysTSin--drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5  06  53 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  SUNSET  ES  DateSampied  11/12/97 

San  Francisco,  CA   94124  _  .  _    .    .  «„,.,„,„, 

'  Date  Received  1  1/14/97 

Date  Analyzed  1  1/14/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

4A 

Micro 

53653-01 

1.0 

DRINKING  FOUNTAIN 
ROOM  14  -  NORTH  WALL 
BLANK 

6.3 

Client 

4B 

Micro 

53653-02 

1.0 

DRINKING  FOUNTAIN 
ROOM  14 -NORTH  WALL 
BLANK 

9.9 

Client 

4C 

Micro  53653-03 

DRINKING  FOUNTAIN 
ROOM  14  -  NORTH  WALL 
BLANK 

24.7 

1.0 

Client 

7A 

Micro 

53653-04 

15.6 

1.0 

DRINKING  FOUNTAIN 
ROOM  005  -  EAST  WALL 
BLANK 

Client 

7B 

Micro 

53653-05 

13.8 

1.0 

DRINKING  FOUNTAIN 
ROOM  005  -  EAST  WALL 
BLANK 

Technical  Supervisor:       :  *-*f'     g     v  — 1*714/97        Analyst:   ][!L 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead^naiysisNQdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #l03fr*  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4794  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  3 

1551  Newcomb  Avenue,  Rm.  103  SUTRO  ES  /  CC  Date  Sampled  e/24/97 

San  Francisco,  CA  94124  ~  ,  _ 

'  Date  Received  8/29/97 

Date  Analyzed  9/2/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


#  1 


Micro  47940-01 

DRINKING  FOUNTAIN 
RM12 

FIRST  DRAW 


3.0 


1.0 


Client 


#  2 


Micro  47940-02 

DRINKING  FOUNTAIN 
RM13 

FIRST  DRAW 


15.2 


1.0 


Client 


#  3 


Micro  47940-03 

DRINKING  FOUNTAIN 
RM  14 

FIRST  DRAW 


11.6 


1.0 


Client 


#  4 


Micro  47940-04 

DRINKING  FOUNTAIN 
RM11 

FIRST  DRAW 


77.4 


2.9 


Client 


#  5 


Micro  47940-05 

DRINKING  FOUNTAIN 
CORRIDOR  2ND  FLOOR 
FIRST  DRAW 


6.1 


1.0 


Technical  Supervisor: 


Analyst: 


AL 


Farid  Ramezanzadeh 


ieh>Jyi.S 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  le«Lanalysis~m  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SUTRO  ES  /  CC 


Micro  Log  In    4  7  94  0 
Total  Samples  23 
Date  Sampled  8/2  4/9  7 
Date  Received  8/29/97 
Date  Analyzed  9/2/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKII 
RM  8 

cipcT  r 

rlhO  1  L 

*  6 

47940-06 
<iG  FOUNTAIN 

ID  AW 

15.1 

1.0 

Client 
Micro 

DRINKII 
RM  9 
FIRST  C 

#  7 

47940-07 
1G  FOUNTAIN 

(RAW 

8.3 

1.0 

Client 
Micro 

DRINKI 
RM  7 
FIRST  [ 

#  8 

47940-08 
HG  FOUNTAIN 

>RAW 

14.5 

1.0 

Client 
Micro 

DRINKI 
RM10 
FIRST  [ 

#  9 

47940-09 
HG  FOUNTAIN 

)RAW 

9.4 

1.0 

Client 
Micro 

DRINKI 
RM  1 
FIRST  I 

#  10 

47940-10 
NG  FOUNTAIN 

)RAW 

6.7 

1.0 

Q  

Technical  Supervisor:     /•        — Analyst:   £L 

Farid  Ramezanzadeh>M.S. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysfesn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  7  9  4  0 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  3 

1551  Newcomb  Avenue,  Rm.  103  SUTRO  ES  /  CC  Date  Sampled  8/24/97 

San  Francisco,  CA   94124  _,  ,  0 

'  Date  Received  8/2  9/9  7 

Date  Analyzed  9/2/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
RM  4 
FIRST  I 

#  11 

47940-1 1 
MG  FOUNTAIN 

)RAW 

14.4 

1.0 

Client 
Micro 

DRINKI 
RM  2 
FIRST  I 

#  12 

47940-12 
MG  FOUNTAIN 

>RAW 

17.6 

1.0 

Client 
Micro 

DRINKI 
RM  3 
FIRST  C 

#  13 

47940-13 
MG  FOUNTAIN 

)RAW 

2.5 

1.0 

Client 
Micro 

DRINKI 
RM  5 
FIRST  r. 

#  14 

47940-14 
KG  FOUNTAIN 

)RAW 

12.4 

1.0 

Client 

Micro 

DRINKI 
RM  6 
FIRST  [ 

#  15 

47940-15 
MG  FOUNTAIN 

)RAW 

6.1 

1.0 

Technical  Supervisor:    jl  a-"    "<j — ■ — 9/6/97   Analyst:   

Farid  RamezanzadehTMrS. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  tor  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063                                                                        PROJECT:  Micro  Log  In    4  794  0 

SFUSD  -  Asbestos  Control  Program                    S.F.U.S.D.  Total  Samples  23 

1551  Newcomb  Avenue,  Rm.  103  SUTRO  ES  /  CC  Date  Sampled  8/24/97 

San  Francisco,  CA   94124  D    .  . 

'  Date  Received  8/29/97 

Date  Analyzed  9/2/97 


Detection 


Client 

Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

#  16 

Micro  47940-16 

SINK  FAUCET 
STAFF  LUNCH  ROOM 
FIRST  DRAW 

1 1 .9 

1.0 

Client 

#  17 

Micro  47940-17 

SINK  FAUCET 
CC  KITCHEN 
FIRST  DRAW 

91.0 

3.3 

Client 

#  18 

Micro 

47940-18 

1.1 

1.0 

DRINKING  FOUNTAIN 
UPPER  YARD  L  •  DF 
FIRST  DRAW 

Client 

#  19 

Micro 

47940-19 

<      1 .0 

1.0 

DRINKING  FOUNTAIN 
UPPER  YARD  R  •  DF 
FIRST  DRAW 

Client 

#  20 

Micro  47940-20 

SINK  FAUCET 

CC  INSIDE  KITCHEN 

FIRST  DRAW 

7.0 

1.0 

Technical  Supervisor:    V      ----v^— .   9-/ 6/97  Analyst:   ^  

Farid  RamezartzadehT^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis ~rn-drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  9460B  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  7  940 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  2  3 

1551  Newcomb  Avenue,  Rm.  103  SUTRO  ES  /  CC  Date  Sampled  8/24/97 

San  Francisco,  CA  94124  _,  0 

Date  Received  8/2  9/9  7 
Date  Analyzed  9/2/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppD)  (ppb) 


Client 

#  21 

<  1.0 

1.0 

Micro  47940-21 

MULTIPLE  DRINKING  FOUNTAIN 
LOWER  YARD 
FIRST  DRAW 

Client 

#  22 

<      1  .0 

1.0 

Micro 

BLANK 

47940-22 

Client 

#  23 

1 1 .2 

1.0 

Micro  47940-23 

DRINKING  FOUNTAIN 
MAIN  OFFICE 
FIRST  DRAW 

Technical  Supervisor:   Q-~x  ^ '-Ml    Analyst:   


Farid  RamezanMrJer^rMTS^ 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49314 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  30 

1551  Newcomb  Avenue,  Rm.  103  SUTRO  ES  /CC  Date  Sampled  1 0/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/9 7 

Date  Analyzed  10/8/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


14-01  '  1 


Detection 
Limit 
(ppb) 


Comments 


Client 


Micro  493 

DRINKING  FOUNTAIN 

ROOMS 

RE-SAMPLE 


Client 


Micro  49314-02 

DRINKING  FOUNTAIN 
ROOM  5 
RE-SAMPLE 


\t\Cs 


12.2 


3.7 


1.0 


1.0 


Client 


Micro  49314-03 

DRINKING  FOUNTAIN 

ROOMS 

RE-SAMPLE 


7.1 


1.0 


Client 


2-A 


Micro  49314-04 

DRINKING  FOUNTAIN 
ROOM  2 
RE-SAMPLE 


4.9 


1.0 


Client 


2-B 


Micro  49314-05 

DRINKING  FOUNTAIN 
ROOM  2 
RE-SAMPLE 


2.4 


1.0 


Technical  Supervisor:     %  }Ji±^Ji±s^  A— ^io/io/97        Analyst:   EL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  ahalystejndrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate\|(103j.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  forme  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  9314 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  30 

1551  Newcomb  Avenue,  Rm.  103  SUTRO  ES  /CC  Date  Sampled  1  0/4/9  7 

San  Francisco,  CA  94124  -  .  D„  .  . 

'  Date  Received  10/8/97 

Date  Analyzed  10/8/9  7 


Client  Sam 


npJe 


ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


Micro  49314-06 

DRINKING  FOUNTAIN 
ROOM  2 
RE-SAMPLE 


5.4 


1.0 


Client 


Micro  49314-07 

DRINKING  FOUNTAIN 
ROOM  4 
RE-SAMPLE 


2.3 


1.0 


Client 


Micro  49314-08 

DRINKING  FOUNTAIN 
ROOM  4 
RE-SAMPLE 


2.0 


1.0 


Client 


Micro  49314-09 

DRINKING  FOUNTAIN 
ROOM  4 
RE-SAMPLE 


7^W 


3.7 


1.0 


Client 


Micro  49314-10 

DRINKING  FOUNTAIN 
ROOM  7 
RE-SAMPLE 


2.1 


1.0 


Technical  Supervisor:       2  f^  ^      \ M±±  1Q/1°/97        Analyst:   HL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysts  irrd^rinRfqg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037^-Samples-ate  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
SUTRO  ES  /CC 


Micro  Log  In    4  9  314 
Total  Samples  30 
Date  Sampled  10/4/97 
Date  Received  10/8/97 
Date  Analyzed  10/8/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


Micro  49314-11 

DRINKING  FOUNTAIN 
ROOM  7 
RE-SAMPLE 


1.9 


1.0 


Client 


Micro  49314-12 

DRINKING  FOUNTAIN 
ROOM  7 
RE-SAMPLE 


2.8 


1.0 


Client 


Micro  49314-13 

DRINKING  FOUNTAIN 
ROOM  8 
RE-SAMPLE 


14-14    ^  lOE> 


1.8 


1.0 


Client 


Micro  493 

DRINKING  FOUNTAIN 
ROOM  8 
RE-SAMPLE 


1.7 


1.0 


Client 


Micro  49314-15 

DRINKING  FOUNTAIN 

ROOMS 

RE-SAMPLE 


^6V 


2.7 


1.0 


Technical  Supervisor:   1  5r±2^Z^-=^bl       10/10/97        Analyst:   HL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  fdfjeaajaoajysks  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  9314 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  0 

1551  Newcomb  Avenue,  Rm.  103  SUTRO  ES  /CC  Date  Sampled  1 0/4/97 

San  Francisco,  CA   94124  r,  .  D 

'  Date  Received  10/8/97 

Date  Analyzed  10/8/9  7 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


Micro  49314-16 

DRINKING  FOUNTAIN 
ROOM  11 
RE-SAMPLE 


Client 


Micro  49314-17 

DRINKING  FOUNTAIN 
ROOM  11 
RE-SAMPLE 


4f 


r6  i\U 


18.1 


5.2 


1.0 


1.0 


Client 


Micro  49314-18 

DRINKING  FOUNTAIN 
ROOM  11 
RE-SAMPLE 


9.8 


1.0 


Client 


Micro  49314-19 

DRINKING  FOUNTAIN 
ROOM  14 
RE-SAMPLE 


2.7 


1.0 


Client 


Micro  49314-20 

DRINKING  FOUNTAIN 
ROOM  14 
RE-SAMPLE 


2.0 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  irndrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  CertificateJM03V.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  5 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49314 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  30 

1551  Newcomb  Avenue,  Rm.  103  SUTRO  ES  /CC  Date  Sampled  10/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/97 

Date  Analyzed  10/8/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


14-21  ^ ^  Cs 


Detection 
Limit 
(ppb) 


Comments 


Client 


Micro  493 

DRINKING  FOUNTAIN 
ROOM  14 
RE-SAMPLE 


5.1 


1.0 


Client 


Micro  49314-22 

DRINKING  FOUNTAIN 
ROOM  13 
RE-SAMPLE 


3.3 


1.0 


Client 


Micro  49314-23 

DRINKING  FOUNTAIN 
ROOM  13 
RE-SAMPLE 


3.0 


1.0 


Client 


Micro  49314-24 

DRINKING  FOUNTAIN 
ROOM  13 
RE-SAMPLE 


6.6 


1.0 


Client 


Micro  49314-25 

SINK  FAUCET 
STAFF  LUNCH  ROOM 
RE-SAMPLE 


4.7 


1.0 


Technical  Supervisor: 


'10/10/97 


Analyst: 


FR 


Farid  Ramezalnzadeh.  M> 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  ^analysjsSn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #103^r  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  9  314 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  30 

1551  Newcomb  Avenue,  Rm.  103  SUTRO  ES  /CC  Date  Sampled  1 0/4/97 

San  Francisco,  CA  94124  r,  .  D    ■  m  <n,„,n, 

1  Date  Received  10/8/97 

Date  Analyzed  10/8/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


Micro  49314-26 

SINK  FAUCET 
STAFF  LUNCH  ROOM 
RE-SAMPLE 


Client 


Micro  49314-27 

SINK  FAUCET 
STAFF  LUNCH  ROOM 
RE-SAMPLE 


4.0 


6.9 


1.0 


1.0 


Client 


Micro  49314-28 

SINK  FAUCET 
CC  /  KITCHEN 
RE-SAMPLE 


1.6 


1.0 


Client 


Micro  49314-29 

SINK  FAUCET 
CC/ KITCHEN 
RE-SAMPLE 


2.2 


1.0 


Client 


Micro  49314-30 

SINK  FAUCET 
CC  /  KITCHEN 
RE-SAMPLE 


3.8 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Farid  Ra^ezanzaEteh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foV-lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate^WT037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47577 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  JOHN  SWETT  ES  &  PK  Date  Sampled  8/20/97 

San  Francisco,  CA   94124  n  .  D    .    .  B,OJW-_ 

1  Date  Received  8/20/97 

Date  Analyzed  8/20/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1 

3.2 

1.0 

Micro  47577-01 

DRINKING  FOUNTAIN 
CAFE 
ROOM  110 
FIRST  DRAW 

Client 

2 

5.5 

1.0 

Micro  47577-02 

SINK  FOUNTAIN 
KITCHEN 
ROOM  112 
FIRST  DRAW 

Client 

3 

3.1 

1.0 

Micro  47577-03 

DRINKING  FOUNTAIN 
PRE-K 
ROOM  111 
FIRST  DRAW 

Client 

4 

6.3 

1.0 

Micro  47577-04 

DRINKING  FOUNTAIN 

PRE-K 

C92 

FIRST  DRAW 

Client 

5 

9.9 

1.0 

Micro  47577-05 

DRINKING  FOUNTAIN 

1ST  FLOOR 

C90 

FIRST  DRAW 

Technical  Supervisor:  2L  £z£  ^^p- ^L  ^5 / 9 7  Analyst:  

Farid  RamezahzadertrM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  MOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
JOHN  SWETT  ES  &  PK 


Micro  Log  In    4  7  5  7  7 
Total  Samples  1  2 
Date  Sampled  8/20/97 
Date  Received  8/2  0/9  7 
Date  Analyzed  8/2  0/9  7 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

6 

Micro 

47577-06 

DRINKING  FOUNTAIN 

2ND  FLOOR 

C90 

FIRST  DRAW 

4.5 

1.0 

Client 

7 

Micro 

47577-07 

4.8 

DRINKING  FOUNTAIN 

BASEMENT 

C90 

FIRST  DRAW 

1.0 

Client 

8 

Micro 

47577-08 

1  1  .0 

1.0 

DRINKING  FOUNTAIN 
BASEMENT 
K-1,  ROOM  001 
FIRST  DRAW 

Client 

9 

Micro 

47577-09 

5.8 

1.0 

DRINKING  FOUNTAIN 
BASEMENT 
K-2,  ROOM  002 
FIRST  DRAW 

Client 

1  0 

Micro 

47577-10 

1.0 

MULTIPLE  DRINKING  FOUNTAIN 
YARD  -  EAST  SIDE  OF  BUILDING 
FIRST  DRAW 

6.1 

Technical  Supervisor: 


Farid  Ramez, 


iSnzjade}^^^ 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47577 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  1  2 

1551  Newcomb  Avenue,  Rm.  103  JOHN  SWETT  ES  &  PK  Date  Sampled  8/20/97 

San  Francisco,  CA   94124  ^  .  _       .  _  ,nn 

'  Date  Received  8/20/9  7 

Date  Analyzed  8/20/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  1 

Micro   47577-1 1 

MULTIPLE  DRINKING  FOUNTAIN 
YARD  -  WEST  SIDE  OF  BUILDING 
FIRST  DRAW 

4.6 

1.0 

Client 

1  2 

Micro 

BLANK 

47577-12 

<  1.0 

1.0 

-n  „  

Technical  Supervisor:      '  -    <  9/5/97  Analyst:   !!*  

Farid  Ramez^nzadeh.^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  (or  lead  analysis  irrdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


I'JL 

uoia 


Seq 

~  ~  Analytical 


680  Cbcsapcake  Drive  Redwood  City.  CA  94063      (650)  364-9600 

404  N.  Wlgct  Lane  Walnut  Creek,  CA  94598       (510)  988-9600 

8t9  Striker  Avenue,  Suites    Sacramento,  CA  958  34  (916)921-9600 


21     F.  -0/20 

FAX  (650)  364-9533 
FAX  (510)  988-9673 
FAX  (916)  921-0100 


iSFUSD  Client  Proj.  ID:     ER  Taylor  ES                                 Sampled:  08/13/97  I 

C  1551  Newcomb  Ave,  Rrn.  103  Received:  08/13/97  £ 

1  San  Francisco,  CA  94124  Lab  Proj.  ID:  970B756                                          Analyzed:  see  below  si 

W  m 

m  = 

k  Attention:     Bruce  Giannini  Reported:  08/22/97  SI 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708756-01 
Sample  Desc  :  LIQUID,  1 

mri  /I 

OS /50/Q7 

Lab  No:  9708756-02 
Sample  Desc :  LIQUID.2 

1  nnri 

LSnM 

mn  /I 

n  nnsn 

0  n072 

Sample  Desc :  LIQUID.3 

Lead 

mg/L 

08/20/97 

0.0050 

0.0076 

Lab  No:  9708756-04 
Sample  Desc :  LIQUID,* 

Lead 

mg/L 

08/20/97 

0.0050 

0.0076 

Lab  No:  9708756-05 
Sample  Desc :  UQUID,5 

Lead 

mg/L 

08/20/97 

0.0050 

0.0063 

Lab  No:  9708756-06 
Sample  Desc  :  LIQUID, 6 

Lead 

mg/L 

□8/20/97 

0.0050 

0.011 

Lab  No:  9708756-07 
Sample  Desc :  UQUID,7 

Lead 

mg/L 

08/20/97 

0.0050 

0-021  / 

Anatytas  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/22/97    15:16         TX/RX  NO. 9162         P. 010 


AU6.ZZ.  1997  ::16FV 

^"JN  Sequoia 
~  ~  Analytical 


S0.S12I     F.  1 1-20 

680  Chct90e*ke  Dhvf  Redwood  Oty.  CA  94063      (650)  364  9600         FAX  (650)  36«-9233 

404  N  ^ri  Line  Wilnut  Creek.  CA  94598       (510)  988-9600         FAX  (510)  988-9673 

8l9SiriWer  Avetwe,  Suite  8    Sacramento,  CA  95834  (9 1 6)  921-9600  FAX  (916)  921-OIO0 


_iMH^irrT.r.Uiiniiiw«=^;&iiiiiii.z=5s  '"111 '    ■■=:■■?  :""Jlli  i^sHH-^-duiiliaBgSra^ilH  -:     — ^liuuiniwE^r:  ----£it 

|  SRJSD  Client  Proj.  ID.     ER  Taylor  ES 

I  1551  Newcomb  Ave.,  Rm.  103 
j  San  Francisco,  CA  94124 

i  Attention:      Bruce  Giannini 


UIHBBSh;:::::;,;,:uiiiiiiiii- 


Lab  Proj.  ID:  9708756 


Tifilinrr 


^tHWIIBPir:--— UHS^aUMUBHHJ-*  ==aHIIIIHIMIi;;i;== 

•  —     i.fai'iiii^:.-,  —  ■  -suaWwiiHirr." '    •  MiilUllimi 

Sampled:  08/13/97  I 
Received:  08/13/97  | 
Analyzed:  see  below  § 

i 


— nsilliiiuiiii'H   ■ 


Reported:  08722/97  S 

,-i.twm  uufecfc£==a=»vsi1linfnMiniit1iiin?-;r 
—  :— -HilWiir 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708756-08 
Sample  Desc  :  LIQUID, 8 

Lead 


mg/L 


08/20/97 


0.0050 


0.0065 


Lab  No:  9708756-09 
Sample  Desc :  LIQUID, 9 

Lead 


mg/L 


08/20/97 


0.0050 


N.D. 


Lab  No:  9708756-10 
Sample  Desc  :  LIQUID,  10 

Lead 


mg/L 


08/20/97 


0.0050 


0.010 


Lab  No:  9708756-1 1 

Sample  Desc  :  LIQUID,  11 

Lead 


mg/L 


08/20/97 


0.0050 


N.D. 


Lab  No:  9708756-12 
Sample  Desc :  UQUID.12 

Lead 


mg/L 


08/20/97 


0.0050 


0.073 


Lab  No:  9708756-13 
Sample  Desc  :  LIQUID,  13 

Lead 


mg/L 


06/20/97 


0.0050 


0.010 


Lab  No:  9708756-14 
Sample  Desc  :  LIQUID,  14 

Lead 


mg/L 


08/21/97 


0.0050 


0.0059 


Analytes  reported  as  N.D.  w©r«  not  present  above  the  stated  limit  of  detection 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Ryrih 
Project  Manager 


Page: 


08/22/97    15:16         TX/RX  NO. 9162         P. 011 


fk\  Sequoia 
"  ~  Analytical 


NO.  5121    F.  12/20 

680  Chesapeake  Drive         Redv«»d  Oiy,  CA  94063      (650)  364-9600  FAX  (650)  364-9233 

404  N.  Wgrl  Lane              Walnut  Creek,  CA  94598       (510)  988-9600  FAX  (510)  986-9673 

8  19  Striker  Avenue,  Suice  8     Sacramento,  CA  95834           (9)6)  921-9600  FAX  (916)  921-0100 


in  fesgaiiHllinw'  ^IS 

ISFUSD 

if  1551  Newcomb  Ave.,  Rm.  103 
IP  San  Francisco,  CA  94124 

iii 
111 

1  Attention:     Bruce  Glannini 

lltessaauiiliiiimu ;=gyj  ;iiiiiii||inus=S5—   


iniW£g-;n;;iiillliiiiii;ass^5iaiHliiioiB!^  ,  .in— mi  .aa&i 

Sampled:  08/13/97  I 
Received:  08/13/97  jj 

Analyzed:  see  below  1 

iii 


Client  Proj.  ID:     ER  Taylor  ES 
Lab  Proj.  ID:  9708756 

Reported:  08/22/97  jj 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708756-15 
Sample  Desc :  LIQUID, 15 

Lead 

mg/L 

08/20/97 

0,0050 

0.0072 

Lab  No:  9708756-16 

Lead 

mg/L 

08/20/97 

0.0050 

N.D. 

Lab  No.  9708756-17 
Sample  Desc :  LIQUID,  17 

Lead 

mg/L 

08/20/97 

0.0050 

N.D. 

Lab  No:  9708756-18 
Sample  Desc :  LIQUID,  18 

Lead 

mg/L 

08/20/07 

0.0050 

0.010 

Lab  No:  9708756-19 
Sample  Desc  :  LIQUID,  1 9  (Blank) 

Lead 

mg/L 

08/20/97 

0.0050 

N.D.  t 

Lab  No:  9708756-20 
Sample  Desc :  UQUID,20 

Lead 

mg/L 

08/20/97 

0.0050 

0.0065 

Ub  No:  9708756-21 
Sample  Desc  :  UQUID,6  Duplicate 

Lead 


mg/L 


08/20/97 


0.0050 


0.010 


Analytas  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection 


SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Page: 


08/22/97    15:16         TX/RX  NO. 9162         P. 012 


^TN  Sequoia 
~   ~  Analytical 


SC.  5121     F.  ::/?( 

680  Cheiipejke  Dnv«          Redwood  Oty,  CA  94063      (650)  364-9600  FAX  (650)  364  9233 

404  N  Wigri  Line              Walnui  Creek.  CA  94598       (510)  9M-9600  FAX  (510)  988-9673 

819  Striker  Avenue,  Suite  8    S»craro«nio,  CA  95834          (916)  921-9600  FAX  (916)  921-0100 


fSFUSD 

1,  1561  Newcomb  Ave.,  Rm.  103 
I  San  Francisco.  CA  94124 

I 

§  Attention:     Bruce  Glannini 

jj— IIMMMCgEg-i-z  ja.UIUUIJWEEi=53iiUIIIIIMI|||«!:.!:-:5 

lliiiiii«~~-_-^um^;sr^aH«ingss---  ..■.J.'kiiuiiiir 


Client  Proj.  ID:  ER  Taylor  ES 
Lab  Proj.  ID:  9708756 


Sampled:  08/13/97 
Received:  08/13/97  g 
Analyzed:  see  below  I 

1 


•  'Milfollim 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708756-22 

Sample  Desc  :  LIQUID,  14  Duplicate 

Lead 


mg/L 


08/20/97 


0.0050 


0.0059 


Lab  No:  9708756-23 
Sample  Desc  :  UQUID,20  Duplicate 

Lead 


mg/L 


08/20/97 


0.0050 


5) 


0.0063 


Analytss  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Rynn 
Project  Manager 


Page: 


08/22/97    15:16         TX/RX  NO. 9162         P. 013 


SEP.  5.  1997  5:04AM 

fk\  Sequoia 
"  A  Analytical 


::c.  546:  F. 

680  Chesapeake  Drive          Redwood  City,  CA  94063      (650)  $64-9600  FAX  (650)  364-9233 

404  N.  Wigw  Lane              Walnut  Creek,  CA  9459B       (510)  98B-96O0  FAX  (510)  988-9673 

819  Striker  Avenue,  SulteS     Sacramento,  CA  95834           (916)  921-9600  FAX  (916)  921-0100 


!!!  SFUSD 

iii  1551  NewcombAve.,  Rm.  103 
(j  San  Francisco,  CA  94124 

s? 

s  Attention:     Bruce  Giannini 


Ciient  Proj.  ID.     ER  Taylor 
Lab  Proj.  ID:  970BF18 

LABORATORY  ANALYSIS 


i .iH:L:=...=z;-.r=:==:'  ,i; :n; hi i ti 1 1 iiH-iiraocmiiiii uumi inn >■•■■?  ::  =  hj- 
-^»sffrfM*«QMlSE!UilWUIIIIIIIIIIIiyHiiij 


Sampled:  06/29/97 
Received:  08/29/97  !!! 
Analyzed:  see  below  | 


Reported:  09/03/97  J 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No'  9708F18-01 

Sample  Desc  :  LJQUID.ER  Taylor  2-1 

Lead 

mg/L 

U-UU50 

m  n 
IN.U. 

£ 

V 

Lab  No-  9708F18-02 

Sample  Desc  :  LIQUID, ER  Taylor  2-2 

Lead 

mg/L 

09/U^/97 

U.UU5U 

t—  N.L). 

l  ah  Nrv  Q7nRF1flJT5 

Sample  Desc  :  LIQUID.ER  Taylor  2-3 

Lead 

mg/L 

09/02/97 

0.0050 

N.D 

n 

Lab  No:  9708F18-04 

Sample  Desc  :  LIQUID,ER  Taylor  2-4 

Lead 

mg/L 

09/02/97 

0.0050 

(<_  1  N.D. 

UbNo:  9708F18-05 

Sample  Desc  :  LIQUID, ER  Taylor  2-5 

Lead 

mg/L 

09/02/97 

0.0050 

N.D. 

Lab  No:  9708F18-06 

Sample  Desc :  UQUID,ER  Taylor  2-6 

Lead 

mg/L 

09/02/97 

0.0050 

V-  N.D. 

UbNo:  9708F18-07 

Sample  Desc  :  LIQUID, ER  Taylor  2-7 

Lead 

mg/L 

09/02/97 

0-0050 

N.D. 

Analytes  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Page: 


09/03/97    09:03         TX/RX  NO. 9367         P. 011 


Sequoia 
~    ~  Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  SW063      (650)  364-9600 

404  N.  Wiget  L»ne  Walnut  Creek.  CA  9-4598       (510)  988-9600 

819  Striker  Avtoue,  Suite  8    Sacramento,  CA  95134  (9K)  931-SKOO 


FAX  (650)  364-9333 
FAX  (510)  988-9679 
FAX  (9i6)  92I-OIO0 


,:.,IIIIIM!imillllllllllllllHU 


'iiiihi!iiiiiiliiim;imiiii|]:;'.iii-.,i.ua.-«uii 


I SFUSD 

1  1551  NewcombAve,  Rm.  103 
g  San  Francisco,  CA  94124 

I 

I  Attention:      Bruce  Giannini 


Client  Proj.  ID:  ER  Taylor 
LabProj.  ID:  9708F18 


qiuiiirrni,»iiniiiiiHllullllHmilllllHIIHIblillllhhlto»Brnnw^niuif,Wu..;-.:-,,„.^. 


.  n>:!!i!ju?iiiniiiniiiiiuin 

Sampled:  08/29/97  | 
Received:  08/29/97  I 
Analyzed:  see  below  jjj 


;  ■■•  iiuinuiiNU 

mlilllUHIIIimiUIHUllI 


LABORATORY  ANALYSIS 


Analyte  Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No.  9708F18-08 

Sample  Desc  :  LIQUID, ER  Taylor  2-6 

\ 

Lead  rng/L 

09/02/97 

0.0050 

.  N.D.  £ 

Lab  No:  9708F1B-09 

Sample  Desc  :  LIQUID, ER  Taylor  2-6  Duplicate 

Lead  mg/L 

09/02/97 

0.0050 

N.D. 

Lab  No:  97D8F18-10 
Sample  Desc  :  LIQUID, Blank 

Lead  mg/L 

09/02/97 

0.0050 

N.D. 

2> 

Analytes  reported  as  N.D  were  not  pr*s«nt  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


09/03/97    09:03         TX/RX  NO. 9367         P. 012 


SEP.  19.  192?   4:1.?|M  NC.  61 '2  P 

Sequoia 
~   ~  Analytical 


680  Ch«apcak.£  Drive  Redwood  Gty,  CA  94063       (650)  364  9600  FAX  (650)  364-9233 

404  N.  Wget  L*ne  Walnut  Creek.  CA  94598       (510)  968-9600  FAX  (510)  988-9-57J 

919  Striker  Avenue.  Suite  B    Sacramento,  CA  95834  (916)  921  -9600         FAX  (9 1 6)  921-0100 


g  SF1JSD 
lo  1551  NewcombAve..  Rm.  103 
III  San  Francisco,  CA  94124 

III  Attention:     Bruce  Giannini 


Client  Proj.  ID;  ER  Taylor  ES 
Lab  Proj  ID:  9709821 

?J!fi!!!!!i!i!i!!i!!!||L'IJ||i| 


-2afOil!M<lllllll||l| 


ilflniiml9iPBmmwnnn)iiiMiii!iilllliiiii!i!iiiy|P!nu 
Sampled:  09/16/97  !!! 
Received:  09/16/97  |g 
Analyzed:  see  below  ill 

jjj 

Reported:  09/19/97  | 


i;iaDtisEisra5roEE,„r1:r.^-:i.-Hi£ 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9709821-01 

Sample  Desc :  UQUID.ER  Taylor  3-1 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709821-02 

Sample  Desc  :  LIQUID.ER  Taylor  a-2 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709821-O3 

Sample  Desc  :  LIQUID, ER  Taylor  3-3 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709821-04 

Sample  Desc  :  LIQUID, ER  Taylor  3-3  dup 

Lead 

mg/L 

09/19/97 

0.0050 

N.D. 

Lab  No:  9709821-05 
Sample  Desc  :  LIQUID, Blank 

Lead 

mg/L 

09/19/97 

00050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


09/19/97    17:14         TX/RX  NO. 9808         P. 015 


DEC.  5.  1997  5:liPK 


Sequoia 


680  Ch«iafx»l<c  Drive  Redwood  Gey.  CA  940o3  (rjJO)  S04-96O0  FAX  (650)  364-9233 

404  N  Wigei  L»ik  Walnut  Creek.  CA  94598  (510)  988-9600  FAX  (5 10)  988-9673 

.  i  1  819  Striker  Avemie  Suite  8  S»cr»mer«to,  CA  95834  (916)  921-9600  FAX  (916)  951.0100 

Analytical 


:"?-1'IM»Hlfi  it.i.%  -•  u|4|)MMki  ..ni :,„■  ■;„)■„  ••!!  |:i|>ii'iili.™;;.;:£::=:;i^^rj:  ,>  n  i  maBSSSSXHSV'-tzai  w;li»?  iSr-55~.-==:=.:  -""•;|'i|llllit:,i_ 

SFUSD  Client  Proj.  ID:     ER  Taylor  E.S. 

|  1551  Newcomb  Ave.,  Rm  103 
San  Francisco,  CA  94124  Lab  Proj.  ID:  9710E47 

■ 

i  Attention:     Bruce  Giannini 


"•'Ulillll  ■<  - 


»--iiili!!!!u*sfl~T  r-j  rr-      ;  KMiiinimii .; 


-  imiiiiiiui;;;;;m,,  ii  tT,r.r.*         ~=Bm2»\  \\-\K&iZE~m^zmwM&2i&&2z<ii32:-. 


■::  ^;:i.iiiiiin;;!:::::: 


Sampled:  10/23/97  !!i 

Received;  10/24/97  8j 

Analyzed:  see  below  | 

Reported:  10/30/97  Hj 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710E47-01 
Sample  Desc  :  LIQUID,  1-A 

Lead 

mg/L 

10/29/97 

0.0050 

N.D. 

Lab  No:  9710E47-02 
Sample  Desc :  UQUID,1-B 

Lead 

mg/L 

10/29/97 

0.0050 

N.D 

Lab  No:  9710E47-03 
Sample  Desc  .  LIQUID, 7-A 

Lead 

mg/L 

10/29/97 

0.0050 

N.D. 

Lab  No:  9710E47-04 
Sample  Desc :  LIOUID.7-B 

Lead 

mg/L 

10/29/97 

0.0050 

N.D. 

Lab  No:  9710E47-05 
Sample  Desc  :  LIQUID,  12-A 

Lead 

mg/L 

10/29/97 

0.0050 

N.D. 

Lab  No:  9710E47-06 
Sample  Desc  :  LIQUID,  12-B 

Lead 

mg/L 

10/29/97 

0.0050 

0.0065 

Lab  No:  9710E47-07 
Sample  Desc :  UQUID,1~C 

Lead 

mg/L 

10/29/97 

0.0050 

N.D. 

Anaiytej  reported  as  N.D.  were  not  present  aoove  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  .  ELAP#1210 


'7 


J  fit,  1*6^ 


Sheila  FJynn 
Project  Manager 


Page: 


12/05/97    17:09         TX/RX  NO. 1282         P. 009 


Sequoia 
Analytical 


680  Chesapeake  Drive  Redwood  City.  CA  94063 

404  N.  Wigei  Une  W»lnui  Creek.  CA  94598 

8 1 9  Striker  Avenue,  Su"H«  8    Sacramento,  CA  95834 


(650)  364-9600 
(510)  988-9600 
(916)  92) -9600 


FAX  (650)  364-923  5 
FAX  (510)  98».9673 
FAX  (916)  921-0100 


.:::.:i5HHii  !••>  i- ;.  urtii  udJ-iu-;;::^: . '     .-.  n 

si  SFUSD 

j!i  1551  Newcomb  Ave.,  flm,  103 
San  Francisco.  CA  94124 

!il  Attention:      Bruce  Gianninl 

!..,;::.;;;;,,. .  ,   niniir..- 

~~:~r-~.-..  ..'hIiiiIIIi,         „.  :  .:: 


HlUliim.-;E===~=?==ri!!!iiii  ,n       .  .  : nu  „ :   

:-r--ii.-;nrnr,;si;Eii£==s=iisj.  m^.,  ...i.i.-:ii;.-;:::-!!!!!inmiiii 

Client  Proj.  ID:     ER  Taylor  E.S. 
LabProj.  (D:  9710E47 


!|iiui:r , 


::mlni„ 


W*  11.1111^1.-1. . . :  -  -run;.:.  :-::±r:: 

Sampled:  10/23/97  jjj 
Received:  10/24/97  g 
Analyzed:  see  below  gj 

Reported:  10/30/97  | 


■:si  ,i  iJ 


L'IITIi 


::i  i. 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9710E47-08 
Sample  Desc :  LIQUIDJ-C 

Lead 

mg/L 

10/29/97 

0.0050 

0.0083 

Lab  No:  9710E47-09 
Sample  Desc :  LIQUID,  12-C 

Lead 

mg/L 

10/29/97 

0.0050 

N.D. 

Lab  No;  9710E47-10 

Sample  Desc  :  LIQUID,  12-C  Duplicate 

Lead 

mg/L 

10/29/97 

0.0050 

N.D. 

Lab  No:  9710E47-11 
Sample  Desc  :  LIQUID, Blank 

Lead 

mg/L 

10/29/97 

0  0050 

N.D. 

AnalytBS  reported  as  N.D.  were  not  present  above  the  stated  limit  Of  detection, 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manage 


Page- 


12/05/97    17:09         TX/RX  NO. 1282         P. 010 


A-G.  27.  199'   4 : 25FK 

fk\  Sequoia 
"   ~  Analytical 


NC.  5294     F.  2/44 

680  Chesapeake  Drive          Redwood  Gty,  CA  94063      (650)  364-9600  FAX  (650)  364-9233 

404  M.  Wiget  Line              Walnut  Creek,  CA  94591       (5I019M-9600  FAX  (510)  9M  9673 

819  Striker  Avenue,  Suite  8     Sacramento,  CA  95334          (916)  921-9600  FAX  (916)  911-0100 


|  SFUSD  Client  ProJ.  ID:    Treasure  Island  ES 

5  1551  Newcomb  Ave..  Rm.  103 

g  San  Francisco.  CA  94124  Lab  Proj.  ID:  9708B84 

■ 


£  Attention: 


Bruce  Glannlnl 


mminiim«naas^5^,iiijjn»iniim 


=i:  !!  ";ujiuuiiimni(iBt6i£. 


SSS'.  -  -'  '  -"""■Ijlillllllliiii 


 UHWUI 

Sampled:  08/20/97  g 
Received:  08/22/97  § 
Analyzed:  see  below  yi 


Reported:  08/27/97  J 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
UmK 

Sample 
Results 

Lab  No:  9708B84-01 

Sample  Desc  :  UQUIDJreasure  Island- 1 

Lead 

mg/L 

08/27/97 

0.0050 

0.0057 

Lab  No:  9708B84-02 

Sample  Desc  .  UQUIDJreasure  Island- 1  (DUP) 

0.0050 

Lead 

mg/L 

08/27/97 

0.0050 

Lab  No:  9708B84-03 

Sample  Desc  :  UQUIDJreasure  lsland-2 

Lead 

mg/L 

08/27/97 

0.0050 

0.024  S 

Lab  No:  9708B84-04 

Sample  Desc :  UQUIDJreasure  lsland-3 

Lead 

mg/L 

08/27/97 

0.0050 

0.013 

Lab  No:  9708B84-05 

Sample  Desc :  UQUIDJreasure  lsland-4 

Lead 

mg/L 

08/27/97 

0.0050 

0.0071 

Lab  No:  9708B84-06 

Sample  Desc :  UQUIDJreasure  lsland-5 

Lead 

mg/L 

08/27/97 

0.0050 

0.013 

Lab  No:  9708BB4-07 

Sample  Desc  :  UQUIDJreasure  lsland-6 

Lead 

mg/L 

08/27/97 

0.0050 

0.0065 

Analytea  reported  as  N.0.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  •  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/27/97  17:27 


TX/RX  NO. 9248         P. 002 


AUG.  27.  195'  4:26PM 

fk\  Sequoia 
Analytical 


660  Chettpeake  Drive  Redwood  City,  CA  94063 

404  N.  Wigct  Lane  Walnut  Creek.  CA  94598 

619  Striker  Avenue.  Suite  8     Sacramento,  CA  9SB34 


(650)  364-9600 
(5 10)  988-9600 
(9i6)  921-9600 


F.  3/44 

FAX  (650)  364-9233 
FAX  (510)  m-9€7i 
FAX  (916)  921-0100 


I  SFUSD 

In  1551  Newcomb  Ave.,  Rm.  103 


■  San  Francisco,  CA  94124 
Bruce  Giannini 


HI 


Client  Proj.  ID:  Treasure  Island  ES 
Lab  Pro).  ID:  9708BS4 


Sampled:  08/20/97 
Received:  08/22/97  f 
Analyzed:  see  below  % 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9706B84-08 

Sample  Desc  :  LIQUID, Treasure  tsland-7 

Lead 

mg/L 

08/27/97 

0.0050 

0.0062 

Lab  No:  9708B84-09 

Sample  Desc ;  LIQUID  Jreasure  lsland-8 

Lead 

mg/L 

08/27/97 

0.0050 

0.0065 

Lab  No:  97D8B84-10 

Sample  Desc :  UQU ID, Treasure  Island  9 

Lead 

mg/L 

08/27/97 

0.0050 

0.0079 

Lab  No:  9708B84-11 

Sample  Desc :  UQUlDJreasure  ls.land-10 

Lead 

mg/L 

OB/27/97 

0.0050 

N.D. 

Lab  No:  9706BB4-12 

Sample  Desc :  LIQUJDJreasure  Islands  i 

Lead 

mg/L 

OB/27/97 

0.0050 

N.D. 

Lab  No:  9708B84-13 

Sample  Desc :  UQUlDJreasure  lsland-11  (DUP) 

N.D.  ' 

Lead 

mg/L 

08/27/97 

0.0050 

Lab  No:  970BB84-14 

Sample  Desc :  UQUID, Treasure  lsland-12 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Anaiytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


08/27/97  17:27 


TX/RX  NO. 9248         P. 003 


AUG.  21.  1997  4 : 26FV  *;c.  5294    F.  4/44 

Sequoia 
Analytical 


f  A  "X         SeOUOia  680  Cheupe»kr  Drive  Redwood  City,  CA  9*063      (650)  964-9600         FAX  (650)  364-9JJJ 

f     ij               1  404  N  Wiget  Line  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (510)  988-9673 

A  1  «_?  1  1 19  SiWirr  Avmuc,  Suite  «     Sacramento.  CA  958J4  (916)921-9600         FAX  (916)  Ml -Of  00 


|  SFUSD 
S  1551  Newcomb  Ave.,  Rm.  103 
!£  San  Francisco,  CA  94124 

Attention:      Bruce  Giannini 


aiii^iiiiiiiiiiiiiiiniiE^ 


ni.JiiuiUlu 


Client  Proj.  ID:  Treasure  Island  ES 
Lab  Proj.  ID:  9708B84 


Kli£!SlS!lIKffi  HHiiiiiiin!^^ 


Sampled:  08/20/97  3 

Received:  08/22/97  1 

Analyzed:  see  below  g 

Reported:  08/27/97  1 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lao  NO.  9708B84-15 

Sample  Desc  :  UOUlDJreasure  lsland-13 

Lead 

mg/L 

08/27/97 

0.0050 

0.090 

LaD  NO  9708B84-1o 

Sample  Desc :  UOUlDJreasure  lsland-14 

Lead 

mg/L 

08/27/97 

0.0050 

0.077 

Lab  No:  9708B84-17 

Sample  Desc  :  UOUlDJreasure  lsland-15 

Lead 

mg/L 

08/27/97 

0.0050 

0.039 

Lab  No:  9708B84-18 

Sample  Desc :  UOUlDJreasure  Island- 16 

Lead 

mg/L 

08/27/97 

0.0050 

0.025 

Lab  No:  9708B84-19 

Sample  Desc  :  UOUlDJreasure  Island- 1 7 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B84-20 

Sample  Desc  :  LIQUID  Jreasure  lsland-18 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B84-21 

Sample  Desc  :  UOUlDJreasure  Island- 19 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

s 


Analytos  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/27/97    17:27         TX/RX  NO. 9248         P. 004 


^^^^        ^Pniinia  680  Chesapeake  Drive         Redwood  City.  CA  9406 3      (650)  364-9600         FAX  (650)  364*9233 

g_  4    A        ^CVJW^IO  404  N.  Wiget  Lane  Walnut  Creek,  CA  94598       (510)  988.9600         FAX  (510)  988-9673 


Analytical 


819  Striker  Avenue,  Suite  B     Sacramento,  CA  95834  (916)  921-9600  FAX  (916)  92  I -0100 


iiiMjjSgiliWIIfl^ 

jjj  SFUSD  Client  Pro].  ID:    Treasure  Island  ES                         Sampled:  08/20/97  ■ 

g  1551  Newcomb  Ave.,  Rm.  103                                                                                 Received:  08/22/97  ^ 

K  San  Francisco,  CA  94124  Lab  Proi.  ID:  9706B84                                        Analyzed:  see  below  is 

I!  | 

LA55,!liPP:       In^^^n-n-lnl      -^_^^tlm^^,^^  ,  ,  ,       immuii   mm  MU|i|1gported:  ^{27J£2t  \ 

Uilitfliii53^ 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B84-22 

Sample  Desc  :  LIQUID,Treasure  lsland-20 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B84-23 

Sample  Desc :  LIQUID, Treasure  lsland-21 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B84-24 

Sample  Desc :  LIQUID  .Treasure  lsland-21  (DUP) 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B84-25 

Sample  Desc  :  LIQUID, Treasure  Is  land -22 

Lead 

mg/L 

08/27/97 

00050 

N.D. 

Lab  No:  9708B84-26 

Sample  Desc :  LIQUID, Treasure  lsland-23 

Lead 

mg/L 

08/27/97 

0.0050 

0.0084 

Lab  No:  97O8B04-27 

Sample  Desc :  LIQUID, Treasure  Island- 24 

Lead 

mg/L 

08/27/97 

0.0050 

0.019 

Lab  No:  9708B84-28 

Sample  Desc  :  LIQUID  .Treasure  lsland-25 

Lead 

mg/L 

08/27/97 

0.0050 

0.0075 

Anafytes  reported  as  N.D.  wBre  not  presem  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Page:  4 


08/27/97    17:27         TX/RX  NO. 9248         P. 005 


AUG.  27.  1997   4:2 'FK  50.  5294     F.  6/44 


ST\  Sequoia 
'   ~  Analytical 


680  CKeupcakc  Dnvc  Redwood  City.  CA  94063  (650)364-9600  FAX  (650)  364-9233 
404  N  Wlgri  Lane  Wtlnut  Ocek,  CA  9459B       (510)  988-9600         FAX  (510)  988-967 J 

8!9SiTikeT  A»^nuc,  Suite  8    Stcremento,  CA  95834         (916)  9219600         FAX  (916)  921-0100 


g SFUSD 

!u  1551  Newcomb  Ave.,  Rm  103 

f  San  Francisco,  CA  94124 

jjj 

I  Attention:     Bruce  Giannlnl 

iuiiiiwlt. 


■NinaiiUKilininHiiniiiiiiiniiHIiliiiiiiiliiiiiiiiiiiiiliiliiinnnnra 


 1  -  .  , 


Client  Proj.  ID:  Treasure  Island  ES 
Lab  Proj.  ID:  9708B84 


mnJi  mi   i,  wv.,cs^rasmtacai 


Sampled:  06/20/97  £ 

Received:  08/22/97  I 

Analyzed:  see  below  | 

  Reported:  08/27/97  | 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B84-29 

Sample  Desc  :  LIQUIDJreasure  lsland-26 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B84-30 

Sample  Desc  :  LIQUIDJreasure  lsland-27 

Lead 

mg/L 

08/27/97 

0.0050 

0.0077 

Lab  No:  9708B84-31 

Sample  Desc  :  LIQUIDJreasure  ISland-28 

Lead 

mg/L 

08/27/97 

0.0050 

0.0073 

Lab  No:  9708B84-32 

Sample  Desc :  LIQUIDJreasure  island -2  9 

Lead 

mg/L 

08/27/97 

0.0050 

0.021 

Lab  No:  9708B84-33 

Sample  Desc  :  LIQUIDJreasure  lsland-30 

Lead 

mg/L 

08/27/97 

0.0050 

0.0074 

Ub  No:  9708B84-34 

Sample  Desc :  LIQUIDJreasure  lsland-31 

Lead 

mg/L 

08/27/97 

0.0050 

0.0052 

Lab  No:  970QB84-35 

Sample  Desc  :  LIQUIDJreasure  lsland-31  (DUP) 

t; 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/27/97  17:27 


TX/RX  NO. 9248         P. 006 


<vPniinia  6S0  Chertpeake  Drive  Redwood  City,  CA  94063      (650)  364-9600         PAX  (650)  364-9233 

JtVjUWl"  404N.  W,*«U«  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (5»0)  988-9673 

Analytics!     8,9 StrikCT Avenuc'SMite8  ^^^-^  95134    <9i«)»i.»«o    fax (916)9510100 


£H1 
Si  SFUSD 
1 1551  Newcomb  Ave.,  Rm.  103 
%  San  Francisco,  CA  94124 


lilj  III!  jpiri"  iHrniW 1 


lh 


Attention:     Bruce  Qlannlnl 


Ki*«iiiiiiM"::iiii!^iir:i;:eMK^i'RM^^::-i::::':: 


Client  Pro].  ID:  Treasure  Island  ES 
Lab  Proj.  ID:  9708B84 


Sampled:  08/20/97  y 
Received:  08/22/97  ||| 
Analyzed:  see  below  jjj 


  Reported:  08/27/97  ( 


LABORATORY  ANALYSIS 


1  In  ltd 

Plato 

Analyzed 

Limit 

Results 

Lab  No:  9708B84-36 

v><aiiiL/it=  L/tfoL/  .  l>i  uuiUy  1 1  eniii  C  1  OKI  1  hj 

Lead 

mg/L 

08/27/97 

0.0050 

0.011 

Lab  No:  9708B84-37 

Lead 

mg/L 

08/27/67 

0.0050 

0.038 

Lab  No:  9708B84-38 

oampie  uesc  .  uuuiu,  ireasure  isiano-34 

Lead 

mg/L 

08/27/97 

0.0050 

0.0096 

Lab  No:  9708B84-39 

Sample  Desc ;  UQUID.Treasure  lsland-35 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Ub  No:  9708B84-40 

Sample  Desc  :  UQUID.Treasure  lsland-36 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  NO:  970BBB4-41 

Sample  Desc :  UQUIDJreasure  lsland-37 

Lead 

mg/L 

08/27/97 

0.0050 

N.D 

Lab  No:  970BB84-42 

Sample  Desc  :  LIQUID.Treasure  lsland-38 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

An&lytes  reported  &0  N.D.  were  not  present  above  th»  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Rynn 
Project  Manager 


Page. 


08/27/97  17:27 


TX/RX  NO. 9248         P. 007 


AUG.  27.  1997   4:27PM  SO.  5294     F.  8/44 


fT\  Sequoia 
-  ~  Analytical 


680  Chesapeake  Dhv«  Redwood  Qiy.  CA  94063      (6S0)  J64 -9600         FAX  (650)  964-9233 

404  N  Wigct  Lane  Walnut  Creek.  CA  94598      (5x0)  988-9600         FAX  (510)  988-9673 

819  Striker  Avenue,  Suite  8     Sacramento  CA  95834  (91 6)  92 1-9600  FAX  (9 1 6)  921-0100 


E SFUSD 
li  1551  Newcomb  Ave.,  Rm.  103 
|  San  Francisco,  CA  94124 

i'  Anention:     Bruce  Glannlnl 


01 HBH  5EE5EE 


Client  ProJ.  ID:  Treasure  Island  ES 
Lab  Pro].  ID.  9708B84 


Sampled:  06/20/97  || 
Received.  08/22/97  n 
Analyzed:  see  below  1 


IC^'V  •.•■-•II^IIUIIHI/I 

s5a3s=ss5!E5sswuniiiNiiHiiinwiiniiiiiiiiiiiiiiiuHii! 


|iuji|U|ui|ij|imnM|i<iii|ui|HHiMiiiiiiHnr)iiniid« 
biiia^il^kli>Lfeluim8<liiii,iiuiiMii.i,,,^Fj 


Analyte 


LABORATORY  ANALYSIS 

Units  Dale 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708B84-43 

Sample  Desc  :  LIQUIDJreasure  lslond-39 

Lead 


mg/L 


08/27/97 


0.0050 


0.018 


Lab  No:  9708B84-44 

Sample  Desc  :  LIQUID  Jreasure  lsland-40  (Blank) 


Lead 


mg/L 


08/27/97 


0.0050 


N.D. 


s 


Anaiytes  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


08/27/97  17:27 


TX/RX  NO. 9248         P. 008 


957  11:59AM 

uoia 


£D  Seq 

-  ~  Analytical 


so.  mi  f.  u 


680  Chesapeake  Drive  Redwood  City.  CA  94063      (650)  364.9600         FAX  (650)  364-9233 

404  N  Wiget  La^e  Walrtur  Creek.  CA  9459B       (5lO)  988-9600  FAX  (510)  986-9673 

B 19  Striker  Avenue,  Suite  8    Sacramento,  CA  95834         {916)  921-9600         FAX  (916)  92 1-0100 


I SFUSD 

III  1551  Newcomb  Ave.,  Rm.  103 

iii  San  Francisco,  CA  94124 

jii 

I  Attention.     Bruce  Giannini 

srssHEaEisrPtsPoiiwiii  minimi  ,:,  „»H5  «;==i=^^  « 


i  •••  '!"inifinM:',i,!i,  tin  •.  i         ■     -  .  -  :  v  :>■:■■»  ■i';';ji|n;i:i(i.nim!iiiijiii'!;r'- 

Client  Pro).  ID:     Treasure  Island  ES 


LabProj.  ID:  9710474 


^i^fill  il  ill  Mil!  lit  i"  *'  i"  rzll?l==i=I==^===i=^- —     ;«.xSaMXii:  ill. 

Sampled:  10/07/97  | 
Received:  10/09/97  | 
Analyzed:  see  below  jjj 


;;;;==H=E5!.-!tt!i|||||||||||||||||ilui!L5 


"i:|nil|lllIIBMBIIIIillJiail!i:: 


Reported:  107 13/97 

BWianinMwWslllJ!:::;/^  - 


'Mil 

iiiinilHHIIIKiiii 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No."  9710474-01 
Sample  Desc  :  LIQUID.T.I. 2-A 

1  Aflri 

LCflU 

m/i  /I 

n  ftfi5ft 

ft  ft17 

Lab  No:  9710474-02 
Sample  Desc  :  LIQUID.T.I.  2-B 

LVau 

1  n  /in  /Q7 

•  Uy  lU/Sfr 

ft  ft1 1 

Sample  Desc  :  UQUID,T.I.  2-C 

Lead 

mg/L 

10/10/97 

0.0050 

0.043 

Lab  No:  9710474-04 
Sample  Desc  :  LIQUID.T.I.  3-A 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710474-05 
Sample  Desc  :  UQUIDJ.I.  3-B 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710474-06 
Sample  Desc  :  LIQUIDJ.I.  3-C 

Lead 

mg/L 

10/10/97 

0.0050 

0.0090 

Lab  No:  9710474-07 
Sample  Desc  :  LIQUIDJ.I.  5-A 

Lead 

mg/L 

10/10/97 

0.0050 

o.ooeo 

Anaiytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


10/14/97    11:58         TX/RX  NO. 0298         P. 002 


OCT.  14.  1997  11 :59AM 


SC.  '16" 


F.  3/'t 


£J\  Sequ 
"    ~  Analytical 


aio  680  OicMpeake  Driv*  Redwood  Gty.  CA  94063      (650)  364-9600         FAX  (650)  364.92)9 

-  la  404  N  Wiget  Lane  Walnut  Creek,  CA  94598       (510)  988.9600         FAX  (510)  988.9673 


819  Striker  Avenue.  Suite  8    Sacramento,  CA  95834  (916)  921-9600         FAX  (916)  921-0100 


•ai-nuyiuiillililllMiliililiiiiniuaitiiiiri:  ..,:=:         .     :;   1  :-'.J.;;™rir7i)!311l)||||||illlilliiilMiiiiiiiinini7i5Si5E="""" 


fi SFUSD 

1551  NewcombAve.,  Rm.  103 
g  San  Francisco.  CA  94124 

i  Attention:      Bruce  Giannini 

~  .  -  3y?-?E-9--T!|<nHHiiiNi|iiiiiiMiiimiiii;ra;5iE-i; 
.:;..!::i.iwcisnr.iniiiiiiiiiiiuiiiii]iiLlkiky.3— .  .  -=—• 


Client  Proj.  ID.  Treasure  Island  ES 
Lab  Proj.  ID:  9710474 


?'L'=ii"i!i!!i'ililiilll!!iIllS^^=&=.-  -       " ~  hriiii 


Sam  pled 
Received 
Analyzed 


10/07/97  I! 
10/09/97  | 
see  below  i| 


Reported:  10/13/97  i 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

LaO  No:  9710474-08 

Sample  Desc  :  LIQUID.T.I.  5-B 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lao  NO.  9/1U47'J-Uy 

Sample  Desc  :  LIQUID,T.I.  5-C 

» 

Lead 

mg/L 

10/10/97 

0.0050 

0.0080 

Lab  No:  9710474-10 

Sample  Desc  LIQUID.T.I.  5-C  (duplicate) 

Lead 

mg/L 

10/10/97 

0.0050 

0.0080 

Lab  No:  971D474-11 
Sample  Desc  :  LIQUID.T.I.  13-A 

Lead 

mg/L 

10/10/97 

0.0050 

0.0090 

Lab  No:  9710474-12 
Sample  Desc  :  LIQUID.T.I.  13-B 

Lead 

mg/L 

10/10/97 

0.0050 

0.0080 

Lab  No:  9710474-13 
Sample  Desc  :  LIQUID.T.I.  13-C 

Lead 

mg/L 

10/10/97 

0.0050 

0.033 

Lab  NO.  9710474-14 
Sample  Desc  :  LIQUID.T.I.  13-D 

Lead 

mg/L 

10/10/97 

0.0050 

0.010 

Analytes  reported  as  N.D  ware  not  present  above  the  stated  limit  of  detection 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


10/14/97    11:58         TX/RX  NO. 0298         P. 003 


fk\  Sequoia 
~   "  Analytical 


680  Chesapeake  Drive  R«dwood  City,  CA  94063        (6J0)  FAX  (6S0)  364-9233 

404  N  Wlget  Lane  W»\vaH  Creek,  CA  94598       (510)  9&8-9600  FAX  (5 10)  98B-967J 

819  Striker  Avenue,  Suite  8    Sacramento,  CA  95834  (916)921-9600         FAX  (916)  921-QiOO 


ill  "SFUSD 

ill  1551  NewcombAve.,  Rm.  103 
San  Francisco,  CA  94124 


Client  Proj.  ID:  Treasure  Island  ES 
LabProj- ID:  9710474 


I  - , ;  ii .wuiimiliiilllllimiiiSi^E  fe  =      —-=:-?? iiiiiiiiiiilllllllllmllas  ™ 


Attention:     Bruce  Gianninl 

:!:':!!'!'™p|«fupmi|ii|iiuiliimillllliillniiiv',  •„  : .. .  .. ;  ^;h:S;::  ^  >:=:h;::;  ■■•tri;;iii|i|iiiiiiiimi  ,j-.,u=.  .,•  :     •    •  •^n'ar.nnwiilllliini:!;:;, 


Sampled:  10/07/97  !li 
Received:  10/09/97  ;;| 
Analyzed:  see  below  | 

Reported;  10/13/97  p 

:':::^nininiiiii  :;;,!;:  :  nnn'HHSsssisa'MiiiniiBiHlili.. 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710474-15 
Sample  Desc  :  LIQUIDJ.I.  14-A 

1  oari 

mn  /I 

10/10/Q7 

n  rwmn 

Lab  No:  9710474-16 
Sample  Desc  :  LIQUIDJ.I. 14-B 

Lead 

niy/(_ 

n  nnsn 

n  n 

Lah  Nn1  3710474.17 

Sample  Desc  :  LIQUIDJ.I.  14-C 

Lead 

mg/L 

10/10/97 

0-0050 

0.026 

Lab  No:  9710474-18 
Sample  Desc  :  LIQUIDJ.I.  15-A 

Lead 

mg/L 

10/10/97 

0.0050 

0.0070 

Lab  No:  9710474-19 
Sample  Desc  :  LlOUID,T.1. 15-B 

Lead 

mg/L 

10/10/97 

0.0050 

0.0070 

Lab  No:  9710474-20 

Sample  Desc  :  LIQUIDJ.I.  15-B  (duplicate) 

Lead 

mg/L 

10/10/97 

0.0050 

0.0070 

Lab  NO:  9710474-21 
Sample  Desc  :  LIQUIDJ.I.  15-C 

Lead 

mg/L 

10/10/97 

0.0050 

0.015 

Anaiytes  reported  as  N.D.  were  not  present  abeve  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


10/14/97    11:58         TX/RXN0.0298         P. 004 


nr  — 

VV  - 


19:"  12:  IOFV 


'ID i     r.  b  'z 


^^^V  C^nilOia  680  OlMW«ke  Drive  Redwood  Oiy.  CA  9406S       (650)364-9600  FAX  (650)  364.92J3 

t    A    A  N  W8etUr*  Walnut  Creek.  CA  94598       (510)  988-9600         FAX  (510)  988-967J 

yl^j^^Jy^j^^]  819  Striker  Avenue.  Suite  8    Sacramento,  CA  95834         (916)  931-9600        FAX  (916)  911-0100 


'iiinimimniiiiimiiiilllllliliu 


I  SFUSD 

|  1551  Newcomb  Ave.,  Rm  103 
1  San  Francisco.  CA  94124 


::;,;i'"^.!!!sniaotH'|iii|iiiiMlWMliiliTimi;r=ES3^S 
!•  ,::!l'!!l!i)i:iiiiiuluimuinu,ii:,,.n,!;!  !;::';r:::==:===i^=S!ii!:!:!!il!!ill!llllllll  . 

Client  Proj.  ID:  Treasure  Island  ES 
Lab  Proj.  ID:  9710474 


g  Attention:     Bruce  Glannini 


ssiillilllllllllllll! 


:!iiMj|:|||||||imiat-JL,>.'- 1 


Sampled:  10/07/97  1 
Received:  10/09/97  g 
Analyzed:  see  below  F;; 


SS'iiilllllllll!!!!!!!!'"*! 


::SSS=E!Wr4l|||lllllli:i!!ll 


Reported:  10713/97 


i!ii!:!imniimiK: 


laBiniiniLiji,. 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710474-22 
Sample  Desc  ;  LlQUIDJ.I. 16-A 

Lead 

mg/L 

10/10/97 

0.0050 

0.0050 

Lab  NO:  9710474-23 
Sample  Desc  :  LlQUIDJ.I.  16-B 

Lead 

mg/L 

10/10/97 

0.005O 

0.0060 

Lab  No:  9710474-24 
Sample  Desc  .  LlQUIDJ.I.  16-C 

Lead 

mg/L 

10/10/97 

0.0050 

0.024 

Lab  No:  9710474-25 
Sample  Desc  :  LlQUIDJ.I.  29-A 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No;  9710474-26 
Sample  Desc  :  LlQUIDJ.I.  29-B 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710474-27 
Sample  Desc  :  LlQUIDJ.I.  29-C 

Lead 

mg/L 

10/10/97 

0.0050 

0.0050 

Lab  No:  9710474-28 
Sample  Desc  :  LlQUIDJ.I.  33-A 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Anaiytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manage 


Page. 


10/14/97    11:58         TX/RX  NO. 0298         P. 005 


f  i  Cpmini^  680  Chesapeake  Drive  Redwood  City.  CA  94063      (650)364-9600         FAX  (650)  364-93;)  3 

f    A    \        JC^jUUla  404  N  Wiget  Lane  Walnut  Creek.  CA  94598       (510)  988-9600         FAX  (510)  998-9673 

AH3,lytiC3.1  Bt?  Slriker  Avemie.  Suite  8    Sacramento,  CA  95834         (916)  921-9600         FAX  (916)  9}  1-0 100 


1  -vf^SSWa  !»«??.*??*: 

in  SFUSD 

I  1551  Newcomb  Ave..  Rm.  103 
gj  San  Francisco,  CA  94124 


pi  Attention:     Bruce  Giannini 

\\y-.  in  •--:r^i3taciumiii:i!i;;": 

:=s::;  issiKiHSSjywisuMiiiii  iiiii;r.i5D=H:H=Hi==H=i 


iiiiiiniiiiiiiiuk 


Client  Proj.  ID:  Treasure  Island  ES 
LabProj.  ID:  9710474 


— siqiiiiiiiliiliH   


ftiHIIIIUHIIlMSu 


Sampled:  10/07/97  !!! 
Received:  10/09/97  | 
Analyzed:  see  below  g 


I'JUivHl  !Ui:illi„M 


••?»t;.'i.'!»iiii  mi       ::-;=:=i.=;2=!S'::-;.»!i'!iHilllllliiiiiii  r:"==== 


Reported:  10/13/97 

•:!,ii!l!IHIIlllllifcia==:^viiHi-::-";:-:::'!i"i|:|iibi«!sBsss 


 In 


LABORATORY  ANALYSIS 

Analyte  Units  Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  No:  9710474-29 
Sample  Desc  :  LlQUIDJ.l.  33-B 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No;  9710474-30 

Sample  Desc  :  LlQUIDJ.l.  33-B  (duplicate) 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Lab  No:  9710474-31 
Sample  Desc  :  LIQUID  J.I.  33-C 

Lead 

mg/L 

10/10/97 

0.0050 

0.0090 

Lab  No:  9710474-32 
Sample  Desc  :  LlQUIDJ.l.  Blank 

Lead 

mg/L 

10/10/97 

0.0050 

N.D. 

Analytes  reported  ae  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL     ELAP  #1210 


Sheila  Flynn 
Project  Manager, 


Page: 


10/14/97    11:58         TX/RXN0.0298         P. 006 


25.  1997   3 : 1 2 F V  so.  51  "C  F. 

Sequoia 
Analytical 


f  \  ""\         ^PnilOi^  680  Che*»pealce  Drive  Redwood  Otv.  CA  94063      (650)  364  9600         FAX  (650)  364-9233 

{_    m   -J                M  404  N.  WigM  Line  Walnut  Creek.  CA  9459»       (510)988-9600  FAX  (5 10)  988-9673 

A  1—^.2  1  ll9Striker  Avenue,  Suite  9     Sacramento,  CA  95834  (9 1 6)  921-9600  FAX  (916)  931-0100 


.       yi/_ 

SSFUSD  Client  Pro].  IDT*  Elk  Park 
-1561  NewcombAve.,  Rm.  103 

;  San  Francisco.  CA  94124  Lab  Proj.  ID:  9708A92 


IE  Attention;     Bruce  Giannini 

S^isEHf--  i-:  ••.'«?•>••  •■•hiiiihi  iimini 


TiifiiiiiiiiiiiiiiiiiiiriiiniinniiMiiiiTiinni 

Sampled;  08/14/97  g 
Received:  08/21/97  g 

Analyzed:  see  below  § 

i 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708A92-01 
Sample  Desc  UQUID,Elk  Park  1 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A92-02 

Sample  Desc  :  LIQUID.EIk  Park  1  Duplicate 

V 

N.D. 

Lead 

mg/L 

08/22/97 

0.0050 

Lab  No:  9708A92-03 
Sample  Desc  UQUID,Elk  Park  2 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A92-04 

Sample  Desc  :  LIQUlD,Elk  Park  2  Duplicate 

1  "      a.  ^ 

Lead 

mg/L 

08/22/97 

0.0050 

N.D.  — 

Lab  No:  9708A92-05 
Sample  Desc  :  UQUID,Elk  Park  3 

Lead 

mg/L 

OB/22/97 

0.0050 

N.D. 

Lab  No:  9708A92-06 
Sample  Desc  :  LlQUlD,Elk  Park  4 

Lead 

mg/L 

08/22/97 

0-0050 

N.D. 

Lab  No:  9708A92-07 
Sample  Desc  :  UQUID,Elk  Park  5 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Analytes  reported  &s  N.D.  were  not  present  above  the  stated  limit  of  detection 

SEQUOIA  ANALYTICAL  ELAP#i2io 


2ljL 

Sheila  Flynn 
Project  Manager/ 


Page: 


08/25/97    16:08         TX/RX  NO. 9188         P. 015 


aT\  Sequoia 
^0  Analytical 


6S0  Chesapeake  Drive  Redwood  Gty,  CA  94063 

404  N.  Wlget  Lane  Walnut  Crwk,  CA  $4598 

8 19  Sirlker  Avenue,  Suite  8     Sacramento,  CA  95834 


(650)  364-9600 
(510)  988-9600 
(916)  921-9600 


FAX  (650)  364-9233 
FAX  (510)  9BB-9673 
FAX  (916)  921-0100 


l«"u'-"==u^==^s=s5S535n£12EHEjh  H  i  iniiiiiiuiiujuuicuiMHmaaia^laiiin  nfi  ■.  ■  ■  ■  iuTTTnwfUi.o  lupuuuawwto  jtuuiiiiij  ufi  1 1  u   wmii 

S  SFUSD  Qient  Proj.  ID:  x  Elk  Park 


1551  NewcombAve.,  Rm.  103 
San  Francisco,  CA  94124 


Lab  Proj  ID:  9708A92 


S!  Attention: 


Bruce  Glannlni 


atimuasitttaajHiL'fari'-ut.ii'ti- 


LABORATORY  ANALYSIS 


Sampled:  08/14/97  g 
Received:  08/21  /97  | 
Analyzed:  see  below  Uj 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


1  ok  Kir-. •                n7HQ  Aoo  no 

Sample  Desc  :  LIQUID, Elk  Park  6 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lao  no.  y/uoAy^.-uy 
Sample  Desc :  LIQUID.EIk  Park  7 

Lead 

mg/L 

08/22/97 

0.0050 

N.D.  ~s 

Lab  No:  9708A92-10 
Sample  Desc :  LIQUID, Elk  Park  8 

Lead 

mg/L 

06/22/97 

0.0050 

0.025  S 

Lab  No:         9708A92-1 1 
Sample  Desc  :  UQUID,Elk  Park  9 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A92-12 
Sample  Desc :  UQLMD,Elk  Park  io 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A92-13 
Sample  Desc :  LIQUID.EIk  Park  11 

Lead 

mg/L 

08/22/97 

00050 

N.D. 

Lab  No:  9708A92-14 
Sample  Desc .  UQUID,Elk  Park  12 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


08/25/97    16:08         TX/RX  NO. 9188         P. 016 


AUG,  25.  1997  3:12PM 

Sequoia 
~   ~  Analytical 


50.  51 


680  Chenpeike  Drive  Redwood  dry,  CA  94063 

404  N  Wiget  Lane  Wjlnut  Creek.  CA  94  5 W 

fl9  Sinker  Avenue,  Suite  8     S»cramen«o,  CA  95834 


(650)  364  9600 
(510)  988  9600 
(916)  921-9600 


P. 


FAX  (650)  364-9133 
FAX  (510)  9M  9673 
FAX  (916)  921  0100 


| SFUSD 
1 1551  Newcomb  Ave.,  Rm.  103 
e  San  Francisco,  CA  94124 


II1I..1.IIIIIIIIIINII  IIU 


lllllllliiilllliiiMillllp™J!--aejJ3:i3^ 

Olent  Proj.  ID:     Elk  Park 


I  Attention:      Bruce  Glannlni 


Lab  Proj.  ID:  9708A92 


intni^i::!::::::::;::;:^ 


^WKmuuiiuiiiiiiiiiiiiiiiiuiinni 


^o-,;mi;m;«i;i;iiiiii;miuiiiiiiiiiiiiiiiiiiiiiii 


Sampled:  08/14/97  I; 
Received:  08/21/97  | 
Analyzed:  see  below  j}| 


QHfiiiSraiiimeE!!! 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

I  ah  KJa                Q7f"iRAQQ  1C. 

Sample  Desc  :  UQUID,Elk  Park  13 

Lead 

mg/L 

08/22/97 

0.0050 

hi  r> 

N.D. 

LaD  NO.            y/(JoAy^- 10 

Sample  Desc  :  LIQUID.EIk  Park  14 

Lead 

mg/L 

08/22/97 

0.0050 

0.026 

Lab  No:  9708A92-17 
Sample  Desc  :  LIQUID.EIk  Park  15 

Lead 

mg/L 

08/22/97 

0.0050 

0.019 

Lab  No:  9708A92-18 
Sample  Desc :  UQUID,Elk  Park  16 

Lead 

mg/L 

08/22/97 

0.0050 

N.D. 

Lab  No:  9708A92-19 
Sample  Desc  :  UQUID,Elk  Park  17 

Lead 

mg/L 

OB/22/97 

0.0050 

0.0077 

Lab  No:  9708A92-20 
Sample  Desc  :  LIQUID.EIk  Park  18 

r 

Lead 

mg/L 

08/22/97 

0.0050 

0.031 

Analytes  reported  as  N.D.  were  not  preeerrt  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL     ELAP  #1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/25/97    16:08         TX/RX  NO. 9188         P. 017 


SEP.  22.  1  99-    2 : 28FM 

£±\  Sequoia 
~  ~  Analytical 


HO.  62 


6S0  Chesapeake  Drive  Redwood  C«y,  CA  94063 

404  M.  Wlget  Lane  WiUt  Ct***,  CA  94598 

819  Striker  Averivt.  Suite  8    Sacramcnio.  CA  95634 


(650)  364-9600 
(510)  988-9600 
(916)  921-9600 


5      F.    12  ■ 

FAX  (650)  364-9233 
FAX  (J  10)  988-9673 
FAX  (916)  921-0100 


riirill1llll1llltl1lill'>t.!-4'-ru|ldliinilfKl(iIlf Mliljijirib  lIIIIIIIm,i,.,,.; 

iSPDSD   .  • 

jjj  1551  Newcomb  Ave.,  Rm.  103 

i  San  Francisco,  CA  94124 


;~=iJLiij^i-.':::::"N,l!,""!l!l""M''i":!"!:::i!i:^iiiiiiiiiiiwiiMuiiiTrfiiDr-!as5 
 aiwn  iimm  i        mi  1 1     i        -  -nssEKSS 


Client  Pro].  ID:  Tule  Elk  Park  CC 
Lab  Proj.  ID:  9709992 


Attention:      Bruce  Giannini 


Sampled:  09/17/97  f 
Received:  09/17/97  | 
Analyzed:  3ee  below 

!!! 

Reported:  09/22/97  I 

---  ■'!™^'lL!MnniBBi3is:;==-i-==^ 


LABORATORY  ANALYSIS 


Aoalyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

1  ah  Kin-  Q~7naQQ9.ft1 

uiu  inu.          y/ uyyy^-u  ■ 
Sample  Desc  :  LJQUID,2-1 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

I  ah  Mn1  Q7nQQQ9.n9 

Sample  Desc .  LIQUID,2-2 

Lead 

mg/L 

09/22/97 

0.0050 

0.0051 

Lao  iNO.  y/uyyy^-uo 
Sample  Desc :  UQUID,2-3 

Lead 

mg/L 

09/22/97 

0-0050 

0.0078 

Lab  No:  9709992-04 
Sample  Desc :  LIQUID,2-4 

Lead 

mg/L 

09/22/97 

0.0050 

0.0061 

Lab  No:  9709992-05 
Sample  Desc :  LlQUID,2-5 

Lead 

mg/L 

09/22/97 

0.0050 

0.0052 

Lab  No:  9709992-O6 
Sample  Desc  :  LIQUID,2-6 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709992-07 

Sample  Desc :  UQUID,2-6  Duplicate 

Lead 

09/22/97 

0  0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  .  ELAP#121Q 


Sheila  Flynn 
Project  Manager 


09/22/97  15:26 


TX/RX  NO. 9848         P. 01 2 


SEP.  22.  1997   2:28FM  -:c-  6215  F 

Sequoia 
~   ~  Analytical 


680  Cheiapeake  Drive  Redwood  Gty,  CA  94063      (650)  364-9600         FAX  (650)  364-9233 

404  N  Vt'ipei  L>n«  Walnut  Creek,  CA  94598       (510)  988-9600         FAX  (5 10)  938-9673 

819  Striker  Avenue  Suite  8     Sacramento.  CA  95834  (916)  921-9600  FAX  (»i6)  93 1-0100 


g SFUSD 
B  1551  Newcomb  Ave.,  Rm  103 
\  San  Francisco.  CA  94124 


■  ^^KMSBS^  "  'MijPllllillpil  mm^mmm 
Client  Proj.  ID:     Tule  Elk  Park  CC 

Lab  Proj.  ID:  9709992 


yoUsHIIHII|IIH|||:iu 


Sampled:  09/17/97  ;|j 
Received:  09/17/97  1 
Analyzed;  see  below  % 


|  Attention:      Bruce  Giannini 

iillPSIIIIIIIE^^^^ 


Reported:  09/22/97  i 

=:=— —  ^   *  ""''"lllll — — — IMIIIimiii;. .::  ...r., ■-...|iiiM||ti,.t:-.=±===-i: 

SSaBIIIIIIKSSSisSi^^ 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Umit 


Sample 
Results 


Lab  No:  9709992-06 
Sample  Desc  :  LIQUID, Blank 


Lead  mg/L  09/22/97  00050  N.D. 


Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


Page;  2 


09/22/97    15:26         TX/RX  NO. 9848         P. 013 


SEP.  21  195'    2 : 27PM  SC.  6215 

Sequoia 
~   ~  Analytical 


660  Chesapeake  Drive  Redwood  City,  CA  94063       (650)  564-9600  FAX  (650)  364-9233 

404  N.  W|get  Une  W»li>ut  Creek.  CA  94598       (510)988-9600         FAX  (510)  988-9673 

819  Swiker  Avenue,  Suite  8    Sacramento,  CA  95834         (9 1 6)  911-9600         FAX  (916)  921-0 100 


!Sl!«inilllinilHLl!!llS^ 


1  SFUSD 
I  1551  Newcomlp  Ave.,  Rm  103 
I  San  Francisco,  CA  94124 


Si"  ,„,iiiiiiiiiiiiiiiiiiiil;i. 


E-sssss8B9H!|i)iniiiiHiii»:i:;;;;~.M..- 


Client  Proj.  ID:  Tule  Elk  Parch  CC 
Lab  Proj.  ID;  9709996 


----- ^ssswwwiii.ioiiibUDairriH; 
.MiiiiiHiiiiiiNiiniiiii«Si!r.:!n=s55s^=s~=-sas!s 


if,  Attention:  Bruce  Giannini 


l  juiiiH|mi|||iniiiiiiiiiiHiii;i,„;;^_ 
-:ici'iiil!iiiliiniii  i'i       ,  ~3=si= 


■ — r""iiui;jj||«nl  :i  u:,:,:.. 


iHiMiiiiMnilliniHiim-wEBacr-i:— ~ r~ -^E!iia»iw)ii. 

Sampled:  09/17/97  f 
Received:  09/17/97  jg 
Analysed:  «ee  below 

iii 

Reported.  09/22/97  I 

w^im|i|||||iifliii;;:":::-:""  jmrnnni 
:E~ifciilHil]|lliiiiiiiu "-=.-    :• :. :i:r 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No.  9709996-01 
Sample  Desc .  UQUlD,3-i 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  NO:  9709996-02 
Sample  Desc  :  LIQUID, 3-2 

Lead 

mg/L 

09/22/97 

0.0050 

0.011 

Lab  No:  9709996-03 
Sample  Desc .  LIQUID,3-3 

Lead 

mg/L 

09/22/97 

00050 

N.D. 

Lab  No:  9709996-04 

Sample  Desc  :  LIQUID, 3-3  Duplicate 

Lead 

mg/L 

09/22/97 

0.0050 

N.D. 

Lab  No:  9709996-05 
Sample  Desc  :  LIQUID, Blank 

Lead 

mg/L 

09/22/97 

0-0050 

N.D. 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


Page:  1 


09/22/97  15:26 


TX/RX  NO. 9848         P. 010 


AUG,  27.  1997   4:32PK  SC.  5294     F.  21/44 

Sequoia 
~   ^  Analytical 


660  ChruprAc  Drive  Redwood  City,  CA  94063      (650)  364-9600         FAX  (650)  364-9233 

404  N.  Wigei  Ufx  W»lnut  Creek.  CA  94598       (510)  988-9600         FAX  (5l0)  988-9673 

819  Sicker  Avenue,  Suite  I    S»cr»mcnu>,  CA  95834  (916)  931-9600         FAX  (9 16)  931-0100 


lMHimiiiiiiiiiimiiiiii{r,ii,"j:-: 


B SFUSD 
§  1551  Newcomb  Ave.,  Rm.  103 
'I  San  Francisoo,  CA  94124 

1  Attention:     Bruce  Giannini 

ri-   j'^g^-y^rg^-wwiHiiiiiiinm  i  iimiiiiu 

 rn       ii  mmim— ■fidlMiyihimiiiiini  i 


Client  Pro).  ID:  Ulloa  Elementary 
Lab  Proj.  ID:  9708B71 


Sampled:  08/16/97 
Received:  08/22/97  ffi 
Analyzed:  see  below  § 


LABORATORY  ANALYSIS 


Analyto 

Units 

Date 
Analyzed 

Detection 
Um'it 

Sample 
Results 

Lab  No.  9708B71-01 
Sample  Desc  :  LIQUID, Ulloa  1 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B71-02 
Sample  Desc  :  UQUID,Ulloa  2 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B71-03 

Sample  Desc  :  UQUlD.UIloa  2  Duplicate 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B71-04 
Sample  Desc  :  UQUID.UIloa  3 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B71-05 

Sample  Desc  .  LIQUID, UIIm  3  Duplicate 

Lead  • 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B71-06 
Sample  Desc :  UQUID.UIloa  4 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

UbNo;  9708B71-07 

Sample  Desc  :  UQUID.UIloa  4  Duplicate 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

D 


D 


D 


Aneiytes  reported  as  N  O.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/27/97  17:27 


TX/RX  NO. 9248         P. 021 


AUG.  21  199'   4: 33PM 

fT\  Sequoia 
Analytical 


NO.  5294     F.  22/44 

680  Chesapeake  Orive  Redwood  Gey,  CA  94063       (650)  364-9600  FAX  (650)  364-913  3 

404  N.Wiget  Lane  Walnut  Creek,  CA  94598       (510)  988-9600  FAX  (510)  988-9673 

819  Striker  Avenue.  Suite  8     Sacramento,  CA  9S834  (916)  921.9600  FAX  (916)  92 1  01O0 


"SFUSD 

jjj  1551  NewcombAve.,  Rm.  103 
1  San  Francisco,  CA  94124 


^Attention:    _Bruce  Giannini 


Client  Proj.  ID:  Ulloa  Elementary 
Lab  ProJ.  ID;  9708B71 


~SH:E!:gMIIIHnil|M|tt||^^   

inm illllll  U;U-"l'"j====  ^-■j:=imiiiiniW™''^==^— ::,-^x^inHniiiinirii^::=====  -—'•fr* 

Sampled:  08/16/97  i 
Received:  08/22/97  jg 


Analyzed:  see  beiow  5 

E! 

Reported:  08/27/97  S 

siiijiigi^p^ijij^iiiiiiMi  ^  aT^aiig!!,i!!;"!" 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Delectlon 
Umit 

Sample 
Results 

Lab  No:  970BB71-08 
Sample  Desc  :  UQUID.UIloa  5 

Lead 

ma/L 

OB/26/97 

0  0050 

N.D. 

Lab  No:  9708B71-09 
Sample  Desc  :  UQUID.UIloa  6 

Lead 

ma/L 

08/26/97 

WW  /  £*\J  / 

0  0050 

N  D 

Lab  No-  9706671*10 
Sample  Desc  :  UQUID.UIloa  7 

Lead 

mg/L 

08/26/97 

0.0050 

0.0095 

Lao  No:  9708B71-11 
Sample  Desc  :  UQUID.UIloa  6 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B71-12 
Sample  Desc :  LIQUID.UIloa  9 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B7M3 
Sample  Desc  .  UQUlD,Ulloa  10 

C 

Lead 

mg/L 

08/26/97 

0.0050 

0.0081  v 

Lab  No:  9708B71-14 
Sample  Desc :  UQUID.UIloa  11 

Lead 

mg/L 

08/26/97 

0.0050 

0.012 

Analytes  reported  as  N.D  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  -  ELAP  #1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/27/97  17:27 


TX/RX  NO. 9248         P. 022 


AUG.  27.  195-   4:33PK  5294     F.  23/44 

Sequoia 
~  ~  Analytical 


680  Chesapeake  Drive  Redwood  Gry,  CA  Sh063      (650)  964-9600         FAX  (650)  364-9233 

404  N  Wiget  Lane  Vt'ilnui  Creek,  CA  94591       (5l0)  918-9600         FAX  (510)  988-9673 

•  19  Scrtker  Avenue,  Suite  8     Sacnmcmo,  CA  95834  (916)  911-9600  FAX  (916)  921-0100 


mini  mum  nun.. m. n^uJ.«i 


I  SFUSD 

|  1551  NewcombAve.,  Rm.  103 
I  San  Francisco,  CA  94124 
I 

Attention:      Bruce  Giannmi 

l|iiii»ie)miiiiiiiiiiiiiiiiiiiiiiiiiii:iuiiniiiiii'y'ii"i'j"'ii'i';-a^¥; ; 

.'uii:',  vu".        ~    — 


Client  ProJ.  ID:  Ulloa  Elementary 
Lab  Proj.  ID:  9708B71 


Sampled:  08/16/97  i 
Received:  OB/22/97  g 
Analyzed:  sea  below  | 


[pyjjllHjijijjjpag^ 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B71-15 
Sample  Desc :  LlQUlD.Ulloa  12 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B71-16 
Sample  Desc  :  LIQUID, Ulloa  13 

Lead 

mg/L 

08/26/97 

0-0050 

0.0091 

Lab  No:  9708B71-17 
Sample  Desc :  LIQUID, Ulloa  14 

Lead 

mg/L 

08/26/97 

00050 

N.D. 

Lab  No:  9708B71-18 
Sample  Desc :  LIQUID, Ulloa  16 

Lead 

mg/L 

08/26/97 

00050 

N.D. 

Lab  No:  9708B71-19 
Sample  Desc :  UQUID.UIloa  17 

Lead 

mg/L 

08/26/97 

0.0050 

0.017 

Lab  No:  9708B71-20 
Sample  Desc :  LlQUlD,Ulloa  18 

Lead 

mg/L 

08/26/97 

0.0050 

0.0051 

Lab  NO.  9708B71-21 
Sample  Desc  :  LIQUID, Ulloa  19 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Anafytes  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


08/27/97  17:27 


TX/RX  NO. 9248         P. 023 


/T\  Sequoia 
~  ~  Analytical 


680  Chesapeake  Drive  Redwood  Qty,  CA  94063  (650)  364-9600  FAX  (650)  364-9233 
404  K.  ^i«et  Ur>e  Walnut  0«ek,  CA  94598       (510)  988-9600         FAX  (510)  988-9673 

819  Striker  Avenue,  Suite  8    Sacramento.  CA  95834         (916)  921-9600         FAX  (916)  921-0100 


BnBiiaiwpji 


SFUSD 

1551  Newcomb  Ave.,  Rm.  103 
San  Francisco,  CA  94124 


Client  Proip'D:  Ulloa  Elementary 
Lab  Proj.  ID:  9708B71 


i  Attention:      Bruce  Glannlnl 

llljiiiii[iiH«Hpji(^i5i]Iill<'?Enim?TWi>r]!  ■ 


umiiiUMiiiiiniiiMiiiiiuiinnrinDEnmKnTaBiaMaiMMiTUJTiiiiimiMiiihiiiiiniiuiitiiiiiuiiuniniiiiininiujinan 


Sampled:  08/16/97  ni 
Received:  08/22/97  !!! 
Analyzed:  see  below  i 

a 

Reported:  08/27/97  j 


.UUI'iMH 

JJHU(.'lt!»!»in*H!l^ii! 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9708B71-22 
Sample  Desc  :  UQUID.UHoa  20 

Lead 

ma/L 

OB/26/97 

0  0050 

Nl  D 

Lab  No:  9708B71-23 
Sample  Desc  :  LIQUID, Ulioa  21 

Lead 

mg/L 

08/26/97 

0.0050 

0.0062 

Lab  No:  9708B71-24 
Sample  Desc :  LIQUID,UHoa  22 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B71-25 
Sample  Desc .  uQuiD,uiioa  24 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B71-26 
Sample  Desc :  UQUID,Ulloa  25 

Lead 

mg/L 

08/26/97 

0.0050 

N.D. 

Lab  No:  9708B71-27 
Sample  Desc  :  LIQUID, Ulloa  26 

Lead 

mg/L 

08/26/97 

0.0050 

0.0062 

Vnatytes  reported  as  N.D.  were  not  present  above  the  slated  limit  of  detection. 


SEQUOIA  ANALYTICAL  ELAP#1210 


Page: 


08/27/97  17:27 


TX/RX  NO. 9248         P. 024 


Page  1 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49184 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  7 

1551  Newcomb  Avenue,  Rm.  103  ULLOA  ES  Date  Sampled  10/2/9  7 

San  Francisco,  CA   94124  n  t  a    .    .  4rt,0,„, 

1  Date  Received  10/3/97 

Date  Analyzed  10/3/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
FIRST  F 
FIRST  C 

1  1  A 

49184-01 

HG  FOUNTAIN 
LOOR,  ROOM  021 
)RAW 

<  1.0 

1.0 

Client 
Micro 

DRINKI 
RRSTF 
FIRST  t 

1  1  B 

49184-02 

MG  FOUNTAIN 
LOOR,  ROOM  021 
)RAW 

<  1.0 

1.0 

Client 
Micro 

DRINKI 
FIRST  F 
RRST  r 

1  1  C 

49184-03 

HG  FOUNTAIN 
LOOR,  ROOM  021 
)RAW 

<  1.0 

1.0 

Client 
Micro 

DRINKI 
RRSTF 
FIRST  t 

17A 

49184-04 

HG  FOUNTAIN 
LOOR,  ROOM  001 
)RAW 

1  .4 

1.0 

Client 
Micro 

DRINKI 
FIRST  F 
FIRST  I 

17B 

49184-05 

HG  FOUNTAIN 
LOOR,  ROOM  001 
)RAW 

4.4 

1.0 

Technical  Supervisor: 


Farid  Ra 


10/7/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  inorinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  titQSj.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  49184 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  7 

1551  Newcomb  Avenue,  Rm.  103  ULLOA  ES  Date  Sampled  10/2/97 

San  Francisco,  CA    94124  Date  Received  1  0/3/9  7 

Date  Analyzed  10/3/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

DRINKI 
FIRST  F 
FIRST  I 

17C 

49184-06 

MG  FOUNTAIN 
LOOR,  ROOM  001 
>RAW 

3.4 

1.0 

Client 
Micro 

BLANK 

BLANK 

49184-07 

<  1.0 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for>ead  afialVsts-wPdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificatert037J  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


OCT-05-98  MON  01:37  PM 


FAX  NO. 


P.  02 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    6  0516 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  32 

1551  Newcomb  Avenue,  Rm.  103  VISITACION  VALLEY  ES  Date  Sampled  9/23/98 

San  FrandSCO,  CA    94124  Date  Received  9/23/98 

Dale  Analyzed  9/25/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 

1 

Micro 

60516-01 

DRINKING  FOUNTAIN 
HALL  BY  ROOM  6  -  LEFT 

<  1 

1 

Client 

2 

Micro 

60516-02 

1 

SINK  FAUCET 
ROOM  17 

4 

Client 

3 

Micro 

60516-03 

DRINKING  FOUNTAIN 
HALL  BY  ROOM  6  •  RIGHT 

2 

1 

Client 

4 

Micro 

60516-04 

1 

SINK  FAUCET 
ROOMS 

3 

Client 

5 

Micro 

60516-05 

3 

1 

SINK  FAUCET 
KITCHEN 

Technical  Supervisor:  ^—-^c^—^. — s^—---'    9/29/98       Analyst:  ,  15  

Farid  Rameza>HMO^tj7^S>^     Date  Reported 

Micro  Analytical  Laboratories.  Inc.  Is  accredited  for  Iea3"fcnalys!s  IrTdTliTETng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1097.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  31138  (Standard  Methods  for  the  Examination  ol  Water  and  Wastewater,  16th  odltion,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Walor  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  «  parts  per  billion. 


5900  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


OCT-05-98  MON  01:38  PM 


FAX  NO. 


P.  03 


Page  2 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  60516 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  32 

1551  Newcomb  Avenue,  Rm.  103  VISITACION  VALLEY  ES  Date  sampled  9/23/98 

San  Francisco,  CA  94124  Dau,R.e«iv»d  9/23/96 

Date  Analyzed  9/2  5/9  8 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

PHINKtl 
HALL  B 

6 

60516-06 

*G  FOUNTAIN 

Y  ROOM  102  -  LEFT 

<  1 

•  .1 

Client 
Micro 

DRINKll 
HALL  B 

7 

60516-07 

«G  FOUNTAIN 

V  ROOM  102 -RIGHT 

<  1 

1 

Client 
Micro 

SINK  Fi 
ROOM  1 

8 

60516-08 

UICET 
02 

<  1 

1 

Client 
Micro 

SINK  Fi 
ROOM1 

9 

60516-09 

UJCET 
04 

1 

1 

Client 
Micro 

StNKFi 
ROOM1 

1  0 

60516-10 

\WSET 
01 

2 

1 

Technical  Supervisor:    F^^T — -^9/29/98       Analyst:   £S  

Farid  Rame^a^^^.Mjr^    Date  Reported 

Micro  Analytical  Laboratories,  Inc.  Is  accredited  lor  lead  analysts  In  drinking  water  by  the  California  Department  at  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Cortlflcata  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Waslswater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  bo  reproduced  except  In  lull,  with  the 
approval  ol  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


OCT-05-98  MON  01:38  PM 


FAX  NO. 


P.  04 


Page  3 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    60S  18 

SFUSD  ■  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  32 

1551  Newcomb  Avenue,  Rm.  103  VISITACION  VALLEY  ES  Dato  Sampled  9/23/95 

San  FranciSCO,  CA    94124  Data  Received  9/23/98 

Date  Analyzed  9/25/98 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


1 1 


Moo  60516-11 

SINK  FAUCET 
ROOM  106 


Client 


12 


Micro  60516-12 

DRINKING  FOUNTAIN 
HALL  BY  ROOM  106  -  LEFT 


Client 


13 


Micro  60516-13 

DRINKING  FOUNTAIN 
HALL  BY  ROOM  10S  •  RIGHT 


Client 


14 


Micro  60516-14 

SINK  FAUCET 
ROOM  106 


Client 


15 


Micro  60516-15 

DRINKING  FOUNTAIN 
HALL  BY  AUDITORIUM 


Technical  Supervisor: 


Analyst: 


Farid  Rama^anzkdeh,  M.SV^>   Date  Reported 

Micro  Analytical  Laboratories,  Inc.  is  accrodlted  for  lead  analysis  in  drinking  water  by  tho  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzod  by  Graphite  Furnace  Atomic  Absorption  Spoctromotry  In 
accordance  with  Method  3113B  (Standard  Methods  for  tha  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association.  Water  Pollution  Control  Fedoration).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories.  Inc.,  and  pertains  only  to  the  sampios  analyzed.  Unit  explanation:  ppb  *  pans  per  billion. 


5900  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653.0524 


OCT-05-98  MON  01:39  PM 


FAX  NO. 


P.  05 


Page  4 

MICRO  ANALYTICAL  LABORATORIES,  INC, 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    6  0  516 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  32 

1551  Newcomb  Avenue,  Rm.  103  VISITACION  VALLEY  ES  Dato  sampled  9/23/98 

San  Francisco,  CA    94124  Data  Received  g/23/98 

Dale  Analyzed  9/25/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  FJ 
ROOMS 

16 

60516-16 

09 

2 

•  .1 

- 

Client 
Micro 

SINK  Ff 
ROOM  a 

17 

60516-17 

MJCET 
M 

<  1 

1 

Client 
Micro 

DRINKI 
HALL  B 

16 

60516-18 

MQ  FOUNTAIN 

V  ROOM  206  •  LEFT 

<  1 

1 

Client 

Micro 
ORTNKI 

HALLB 

1  9 

60516-19 

NG  FOUNTAIN 

Y  ROOM  20a -RIGHT 

<  1 

1 

Client 

Micro 
Sink  fj 

ROOMS 

20 

60516-20 

MJCET 

"07 

1 

1 

Technical  Supervisor: 


Analyst: 


FR 


Dale  Reported 


Micro  Analytical  Laboratories,  Inc.  is  accredited  (or  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #1037.  Samples  are  analyzed  by  Gniphlto  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  lor  the  Examination  of  Water  end  Wastewater,  16th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  Iho 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  (he  samples  analyzed.  Unit  explanajign;  ppb  ■  pans  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


OCT-05-98  MON  01:39  Pfl 


hftX  NU. 


r.  Ub 


Page  5 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  m    6  0516 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  toui  $*mpk>s  32 

1551  Newcomb  Avsnue,  Rm.  103  VISITACION  VALLEY  ES  Date  Sampled  9/23/9B 

San  FranciSCO,  CA    94124  Date  Received  9/ 2 3/ 9  B 

Date  Analyzed  9/25/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  F> 

room  a 

21 

60516-21 

UJCET 
08 

1 

1 

Client 
Micro 

SiNKW 
TEACH! 

22 

60516-22 

WCET 

zR  KITCHEN 

<  1 

1 

Client 
Micro 

SINK  FJ 
ROOMS 

23 

60516-23 
UJCET 

m 

<  1 

1 

Client 
Micro 

SINK  FJ 
ROOMS 

24 

60516-24 

UJCET 
KM 

<  1 

1 

Client 
Micro 

SINK  FJ 

room: 

25 

60516-25 
UlCET 

m 

1 

1 

Technical  Slip*™.*™-     9-   ^^^7^  ^/29/9B       Analyst:   15  

Farid  Ramega7iz^d^U£s>x      Date  Reported 

Micro  Analytical  Laboratories,  Inc.  is  accredited  lor  leadanalysls  In  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  31196  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  odition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association.  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  -  parts  por  billion. 


5900  HOLUS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


OCT-05-98  MON  01:40  PM 


FAX  NO. 


r.  Ur 


Pag*  6 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063                                                                         PROJECT:  Micro  Log  In  60516 

SFUSD  -  Asbestos  Control  Program                  S.F.U.S.D.  Total  samples  32 

1551  Newcomb  Avenue,  Rm.  103  VISIT  AGIO  N  VALLEY  ES                Date  Sampled  9/23/9  b 

San  Francisco,  CA  94124  Date  Received  9/2 3/9 b 


Pate  Analyzed  9/25/9  8 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  n 
ROOMS 

26 

60516-26 

WCET 
02 

<  1 

1 

Client 
Micro 

DRINKII 
HALL  H 

27 

60516-27 

S>G  FOUNTAIN 

Y  ROOM 202 -LEFT 

<  1 

1 

Client 
Micro 

ORINKI 
HAU.fi 

28 

60516-28 
HQ  FOUNTAIN 
V  ROOM  202  •  RIGHT 

1 

1 

Client 
Micro 

SINK  Fi 
ROOMS 

29 

60516-29 

UJCET 
!01 

2 

1 

Client 
Micro 

MULTtf 
EXT  LO 

30 

60516-30 

LE  DRINKING  FOUNTAIN 
WER 

4 

1 

Technical  Supervisor: 


Farld  Ram^an^efV^S^       Date  Reported 

Micro  Analytical  Laboratoriee,  Inc.  Is  accredited  for  lead  analysis  In  drinking  water  by  the  California  Departmont  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037,  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  ror  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992,  Amorican  Public  Hoalth 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratorios,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  e  pans  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0624 


OCT-Ob-98  HON  01=40  PM 


FAX  NO. 


P.  08 


Pag*  7 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
V1SITACION  VALLEY 


ES 


Micro  Log  In  60516 
Total  Samples  32 
Date  Sampled  9/23/98 
Date  Received  9/23/98 
Dato  Analyzed  9/25/98 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

31 

Micro  60516-31 

MULTIPLE  DRINKING  FOUNTAIN 
EXT  UPPER 

<  1 

1 

Client 

BLANK 

Micro 
BLANK 

60516-32 

<  1 

1 

Technical  Supervisor: 


 Q/' 


Farid  Rami 


9/29/9*  Analyst: 


FR 


Date  Reported 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  tho  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  fa 
accordance  with  Method  311  SB  (Standard  Methods  lor  the  Examination  of  Water  and  Wastewater,  1Blh  edition,  1992,  American  Pub-He  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  In  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  end  pertains  only  to  tho  samples  analyzed.  Unit  explanation:  ppb  «=  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  7521 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  22 

1551  Newcomb  Avenue,  Rm.  103  VISITACION  VALLEY  MS  DateSampied  8/16/97 

San  Francisco,  CA   94124  _  . 

Date  Received  8/19/97 
Date  Analyzed  8/24/97 


Detection 


Client  Sample  ID 

Lcou  v^onceniraiion 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

VVMS  1 

Micro 

47521-01 

WATER-COOLED  DRINKING  FOUNTAIN 
CAFETERIA  /  225 
FIRST  DRAW 

5.3 

1 .0 

Client 

VVMS  2 

Micro 

47521-02 

3.8 

1.0 

WATER-COOLED  DRINKING  FOUNTAIN 
C92  (HALL)  /  FIRST  DRAW 

Client 

VVMS  3 

Micro 

47521-03 

<  1.0 

1.0 

WATER-COOLED  DRINKING  FOUNTAIN 
C90  (HALL)  /  FIRST  DRAW 

Client 

VVMS  4 

Micro 

47521-04 

1.0 

WATER-COOLED  DRINKING  FOUNTAIN 
207 /FIRST  DRAW 

2.2 

Client 

VVMS  5 

Micro 

47521-05 

16.4 

1.0 

WATER-COOLED  DRINKING  FOUNTAIN 
C90  (HALL)  /  FIRST  DRAW 

Technical  Supervisor:  Hi  ^  9/5/97   Analyst: 


Farid  RarTie^aT^adetiTM^S^^ 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  Iead~ana1ysis  ^n^rTrTKtng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  MOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47521 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  22 

1551  Newcomb  Avenue,  Rm.  103  VISITACION  VALLEY  MS  Date  Sampled  8/16/97 

San  FranciSCO,  CA    94124  Date  Received  8/19/97 

Date  Analyzed  8/24/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

VVMS  6 

Micro  47521-06 

SINK  FAUCET 

219  B  /  FIRST  DRAW 

1  3 

1  0 

Client 

VVMS  7 

Micro  47521-07 

SINK  FAUCET 
220 /FIRST  DRAW 

<  1.0 

1.0 

Client 

VVMS  8 

Micro 

47521-08 

1.0 

WATER-COOLED  DRINKING  FOUNTAIN 
228 /FIRST  DRAW 

2.0 

Client 

VVMS  9 

Micro 

47521-09 

1.0 

WATER-COOLED  DRINKING  FOUNTAIN 
228  /  FIRST  DRAW 

2.7 

Client 

VVMS  10 

Micro 

47521-10 

1.3 

1.0 

WATER-COOLED  DRINKING  FOUNTAIN 
229 /FIRST  DRAW 

Technical  Supervisor:         L  Llf!    Analyst:   ™  

Farid  RamezanzaderjZ^3>CT~^> 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  521 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  2 

1551  Newcomb  Avenue,  Rm.  103  VISITACION  VALLEY  MS  DateSampied  8/16/97 

San  Francisco,  CA   94124  _  •  _ 

Date  Received  8/19/97 
Date  Analyzed  8/2  4/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

VVMS  11 

6.2 

1.0 

Micro  47521-11 

WATER-COOLED  DRINKING  FOUNTAIN 
229A  /  FIRST  DRAW 

Client 

VVMS  12 

<      1  .0 

1.0 

Micro  47521-12 

SINK  FAUCET 
225A  /  FIRST  DRAW 

Client 

VVMS  13 

2.2 

1.0 

Micro  47521-13 

WATER-COOLED  DRINKING  FOUNTAIN 
C92  (HALL)  /  FIRST  DRAW 

Client 

VVMS  14 

1.7 

1.0 

Micro  47521-14 

WATER-COOLED  DRINKING  FOUNTAIN 
C90  (HALL)  /  FIRST  DRAW 

Client 

VVMS  15 

1.3 

1.0 

Micro  47521-15 

WATER-COOLED  DRINKING  FOUNTAIN 
C93  (HALL)  /  FIRST  DRAW 

Technical  Supervisor:      3  fef±2^^      j--l<—    975/97   Analyst:  

Farid  Ramezanzadeh,  M.-S, 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47521 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  22 

1551  Newcomb  Avenue,  Rm.  103  VISITACION  VALLEY  MS  Date  Sampled  8/16/97 

San  FranciSCO,  CA    94124  Date  Received  8/19/97 

Date  Analyzed  8/24/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

VVMS  16 

Micro  47521-16 

WATER-COOLED  DRINKING  FOUNTAIN 
C92  /  FIRST  DRAW 

2.4 

1.0 

Client 

VVMS  17 

Micro  47521-17 

SINK  FAUCET 
308 /FIRST  DRAW 

2.9 

1.0 

Client 

VVMS  18 

Micro  47521-18 

SINK  FAUCET 
308 /FIRST  DRAW 

< 

1.0 

1.0 

Client 

VVMS  19 

Micro  47521-19 

SINK  FAUCET 
308 /FIRST  DRAW 

< 

1.0 

1.0 

Client 

VVMS  20 

Micro  47521-20 

SINK  FAUCET 
308 /FIRST  DRAW 

1 .3 

1.0 

A 


Technical  Supervisor:      .  — 9/5/97   Analyst:  FR 


Farid  Ramezarizadeh^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  VISITACION  VALLEY  MS 

San  Francisco,  CA  94124 


Micro  Log  In    4  7  5  21 
Total  Samples  2  2 
Date  Sampled  8/16/97 
Date  Received  8/19/9  7 
Date  Analyzed  8/24/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

VVMS  21 

3.7  . 

1.0 

Micro  47521-21 

SINK  FAUCET 
308  /FIRST  DRAW 

Client 

VVMS  22 

<  1.0 

1.0 

Micro 

BLANK 

47521-22 

-7  /n  ^ 

Technical  Supervisor:  1'  — ^"w^  9/5/97   Analyst:   EL 

Farid  Ramezanzadeh  J 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  "drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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ORIGINAL  , 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  A  A  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco.  CA  94124 


PROJECT: 
S.F.U.S.D. 
WALDEN  HOUSE 


Micro  Log  In    5  0414 
Total  Samples  4 
Date  Sampled   11/6/9  7 
Date  Received  11/6/97 
Date  Analyzed  1  1  /6/97 


Detection 

Lead  Concentration                  Limit  Comments 
Client  Sample  ID                  (ppb)  (PPb) 

Client 
Micro 

SINK  ft 
MAIN  Kl 

iNrruu 

1 

5041 4  01 
MJCET 

(TCHEN.  1ST  FLOOR 
DRAW 

<  1.0 

1.0 

Client  !  2 
Micro  50414-02 

SINK  FAUCET 

sw  kitchen,  1st  floor 

INITIAL  DRAW 

1.4 

1.0 

Client  |  a 

Micro  50414-03 
WATER-COOLED  DRINKING  FOUNTAIN 
NORTH  EAST.  2ND  FLOOR 
INITIAL  DRAW 

<  1 .0 

1.0 

Client  1  4 

Micro  50414-04 

WATER-COOLED  DRINKING  FOUNTAIN 
NORTH  EAST.  2ND  FLOOR 

iNrruu.  draw 

<  1 .0 

1.0 

Technical  Supervisor: 


Micro  AnBiyt.cAi  Laboratonea,  Inc  is  accredited  Iorloa3  enatywejojrinking  water  by  the  Calilomia  Oepartrnant  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphlto  Furnace  Atomic  Absorption  Spectrometry  In 
accordance  with  Method  3113B  (Standard  Methods  lor  Ihe  Examination  ol  Water  and  Wastewater.  18th  oditlon.  1992.  Amencan  Public  Health 
Association,  Am  mcbh  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  lull,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  Ihe  samples  onalyied.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLDS  STREET.  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  663-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
R.  WALLENBERG  HS 


Micro  Log  In    4  8  5  5  9 
Total  Samples  9 
Date  Sampled  9/14/9  7 
Date  Received  9/16/97 
Date  Analyzed  9/16/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

DRINKI 
CAFE,  f 
INITIAL 

1 

48559-01 

MG  FOUNTAIN 
M25  NORTH  WALL 
SCREENING 

4.2 

1.0 

Client 
Micro 

DRINKI 
1STFLC 
INITIAL 

2 

48559-02 

MG  FOUNTAIN 
XDR  C-92 
SCREENING 

2.9 

1.0 

Client 
Micro 

DRINKI 
1ST  FLC 
INITIAL 

3 

48559-03 

MG  FOUNTAIN 
)OR  C-90,  SOUTH 
SCREENING 

1.1 

1.0 

Client 
Micro 

DRINKII 
1ST  FLC 
INITIAL 

4 

48559-04 

MG  FOUNTAIN 
XDR  C-90,  NORTH 
SCREENING 

9.8 

1.0 

Client 
Micro 

DRINKII 
2ND  FL( 
INITIAL 

5 

48559-05 

MG  FOUNTAIN 
30R  C-90,  NORTH 
SCREENING 

10.2 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  aliaTysb-irLdiJnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


2 


1063  PROJECT:  Micro  Log  In    485  59 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  9 

1551  Newcomb  Avenue,  Rm.  103  R.  WALLENBERG  HS  Date  Sampled  9/14/97 

San  Francisco,  CA    94124  Date  Received  9/16/97 

Date  Analyzed  9/16/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

DRINKI 
2ND  FL 
INITIAL 

6 

48559-06 

MG  FOUNTAIN 
DOR  C-90,  SOUTH 
SCREENING 

1  0.9 

1.0 

Client 
Micro 

DRINKII 
BASEM 
INITIAL 

7 

48559-07 

MG  FOUNTAIN 
ENT,  GYM  R-014 
SCREENING 

7.7 

1.0 

Client 
Micro 

DRINKII 
BASEM 
INITIAL 

8 

48559-08 

MG  FOUNTAIN 

ENT  LEVEL  C-90,  SOTH 

SCREENING 

22.2 

1.0 

Client 
Micro 

BLANK 

9 

48559-09 

<      1 .0 

1.0 

Technical  Supervisor: 


9/16/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  artalysisNn  d?rnkinjfWater  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037/~Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc..  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3 1 1 3 B 


1063  PROJECT:  Micro  Log  In    47  849 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  3  9 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  WASHINGTON  HS  Date  Sampled  8/26/97 

San  Francisco,  CA  94124  ^  ,  _ 

'  Date  Received  8/27/97 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1 

<      1 .0 

1.0 

Micro  47849-01 

DRINKING  FOUNTAIN 
1ST  FLOOR 
FIRST  DRAW 

(ANGLE  DID  NOT  PERMIT  FULL  LITER) 

Client 

2 

<  1.0 

1.0 

Micro  47849-02 

DRINKING  FOUNTAIN 
1ST  FLOOR  BY  ROOM130 
FIRST  DRAW 

Client 

3 

9.1 

1.0 

Micro  47849-03 

DRINKING  FOUNTAIN 
3RD  FLOOR  BY  ROOM  324 
FIRST  DRAW 

Client 

4 

<      1 .0 

1.0 

Micro  47849-04 

SINK  FAUCET 

3RD  FLOOR  BY  ROOM  324 

FIRST  DRAW 

Client 

5 

<  1.0 

1.0 

Micro  47849-05 

DRINKING  FOUNTAIN 
3RD  FLOOR  BY  ELEVATOR 
FIRST  DRAW 

Technical  Supervisor:     -?  /c" — ^ /"^^-^ "  — 9/7/97   Analyst:  

Farid  Ramezanzadeh,  MrS, 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foNead-anatveie^r+^rinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47849 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  39 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  WASHINGTON  HS  Date  Sampled  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  8/27/97 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

DRINKI 
3RD  FU 
FIRST  t 

6 

47849-06 

NG  FOUNTAIN 

DOR  OUTSIDE  ROOM  314 

)RAW 

<  1.0 

1.0 

Client 
Micro 

DRINKI 
3RD  FL( 
FIRST  t 

7 

47849-07 

HG  FOUNTAIN 

DOR  OUTSIDE  ROOM  304 

)RAW 

1.7 

1.0 

Client 
Micro 

DRINKI 
3RD  FU 
FIRST  C 

8 

47849-08 

MG  FOUNTAIN 

DOR  OUTSIDE  ROOM 

>RAW 

<  1.0 

1.0 

Client 
Micro 

DRINKII 
2ND  FL( 
FIRST  C 

9 

47849-09 

<*G  FOUNTAIN 

DOR  OUTSIDE  ROOM  236 

>RAW 

<  1.0 

1.0 

Client 
Micro 

DRINKII 
2ND  FL( 
FIRST  C 

1  0 

47849-10 

MG  FOUNTAIN 

DOR  OUTSIDE  ROOM  232 

>RAW 

<  1.0 

1.0 

Technical  Supervisor:   V  Ikl:  ~'^~~~'\t~     ■  9/7/97   Analyst:   EL 

Farid  Ramezanzadeh,  M.S. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  1or-Jead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  84  9 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  39 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  WASHINGTON  HS  Date  sampled  8/26/97 

San  Francisco,  CA  94124  n  ,  _ 

'  Date  Received  8/27/97 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  1 

<  1.0 

1.0 

Micro  47849-11 
SINK  FAUCET 

FACULTY  LOUNGE  2ND  FLOOR 
FIRST  DRAW 

Client 

1  2 

1.2 

1.0 

Micro  47849-12 

DRINKING  FOUNTAIN 
2ND  FLOOR 
FIRST  DRAW 

Client 

1  3 

2.4 

1.0 

Micro  47849-13 

DRINKING  FOUNTAIN 

OUTSIDE  ROOM  212  -  2ND  FLOOR 

FIRST  DRAW 

Client 

1  4 

<      1 .0 

1.0 

Micro  47849-14 

DRINKING  FOUNTAIN 

OUTSIDE  ROOM  203  -  2ND  FLOOR 

FIRST  DRAW 

Client 

1  5 

<  1.0 

1.0 

Micro  47849-15 

DRINKING  FOUNTAIN 
OUTSIDE  ROOM  105 
FIRST  DRAW 

Technical  Snpprvignr  X  ££irr i  "v   9/7/97   Analyst:   !2*  

Farid  Ramezanzadeb^M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited -tor  lead  anatysisjn,  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  MOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47849 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  3  9 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  WASHINGTON  HS  Date  Sampled  8/26/97 

San  Francisco,  CA  94124  n  ,  0  . 

1  Date  Received  8/2  7/9  7 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  6 

<  1.0 

1.0 

Micro  47849-16 

DRINKING  FOUNTAIN 

OUTSIDE  ROOM  1 19B  -  1ST  FLOOR 

FIRST  DRAW 

Client 

1  7 

<  1.0 

1.0 

Micro  47849-17 

DRINKING  FOUNTAIN 
OUTSIDE  139  1ST  FLOOR 
FIRST  DRAW 

Client 

1  8 

<       1  .0 

1.0 

Micro  47849-18 

DRINKING  FOUNTAIN 
OUTSIDE  AUDITORIUM 
FIRST  DRAW 

Client 

1  9 

<  1.0 

1.0 

Micro  47849-19 

DRINKING  FOUNTAIN 
1ST  FLOOR  NEAR  M  24 
FIRST  DRAW 

Client 

20 

<  1.0 

1.0 

Micro  47849-20 

DRINKING  FOUNTAIN 
BASEMENT  OUTSIDE  M06 
FIRST  DRAW 

7/>  £  _ 

Technical  Supervisor:    *  ^ "  '<  ^  '  ^   9/6/97  Analyst:  FR 

Fand  Ramezanzadeti,  M.S. 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  In  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 


Page  5 


MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT: 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D. 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  WASHINGTON  HS 

San  Francisco,  CA  94124 


Micro  Log  In    4  7  84  9 
Total  Samples  3  9 
Date  Sampled  8/2  6/9  7 
Date  Received  8/27/97 
Date  Analyzed  9/1/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


21 


Micro  47849-21 

DRINKING  FOUNTAIN 
GIRLS'  GYM  LOCKER  ROOM 
FIRST  DRAW 


1.3 


1.0 


Client 


22 


Micro  47849-22 

DRINKING  FOUNTAIN 
BOYS  LOCKER  ROOM 
FIRST  DRAW 


1 .0 


1.0 


Client 


23 


Micro  47849-23 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  GYM 
FIRST  DRAW 


1 .0 


1.0 


Client 


24 


Micro  47849-24 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  GYM 
FIRST  DRAW 


1.0 


1.0 


Client 


25 


Micro  47849-25 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  MAIN  BLDG. 
FIRST  DRAW 


1.0 


1.0 


Technical  Supervisor:   °    ^ — ^  — —  ,:-  — ^"~~97 7/97   Analyst:   E£  

Farid  Ramezanzadeh,  -M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis. in_drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  784  9 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  9 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  WASHINGTON  HS  Date  Sampled  8/26/97 

San  Francisco,  CA  94124  _  ,  D  . 

'  Date  Received  8 1 27 /9  7 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

26 

<  1.0 

1.0 

Micro 

BLANK 

47849-26 

Client 

27 

<  1.0 

1.0 

Micro  47849-27 

MULTIPLE  DRINKING  FOUNTAIN 
OUTSIDE  MAIN  BLDG.  ROOM102 
FIRST  DRAW 

Client 

28 

<  1.0 

Micro  47849-28 

SINK  FAUCET 
FACULTY  LOUNGE 
FIRST  DRAW 

1.0 

Client 

29 

4.4 

Micro  47849-29 

SINK  FAUCET 
ROOM  114 
FIRST  DRAW 

1.0 

Client 

30 

<  1.0 

Micro  47849-30 

SINK  FAUCET 
ROOM  114 
FIRST  DRAW 

1.0 

Technical  Supervisor:  1       "~ '^><C  ^      9/7/97   Analyst:   !!L 

Farid  RameZanzadeh.^l.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063  PROJECT:  Micro  Log  In    4  7  849 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  3  9 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  WASHINGTON  HS  Date  Sampled  8/26/97 

San  Francisco,  CA  94124  n  .  D    .  . 

'  Date  Received  8/27/97 

Date  Analyzed  9/1/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


31 


Micro  47849-31 

SINK  FAUCET 
ROOM  114 
FIRST  DRAW 


1 .0 


1.0 


Client 


32 


Micro  47849-32 

SINK  FAUCET 
ROOM  114 
FIRST  DRAW 


1.0 


1.0 


Client 


33 


Micro  47849-33 

SINK  FAUCET 
ROOM  114 
FIRST  DRAW 


1  .0 


1.0 


Client 


34 


Micro  47849-34 

SINK  FAUCET 
ROOM  114 
FIRST  DRAW 


1 .6 


1.0 


Client 


35 


Micro  47849-35 

SINK  FAUCET 
ROOM  114 
FIRST  DRAW 


1 .0 


1.0 


Technical  g..pPrvignr-    "/  /I         — ^--^/7/97   Analyst:   !1  

Farid  Ramezanzao^n^M^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysislrrdrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    47  8  49 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  39 

1551  Newcomb  Avenue,  Rm.  103  GEORGE  WASHINGTON  HS  Date  Sampled  8/26/97 

San  FranciSCO,  CA    94124  Date  Received  8/27/97 

Date  Analyzed  9/1/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  Ft 
BASEM 
FIRST  I 

36 

47849-36 

VUCET 

ENT  BY  ELEVATOR 
)RAW 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 
CAFETi 
FIRST  C 

37 

47849-37 

VUCET 
•RIA  S.  END 
)RAW 

<  1.0 

1.0 

Client 
Micro 

SINK  Ft 
CAFETi 
FIRST  C 

38 

47849-38 

VUCET 
:RIA  N.  END 
)RAW 

1.7 

1.0 

Client 
Micro 

SPIKED 

39 

47849-39 
SAMPLE 

49.0 

1.0 

Technical  Supervisor:    '/  — x. > -  -  — .    \t  — -  g7  >    Analyst 


9/7/97  Analx/cf  FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7483 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  5 

1551  Newcomb  Avenue,  Rm.  103  DANIEL  WEBSTER  ES  Date  Sampled  8/17/97 

San  Francisco,  CA  94124  Q  . 

'  Date  Received  8/1  8/97 

Date  Analyzed  8/22/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

1 

Micro 

47483-01 

WATER  COOLED  DRINKING  FOUNTAIN 
HALL  -  ADMIN.  BLDG. 
FIRST  DRAW 

1.7 

1.0 

Client 

2 

Micro  47483-02 

SINK  FAUCET 

LOUNGE  -  ADMIN.  BLDG. 

FIRST  DRAW 

23.2 

1.0 

Client 

3 

Micro  47483-03 

SINK  FAUCET 
LHS  SINK  AUD.  KIT. 
FIRST  DRAW 

13.8 

1.0 

Client 

5 

Micro 

47483-04 

10.2 

1.0 

DRINKING  FOUNTAIN 
AUDITORIUM  E.  WALL 
FIRST  DRAW 

Client 

6 

Micro 

47483-05 

16.9 

1.0 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR  -  ROOM  16 
FIRST  DRAW 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4748  3 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  25 

1551  Newcomb  Avenue,  Rm.  103  DANIEL  WEBSTER  ES  Date  Sampled  8/17/97 

San  FranciSCO,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/2  2/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


Micro  47483-06 

SINK  DRINKING  FOUNTAIN 
ROOM  17 
FIRST  DRAW 


10.1 


1.0 


Client 


Micro  47483-07 

SINK  DRINKING  FOUNTAIN 
ROOM  14 
FIRST  DRAW 


28.8 


1.0 


Client 


Micro  47483-08 

SINK  DRINKING  FOUNTAIN 
ROOM  15 
FIRST  DRAW 


41.2 


1.0 


Client 


1  0 


Micro  47483-09 

SINK  DRINKING  FOUNTAIN 
ROOM  11 
FIRST  DRAW 


18.8 


1.0 


Client 


1  1 


Micro  47483-10 

SINK  DRINKING  FOUNTAIN 
ROOM  10 
FIRST  DRAW 


6.1 


1.0 


7  /  I 

Technical  Supervisor:         t   -2l=p^Z — (  ^E/97   Analyst:   I*  

Farid  Ramezanzadeh,  M.S?^ 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
DANIEL  WEBSTER  ES 


Micro  Log  In    4  7  4  8  3 
Total  Samples  2  5 
Date  Sampled  8/17/9  7 
Date  Received  8/18/97 
Date  Analyzed  8/22/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

tomments 

Client 

1  2 

Micro 

47483-1 1 

30.8 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  12 
FIRST  DRAW 

Client 

1  3 

Micro 

47483-12 

40.3 

1.0 

SINK  DRINKING  FOUNTAIN 
2ND  FLOOR  -  ROOM  13 
FIRST  DRAW 

Client 

1  4 

Micro 

47483-13 

11.6 

1.0 

SINK  DRINKING  FOUNTAIN 
1ST  FLOOR -ROOM  5 
FIRST  DRAW 

Client 

1  5 

Micro 

47483-14 

7.8 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  8 
FIRST  DRAW 

Client 

1  6 

Micro 

47483-15 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  9 
FIRST  DRAW 

6.3 

Technical  Supervisor:  %  £=±z — vt"~^C^^  9/6/97   Analyst:  

Farid  Ramezanz^eKM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  47483 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  25 

1551  Newcomb  Avenue,  Rm.  103  DANIEL  WEBSTER  ES  Date  Sampled  8/17/97 

San  Francisco,  CA  94124  _.„,  D  . 

'  Date  Received  8/18/97 

Date  Analyzed  8/22/97 


Detection 


Client  Sample  ID 

i_ea a  ooncenirauon 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

1  7 

Micro 

47483-16 

7.8 

1 .0 

SINK  DRINKING  FOUNTAIN 
ROOM  6 
FIRST  DRAW 

Client 

1  8 

Micro 

47483-17 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  7 
FIRST  DRAW 

5.0 

Client 

1  9 

Micro 

47483-18 

1.0 

DRINKING  FOUNTAIN 

1ST  FLOOR  CENTER  N-S  HALL 

FIRST  DRAW 

RESTRICTED  SPACE  -  FILL  1/2"  LOW 

1.1 

Client 

20 

Micro 

47483-19 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  4 
FIRST  DRAW 

5.0 

Client 

2  1 

Micro 

47483-20 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  3 
FIRST  DRAW 

1.0 

Technical  Supervisor:  "/  — —  — - — 9/6/97   Analyst:   S  

Farid  Ramfczanzadeh>M.S. 

Micro  Analytical  Laboratories,  inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc..  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
DANIEL  WEBSTER  ES 


Micro  Log  In    4  7  4  8  3 
Total  Samples  2  5 
Date  Sampled  8/17/9  7 
Date  Received  8/18/97 
Date  Analyzed  8/22/97 


Detection 


Client  Sample  ID 

Lead  Concentration 

io  w  mm  9m              9m  m  m  90       ■  ■  »  ■  %m  9  ■  90  m  t 

(ppb) 

Limit 
(ppb) 

r~\  m  m  ante 
\_/  U  1 1 1  nit;  11  lo 

Client 

22 

Micro 

47483-21 

15.6 

1.0 

SINK  DRINKING  FOUNTAIN 

ROOM1 

FIRST  DRAW 

Client 

23 

Micro 

47483-22 

11.5 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  2 
FIRST  DRAW 

Client 

24 

Micro 

47483-23 

4.4 

1.0 

MULTIPLE  DRINKING  FOUNTAIN  (LHS) 
EXTERIOR  OF  ROOM  6 
FIRST  DRAW 

Client 

25 

Micro 

47483-24 

1.0 

MULTIPLE  DRINKING  FOUNTAIN  (RHS) 
EXTERIOR  OF  ROOM  2 
FIRST  DRAW 

RESTRICTED  SPACE  •  FILL  1/2"  LOW 

<  1.0 

Client 

26 

Micro  47483-25 
FIELD  BLANK 

<  1.0 

1.0 

Technical  Supervisor:    *'j  L=±l —  X~   Analyst:   EL 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater.  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  76 

SFUSD  -  Asbestos  Control  Program  DANIEL  WEBSTER  ES  Total  Samples  25 

1551  Newcomb  Avenue,  Rm.  103  DateSampied  10/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/7/97 

Date  Analyzed  10/7/97 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Ft 
LOUNG 

2A 

49276-01 

*UCET 
E  ADMN 

1.9 

1.0 

Client 
Micro 

SINK  Ft 
LOUNG 

2B 

49276-02 

VUCET 
E  ADMN 

3.0 

1.0 

Client 
Micro 

SINK  Ft 
LOUNG 
RRST  C 

2C 

49276-03 

MICET 
E  ADMN 
>RAW 

13.7 

1.0 

Client 
Micro 

SINK  Ft 
RHS  All 

3A 

49276-04 

WCET 

D.  KITCHEN 

1 .7 

1.0 

Client 
Micro 

SINK  Ft 
RHS  All 

3B 

49276-05 

MJCET 

D.  KITCHEN 

2.0 

1.0 

Technical  Supervisor:  j  — -c^-t-^1 — -"10/10/97        Analyst:   !ZL 

Farid  RamezarjzadenTMvS. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  -in  ^drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP).  Certificate  #10377  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


2 


1063  PROJECT:  Micro  Log  In    49  2  76 

SFUSD  -  Asbestos  Control  Program  DANIEL  WEBSTER  ES  Total  Samples  25 

1551  Newcomb  Avenue,  Rm.  103  Date  Sampled  1 0/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/7/97 

Date  Analyzed  10/7/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (PPb) 


Client 
Micro 

SINK  Ft 
RHS  Al 

3C 

49276-06 

\UCET 

ID.  KITCHEN 

4.8 

1.0 

Client 
Micro 

SINK  Dl 
RM  16 

6A 

49276-07 

6.4 

1.0 

Client 
Micro 

SINK  DF 
RM  16 

6B 

49276-08 

2.4 

1.0 

Client 
Micro 

SINK  DF 
RM  16, 1 

6C 

49276-09 
-IRST  DRAW 

6.8 

1.0 

Client 
Micro 

SINK  DF 
RM  14 

8A 

49276-10 

4.4 

1.0 

10/10/97 


Analyst: 


FR 


Technical  Supervisor:  _ 

Farid  Ramez^aqzadeh, 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  ana^ysYsSfMirinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate ^TQ37.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


3 


1063  PROJECT:  Micro  Log  In  49276 

SFUSD  -  Asbestos  Control  Program  DANIEL  WEBSTER  ES  Total  Samples  25 

1551  Newcomb  Avenue,  Rm.  103  Date  Sampled  1 0/4/97 

San  Francisco,  CA  94124  _    .  . 

1  Date  Received  10/7/97 

Date  Analyzed  10/7/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


8B 


Micro  49276-11 

SINK  OF 
RM  14 


2.7 


1.0 


Client 


8C 


Micro  49276-12 
SINK  DF 

RM  14,  FIRST  DRAW 


16.7 


1.0 


Client 


9A 


Micro  49276-13 

SINK  DF 
RM15 


8.4 


1.0 


Client 


9B 


Micro  49276-14 

SINK  DF 

RM15,  FIRST  DRAW 


6.6 


1.0 


Client 


9C 


Micro  49276-15 

SINK  DF 

RM15,  FIRST  DRAW 


33.4 


1.0 


Technical  Supervisor: 


Farid  Ramezai 


10/10/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leadsanaivsisNQ^drinklqg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037^  Samples  -ate  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


4 


1063  PROJECT:                             Micro  Log  In    492  76 

SFUSD  -  Asbestos  Control  Program  DANIEL  WEBSTER  ES                   Total  Samples  2  5 

1551  Newcomb  Avenue,  Rm.  103  Date  Sampled  1 0/4/97 

San  Francisco,  CA  94124  -  .  D    .   .  „«,,,„, 

'  Date  Received  1  0/7/97 

Date  Analyzed  10/7/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


10A 


Micro  49276-16 

SINK  DF 
RM11 


6.5 


1.0 


Client 


10B 


Micro  49276-17 

SINK  DF 
RM11 


3.0 


1.0 


Client 


10C 


Micro  49276-18 
SINK  DF 

RM  11,  FIRST  DRAW 


11.9 


1.0 


Client 


12A 


Micro  49276-19 

SINK  DF 
RM12 


5.2 


1.0 


Client 


12B 


Micro  49276-20 

SINK  DF 
RM  12 


2.5 


1.0 


FR 


Technical  Supervisor    *1  \j>.~~y^  \\  >•  v>-^io/io/97   Analyst: 

Farid  Rarrrezanzadet},  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  1eaa\analysis\}  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificated! 037.  ""Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  5 

MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    492  76 

SFUSD  -  Asbestos  Control  Program  DANIEL  WEBSTER  ES  Total  Samples  25 

1551  Newcomb  Avenue,  Rm.  103  DateSampied  1 0/4/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/7/97 

Date  Analyzed  10/7/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


12C 


Micro  49276-21 
SINK  DF 

RM  12,  FIRST  DRAW 


12.1 


1.0 


Client 


13A 


Micro  49276-22 

SINK  DF 
RM13 


9.0 


1.0 


Client 


13B 


Micro  49276-23 

SINK  DF 
RM  13 


7.3 


1.0 


Client 


13C 


Micro  49276-24 

SINK  DF 

RM13,  FIRST  DRAW 


24.6 


1.0 


Client 


26A 


Micro  49276-25 

FIELD  BLANK 


<  1.0 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


feh,  HS. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  an\lysre4n.  drtnking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  V 1031.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  forihe  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
DANIEL  WEBSTER  ES 


Micro  Log  In    519  9  4 
Total  Samples  7 
Date  Sampled  1/10/98 
Date  Received  1/12/98 
Date  Analyzed  1/13/98 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


W2 


22  A 


Micro  51994-01 

SINK  DRINKING  FAUCET 
ROOM1 


2.7 


1.0 


Client 


22$ 


Micro  51994-02 

SINK  DRINKING  FAUCET 
ROOM1 


2.0 


1.0 


Client 


Micro  51994-03 

SINK  DRINKING  FAUCET 
ROOM1 


10.1 


1.0 


Client 


1M 


Micro  51994-04 

SINK  DRINK  FAUCET 
ROOM  5 


2.5 


1.0 


Client 


Micro  51994-05 

SINK  DRINK  FAUCET 
ROOM  5 


2.6 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  tead-adalysjs  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples''  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


2 


1063  PROJECT:  Micro  Log  In  51994 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  7 

1551  Newcomb  Avenue,  Rm.  103  DANIEL  WEBSTER  ES  Date  Sampled  1/10/9 8 

San  FranciSCO,  CA    94124  Date  Received  1 /1  2/98 

Date  Analyzed  1/13/98 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
ROOMS 

51994-06 
RINK  FAUCET 

8.7 

1.0 

Client 
Micro 

FIELD  E 

51994-07 
I  LANK 

<  1.0 

1.0 

Technical  Supervisor: 


1/14/98 


Analyst: 


FR 


Farid  RamezanzadetvM.S. 

\.  x, 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foUead.  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #103fr~Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


SEP      199'  SC.  542 


S^GUOlS  680  Chesapeake  Drive         Redwood  Gty,  CA  94063      (650)  364-9600         FAX  (650)  364-9133 

M        '  404  N'.Vujet  Lane  Walnut  Creek.  CA  5M59B       (510)  988-9600         FAX  (5 10)  918-9673 

8l9Strlker  Avenue,  Su*te  8     Sttr?:nento,  CA  95834  (916)  921-9600  FAX  (9:6)  9H-0I00 


flMtUIIUUI, 


!i1IIIIl!BE=====! 


i  SFUSD 
1 1551  Newcomb  Ave.,  Rm.  103 
1  San  Francisco.  CA  94124 


Client  Proj.  ID:  Weill  ES 
Lab  Proj.  ID:  9708BS5 


in 


Attention:     Bruce  Giannini    

;iiimaaBIHIIUIllllimilllHinuSu— .  . :  .  .i-,f  WWIUIHiMl  m  —  ;j=ss  ■■i=i_faiilUltlluilHiiiii.-n:=:^Hgs 

«uiMiiiHai^fe5nssiiins555c:.. ...    .  BSBmniiiMiiHiiiuiiiiSlP^P— ^^^^^=n::;-r^nr3aMiJUMBili^^- -  ■■■l 


Sampled:  08/21/97  ; 

Received:  08/22/97  1 

Analyzed:  see  below  | 

Reported:  08/29/97  1 

iiiri«iiiHiitlilil5^= — — — 


LABORATORY  ANALYSIS 


Analyte 

Units 

Date 
Analyzed 

Detection 
Umlt 

Sample 
Results 

Lab  No:  9708B8S-01 
Samole  Desc  •  UQUID.Well  ES-1 

■     ■      '  V         VW  w    «            ^Bl       amir  J  v  v  W-*  ■  ■ 

Lead 

mg/L 

08/27/97 

0.0050 

0.011 

Ub  No:  9708B85-02 

Sample  Desc  :  LIQUID,Weil  ES-1  (DUP) 

Lead 

mg/L 

08/27/97 

0.0050 

0.011 

Lab  No:  9708B85-03 

Ramnlp  Dosr  ■  I  lOMID  Well  P§-2 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No;  9708B85-04 
Sample  Desc :  LIQUID,Weil  ES-3 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708BB5-05 
Sample  Desc  :  LIQUID.Well  ES-4 

Lead 

mg/L 

08/27/97 

00050 

N.D. 

Lab  No:  9708B85^06 
Sample  Desc  :  LIQUID,  Weil  ES-5 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B85-07 
Sample  Desc  .  LIOUID.Weil  ES-6 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

ST 


Analytae  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


Page-  1 


09/02/97    13:23         TX/RX  NO. 9346         P. 022 


SEP.  I  199"  ;::;OFV  5^2:  F. 

"  Analytical 


S^QUOia  680  0«Mp«»k«  Drivt  Redwood  Qcy.  CA  94063      (650)  364  9600         FAX  (650)  364.9333 

i  404  N  Wigci  Lane  Walnut  Creek.  CA  94598       (510)  9B8-9600         FAX  (510)  988-9673 

8l9Smker  Avenue.  Suite  I    SiOimeotO.  CA  95834  (916)  921-9600         FAX  (916)  931-0(00 


t SFUSD 

1551  Newcomb  Ave..  Rm.  103 
i  San  Francisco,  CA  94124 


Client  Proj.  ID:  WeOI  ES 
Lab  Proj.  ID:  9708B85 


IIIIUUIIIUllM 


:  _  — M-swutiuilil 


Attention:     BjUgj  Glannini 

inwMBiuiiuisiiliilliiHiuiniai?         i:rr=^":^ya«!yHtlMiHya  "  - 


^iiRiiiuiuiiiun»^ 


Sampled:  08/21/97  | 
Received:  06/22/97  1 
Analyzed:  see  below  I 


LABORATORY  ANALYSIS 


Anaiyie 

units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No'  9708B85-08 
Sample  Desc  :  LIQUID, Weil  ES-7 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Ub  No:  9708B85-09 
Sample  Desc  :  LIQUID, Weil  ES-8 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B85-10 
Sample  Desc  :  LIQUID, Weil  ES-9 

Lead 

mg/L 

08/27/97 

0.0050 

0.0053 

Lab  No:  9708B85-11 
Sample  Desc  :  LIQUID,  Well  ES-10 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

Lab  No:  9708B85-12 
Sample  Desc  :  LIQUID, Weil  ES-11 

Lead 

mg/L 

08/27/97 

0.0050 

N.D. 

UbNo:  9708B85-13 

Sample  Desc  :  LIQUID, Weil  ES-l  1  (DUP) 

Lead 

mg/L 

08/27/97 

0.0050 

N.D.  " 

Lab  No:  9708B85-14 
Sample  Desc  :  LIQUID, Weil  ES-12 

Lead 

mg/L 

08/27/97 

00050 

N.D 

Anaiytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 


Page: 


09/02/97    13:23         TX/RX  NO. 9346         P. 023 


SEP.  I.  199'  :2::0FM 

Sequoia 
Analytical 


f   A^X        SeQUOia  6»0  Chesapeake  Drive         Redwood  Gty.  CA  94063      (650)364-9600         FAX  (650)  364  9233 

fij               H  404  N  Wiget  Lane  W>W  Creek,  CA  94598       (510)  98S-9600         FAX  (5 1 0)  988-9673 

*L^7*^*Z      A  1  1  '  1  819  Striker  Avenue,  Suite  8     Sacranento,  CA  95B34  (916)921-9600  FAX  (916)  921-0(00 


« SFUSD 

1 1551  Newcomb  Ave.,  Rm.  103 
a!  San  Francisco,  CA  94124 


^i_;-r.ri=i=^  -nr-iwuuii uj inn iu.i. i    .  r  

Client  Proj.  ID:  WeiU  ES 
Lab  Proj.  ID:  9708B85 


^iimiiiiniimmiiji^ss 
mumiiupiLL:^ .  .  — 


am 


Sampled:  08/21/97 
Received:  08/22/97 
Analyzed:  see  below 


Attention: 

^WmuitiitimiwHiiii 


Bruce  Giannlnl 


-rrra«:;;l[||||||||||||||||||U 


Reported:  08/29/97  1 


Analyte 


LABORATORY  ANALYSIS 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  NO;  9708B85-15 
Sample  Desc  :  LIQUID, Weil  ES-13 

Lead 


Lab  Nd:  9708B85-16 
Sample  Desc  :  LIQUID, Weil  ES-14 

Lead 


Lab  NO:  9708885-17 
Sample  Desc  :  LIQUID, Weil  ES-15 

Lead 


Lab  No:  9708B85-18 
Sample  Desc :  UQUlD,weil  ES-16 

Lead 


Lab  No:  9708B85-19 
Sample  Desc  :  U QUID, Weil  ES-17 

Lead 


Lab  No:  9708B85-20 
Sample  Desc  :  LIQUID, BL  (Blank) 


mg/L 


08/27/97 


mg/L 


08/27/97 


mg/L 


08/27/97 


mg/L 


08/27/97 


mg/L 


08/28/97 


0.0050 


0.0050 


0.0050 


0.0050 


0.0050 


ND 


N.D. 


N.D. 


N.D. 


Lead 


mg/L 


08/27/97 


0.0050 


N.D.  - 


AnaJytee  reported  as  N.D,  were  not  present  above  the  stafsd  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


09/02/97  13:23 


TX/RX  NO. 9346         P. 024 


Page  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7498 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  IDA  B.  WELLS  HS  Date  Sampled  8/18/97 

San  Francisco.  CA   94124  ^  „ 

°  Date  Received  8/18/9  7 

Date  Analyzed  8/23/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(ppb) 

Limit 
(PPb) 

Comments 

Client 

#1 

Micro  47498-01 

SINK  FAUCET 

KITCHEN  SINK-  BASEMENT 
FIRST  DRAW 

1  0 

1  ill 

1  n 

Client 

#2 

Micro 

47498-02 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C-91  -  BASEMENT 
FIRST  DRAW 

3.9 

Client 

#3 

Micro 

47498-03 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C-92  -  1ST  FLOOR 
FIRST  DRAW 

4.4 

Client 

#4 

Micro 

47498-04 

1.0 

DRINKING  FOUNTAIN 
CORRIDOR  C-93  •  2ND  FLOOR 
FIRST  DRAW 

3.7 

Client 

#5 

Micro 

47498-05 

1.0 

DRINKING  FOUNTAIN 
OUTSIDE 
NORTH  CORNER 
FIRST  DRAW 

4.0 

-7  „  £ 

Technical  Supervisor:  jj      l!     V:  v/-^ — -^9/7/97   Analyst:  

Farid  Raroezsir^adehNM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  749  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  6 

1551  Newcomb  Avenue,  Rm.  103  IDA  B.  WELLS  HS  DateSampied  8/18/97 

San  FranciSCO,  CA    94124  Date  Received  8/18/97 

Date  Analyzed  8/23/97 


Detection 


Lead  Concentration 

Limit 

Comments 

Client  Sample  ID 

(PPb) 

(PPb) 

Client 

#6 

Micro 

47498-06 

BLANK 

<  1.0 

1.0 

Technical  Supervisor:   -7   9/6/9?   Analyst:   !!  

Farid  Ramezar^adehTMxS. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  irTdrinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In  48825 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  9 

1551  Newcomb  Avenue,  Rm.  103  IDA  B.  WELLS  H.S.  Date  Sampled  9/20/97 

San  Francisco,  CA  94124  ....    .    .  .  /0  . .__ 

'  Date  Received  9/24/97 

Date  Analyzed  9/24/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1 

Micro 

48825-01 

5.8 

1.0 

DRINKING  FOUNTAIN 

EAST  YARD  BASEMENT  LEVEL 

INITIAL  SCREENING 

Client 

2 

Micro 

48825-02 

1.0 

DRINKING  FOUNTAIN 

BASEMENT  LEVEL  SOUTH  END,  CORRIDOR 
INITIAL  SCREENING 

5.5 

Client 

3 

Micro 

48825-03 

13.3 

1.0 

DRINKING  FOUNTAIN 
BASEMENT  LEVEL  WEIGHT  ROOM 
INITIAL  SCREENING 

Client 

4 

Micro 

48825-04 

1.0 

DRINKING  FOUNTAIN 

1ST  FLOOR  CORRIDOR,  N  •  END 

INITIAL  SCREENING 

9.3 

Client 

5 

Micro 

48825-05 

1.0 

DRINKING  FOUNTAIN 

1ST  FLOOR  CORRIDOR,  S  -  END 

INITIAL  SCREENING 

6.7 

Analyst:  

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in^d/inking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Ce>tUic^la-*4x)37!  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


Technical  Supervisor 


9/25/97 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    488  2  5 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  9 

1551  Newcomb  Avenue,  Rm.  103  IDA  B.  WELLS  H.S.  Date  Sampled  9/20/97 
San  Francisco,  CA   94124  _ 

Date  Received  9/2  4/9  7 
Date  Analyzed  9/2  4/9  7 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 

6 

Micro 

48825-06 

1.0 

DRINKING  FOUNTAIN 

2ND  FLOOR  CORRIDOR,  S  •  END 

INITIAL  SCREENING 

7.4 

Client 

7 

Micro 

48825-07 

10.4 

1.0 

DRINKING  FOUNTAIN 

2ND  FLOOR  R  -214,  TEACHER  LUNCH  ROOM 
INITIAL  SCREENING 

Client 

8 

Micro  48825-08 

DRINKING  FOUNTAIN 

2ND  FLOOR  CORRIDOR,  N  •  END 

INITIAL  SCREENING 

90.7 

2.9 

Client 

9 

Micro 

BLANK 

48825-09 

<      1 .0 

1.0 

Technical  Supervisor:  jf_  ^~<^   ^  9/25/97          Analyst:   ™ 


Farid  Rame^zaderrvM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  foiJead^nalysts  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In     5  061  7 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  WELLS  HS  DateSampied  11/13/97 

San  Francisco,  CA   94124  B    .  - 

'  Date  Received  1  1/14/97 

Date  Analyzed  11/14/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


3A 


Micro  50617-01 

SINK  DRINK  FOUNTAIN 
BASEMENT  WEIGHT  ROOM 
BLANK 


4.5 


1.0 


Client 


3B 


Micro  50617-02 

SINK  DRINK  FOUNTAIN 
BASEMENT  WEIGHT  ROOM 
BLANK 


3.9 


1.0 


Client 


3C 


Micro  50617-03 

SINK  DRINK  FOUNTAIN 
BASEMENT  WEIGHT  ROOM 
BLANK 


5.9 


1.0 


Client 


8A 


Micro  50617-04 

DRINKING  FOUNTAIN 
3RD  FLOOR  NORTH  END 
BLANK 


2.0 


1.0 


Client 


8B 


Micro  50617-05 

DRINKING  FOUNTAIN 
3RD  FLOOR  NORTH  END 
BLANK 


2.6 


1.0 


Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for"haad  analysis  in  cfrrrrtwwp  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  *Tt)S7.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  311 3B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5  061  7 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  6 

1551  Newcomb  Avenue,  Rm.  103  WELLS  HS  DateSampied  11/13/97 

San  Francisco,  CA  94124  n.  Q    .    .  H 

'  Date  Received  11/14/97 

Date  Analyzed  1  1/14/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Comments 

Client 

8C 

Micro  50617-06 

DRINKING  FOUNTAIN 
3RD  FLOOR  NORTH  END 
BLANK 

3.2 

1.0 

Technical  Supervisor: 


3& 


Farid  Rame 


S — U?/14/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leabVanalysi^Jn  drinklhg  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #r©3£.  Sampje^_ar>  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7788 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  27 

1551  Newcomb  Avenue,  Rm.  103  WEST  PORTAL  ES  Date  Sampled  8/23/97 

San  Francisco,  CA  94124  D  . 

'  Date  Received  8/26/97 

Date  Analyzed  9/1/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

WEST  PORTAL  1 

2.6 

1.0 

Micro  47788-01 

SINK  DRINKING  FOUNTAIN 
ROOM  11 
FIRST  DRAW 

Client 

WEST  PORTAL  2 

1.9 

1.0 

Micro  47788-02 

SINK  DRINKING  FOUNTAIN 
ROOM  10 
FIRST  DRAW 

Client 

WEST  PORTAL  3 

1 .0 

1.0 

Micro  47788-03 

SINK  DRINKING  FOUNTAIN 
ROOM  12 
FIRST  DRAW 

Client 

WEST  PORTAL  4 

<      1 .0 

1.0 

Micro  47788-04 

SINK  DRINKING  FOUNTAIN 
ROOM  15 
FIRST  DRAW 

Client 

WEST  PORTAL  5 

2.6 

1.0 

Micro  47788-05 

WATER  FAUCET 
190  (HALL) 
FIRST  DRAW 

Technical  Supervisor:    2  9/1/91  Analyst:   Si  

Farid  Ramezanzadeh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  forTead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  311 3B 


1063  PROJECT:  Micro  Log  In    4778  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  7 

1551  Newcomb  Avenue,  Rm.  103  WEST  PORTAL  ES  Date  Sampled  8/23/97 

San  Francisco,  CA   94124  n .  , 

•  Date  Received  8/2  6/9  7 

Date  Analyzed  9/1/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 

WEST  PORTAL  6 

1.8 

1.0 

Micro  47788-06 

SINK  DRINKING  FOUNTAIN 
ROOM  14 
FIRST  DRAW 

Client 

WEST  PORTAL  7 

<  1.0 

1.0 

Micro  47788-07 

SINK  DRINKING  FOUNTAIN 
ROOM  17 
FIRST  DRAW 

Client 

WEST  PORTAL  8 

8.9 

1.0 

Micro  47788-08 

SINK  DRINKING  FOUNTAIN 
ROOM  26 
FIRST  DRAW 

Client 

WEST  PORTAL  9 

<  1.0 

1.0 

Micro  47788-09 

SINK  DRINKING  FOUNTAIN 
ROOM  24 
FIRST  DRAW 

Client 

WEST  PORTAL  10 

16.6 

1.0 

Micro  47788-10 

WATER  FAUCET 
290  (HALL) 
FIRST  DRAW 

*7  /?  i< 

Technical  Supervisor:  d  ^    -  /—   —  9/7/97   Analyst:   ™  

Farid  Rame^anzadeh^M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  In  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  Amencan  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4778  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  27 

1551  Newcomb  Avenue,  Rm.  103  WEST  PORTAL  ES  Date  Sampled  8/23/97 

San  FranciSCO,  CA    94124  Date  Received  8/26/97 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

WEST  PORTAL  11 

Micro 

47788-1 1 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  22 
FIRST  DRAW 

<      1 .0 

Client 

WEST  PORTAL  12 

Micro  47788-12 

SINK  FAUCET 
ROOM  19  (CAFE*) 
FIRST  DRAW 

1.0 

1.0 

Client 

WEST  PORTAL  13 

Micro 

47788-13 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  21 
FIRST  DRAW 

2.0 

Client 

WEST  PORTAL  14 

Micro 

47788-14 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  20 
FIRST  DRAW 

1.1 

Client 

WEST  PORTAL  15 

Micro 

47788-15 

1.2 

1.0 

SINK  DRINKING  FOUNTAIN 
ROOM  23 
FIRST  DRAW 

Technical  Supervisor:    zljb±      -  ;     '■-  -  ^' — —  9/7/97   Analyst:  

Farid  Ramezanzadeh,  M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  7788 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  27 

1551  Newcomb  Avenue,  Rm.  103  WEST  PORTAL  ES  Date  sampled  8/23/97 

San  FranciSCO,  CA    94124  Date  Received  8/26/97 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

WEST  PORTAL  16 

<       1  .0 

1.0 

Micro  47788-16 

SINK  DRINKING  FOUNTAIN 
ROOM  25 
FIRST  DRAW 

Client 

WEST  PORTAL  17 

<  1.0 

1.0 

Micro  47788-17 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  1 

FIRST  DRAW 

Client 

WEST  PORTAL  18 

32.1 

1.0 

Micro  47788-18 

SINK  DRINKING  FOUNTAIN 
ROOM  18 
FIRST  DRAW 

Client 

WEST  PORTAL  19 

1  1.5 

1.0 

Micro  47788-19 

SINK  DRINKING  FOUNTAIN 
ROOM  19 
FIRST  DRAW 

Client 

WEST  PORTAL  20 

15.9 

1.0 

Micro  47788-20 

SINK  DRINKING  FOUNTAIN 
ROOM  20 
FIRST  DRAW 

Technical  Supervisor:    t  .^->—  -  ^  ^- -  - .. ~-  <  : — '      9/7/97   Analyst:  

Farid  RamezanzadehYM.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacTanalysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4778  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  27 

1551  Newcomb  Avenue,  Rm.  103  WEST  PORTAL  ES  Date  Sampled  8/23/97 

San  Francisco,  CA  94124  . 

'  Date  Received  8/26/97 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

WEST  PORTAL  21 

11.8 

1.0 

Micro  47788-21 

SINK  DRINKING  FOUNTAIN 
ROOM  21 
FIRST  DRAW 

Client 

WEST  PORTAL  22 

11.7 

1.0 

Micro  47788-22 

SINK  FAUCET 
OFFICE  SINK  1 
FIRST  DRAW 

Client 

WEST  PORTAL  23 

1.1 

1.0 

Micro  47788-23 

SINK  FAUCET 
OFFICE  SINK  2 
FIRST  DRAW 

Client 

WEST  PORTAL  24 

1  .4 

1.0 

Micro  47788-24 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  3 

FIRST  DRAW 

Client 

WEST  PORTAL  25 

2.8 

1.0 

Micro  47788-25 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  2 

FIRST  DRAW 

'     //  If- 

Technical  Supervisor:    '1  b±  -  — "     9/7/97   Analyst:   !!*  

Farid  Ramezanzadeh^M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  6 


MICRO  ANALYTICAL    LABORATORIES,  INC 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  778  8 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  7 

1551  Newcomb  Avenue,  Rm.  103  WEST  PORTAL  ES                     Date  Sampled  8/23/97 

San  Francisco,  CA  94124  n  .  _    .   .  oln*.n- 

'  Date  Received  8/26/97 

Date  Analyzed  9/1/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

WEST  PORTAL  26 

Micro  47788-26 

MULTIPLE  DRINKING  FOUNTAIN 
EXT.  4 

FIRST  DRAW 

32.3 

1.0 

Client 

WEST  PORTAL  27 

Micro 

BLANK 

47788-27 

<      1  .0 

1.0 

Technical  Supervisor:    ~J'  >- v,;-  9/7/97   Analyst:   ™  

Farid  Ramezanzaderr.-M.S. 

v  _> 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in-drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


J    A^N  SPflllOiA  680  Chetaecake  Drive  Redwood  Oty,  CA  9406J       (650)164.9600  FAX  (650)  364-92  ii 

£  |  ^  404  N  Wiftt  Lane  Walnut  Creek,  CA  9459$       (510)918.9600         FAX  (5 10)  988-907? 


Analytical 


819Striker  Avenue.  Suite  8    Sacramento,  CA  958*4         (916)911-9600         FAX  (916)  951-0100 


•mans--  •  HUTCH,.-: — -..Mill!*:.- :    — ,-hoi-  -      -nun.  .vmv     ■■  ■■••mm;;  •:-^-'^|iii^=nH^^iH^r=:i^i'iUi=i^|!intL,i__--,i'iiHir  — ^|||IiIl^==31nh    

MIUC=:--       *iaUlL:fcrSii-S!-IK»««^i5iS5^"<1.ll  -1  _.  '    "'Mill!, -;--^:n;nil(i^i=2=i'«lilS  =  ==!::illlll:  .-  -  .'.IlllH  ..^^^■imil5S===^.l-S;=^''l!UMI-:::="--"^lllLl~...-^--.|lllll  H»V  J"|f.n 

I  SFUSD  Client  Proj  ID:     West  Portal  ES  Sampled:  10/03/97  I 

!  1551  Newcomb  Ave.,  Rm  103  Received:  10/09/97  g 

jjj  San  Francisco.  CA  94124  Lab  Proj.  ID:  9710477  Analyzed:  see  below  I 

r  if 

i  ir, 

1  Attention:     Bruce  Giannlni       Reported:  10/14/97  I 

~— SMIIIIU»„,   .  _  -tlllllll|IJ,UL,_.t.,  ••JHMIHKS! — '^^miMSBiSiiSSiWMnto^i  |"HIIII  .        iiinilllllili-:— ^M||ll|^~^HIIISS==JmiilKS^=^IUUL^ 

LABORATORY  ANALYSIS 

Anaiytc  Unrts  Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  NO:  9710477-01 
Sample  Desc  :  LIQUID, WP  10-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No*  9710477-02 
Sample  Desc  :  LIQUID, WP  10-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-03 
Sample  Desc  ;  UQUID.WP  10-C 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-04 
Sample  Desc  :  LIQUID, WP  ift-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-05 
Sample  Desc  :  LIQUID.  WP  18-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Ub  No:  9710477-06 
Sample  Desc  :  UQUID.WP  18-C 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-07 
Sample  Desc  :  LIQUID, WP  19-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Analytes  reported  as  N.D  were  not  present  above  the  stated  limit  of  detection. 


SEQUOIA  ANALYTICAL  -  ELAP#1210 


10/14/97    11:58         TX/RX  NO. 0298 


ioia 

Alia.lytiC3.1  819  Striker  Avenue,  Suite  8    Sacramento,  CA  95B54         (916)  921.9600         FAX  (916)  921-0100 


f  A^V         S^QUOia  GBO  Chesapeake  Drive  Redwood  City,  CA  94065       (650)364.9600         FAX  (650)  364. 93J3 

L^A-J  J.  404  M.  Wiget  Walnoc  Cnxk.  CA  94598       (510)  988-9600         FAX  (510)  988-9673 


r^sswwii*       »;a!i»iiiiilii...i. ::::  vH|iiiMrH'=F5"":iuniii==r=H!!;iiiim:;        >»  nm;rp— — -rmni;r 
.  -"-  :•  ,:L:; •  fT-iJi,iuuii-£;==:ii  ll1   •!i:Wliu,i-::T:-:sniriiM61-,^H-.?-'  r.;,a.....^_j.-,i .  I..  i„„i     

in  SFUSD                                    Client  Proj.  ID:    West  Portal  ES  Sampled.  10/03/97 

I 1551  NewcombAve.,  Rm.  103  Received:  10/09/97  If; 

jf  San  Francisco,  CA  94124                 Lab  Proj.  ID:  9710477  Analyzed:  see  below  | 

it  Attention:     Bruce  Giannini  Reported- 10/14/97  | 

•liinr-  •-•'-"iininr      ^-"rn-  -•  ^Minf;  ""mBirn-f— mil-'- — — nmF-H"  -  nnif  .nun!.     ■■:  ■  :mn,;        .inilli,  —  -^uifr-^^*mALss=^m\LL  -  ...im!!  -  ..mm.,-  :;m 


LABORATORY  ANALYSIS 

Analyte  Units  Date  Detection  Sample 

Analyzed  Limit  Results 


Lab  No:  9710477-08 
Sample  Desc :  LIQUID, WP  19-B 

Lead 

ma/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-09 
Sample  Desc  :  LIQUID,WP  19-C 

Lead 

mn  /I 

mg/L 

IU/  1  1  /!*' 

u.uuou 

Lab  No:  9710477-10 

Sample  Desc  :  LIQUID, WP  19-C  (duplicate) 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-11 
Sample  Desc  :  UQUID,WP  20-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D 

Lab  No:  9710477-12 
Sample  Desc  :  LIQUID,WP  20-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D 

Lab  No:  9710477-13 
Sample  Desc  :  LIQUID,WP  20-C 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-14 
Sample  Desc  :  LIQUID.WP  21-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

!  Analytes  reported  as  N.D  were  not  present  above  the  stated  limit  of  detection 

i 


SEQUOIA  ANALYTICAL  -  ELAP#121Q 


i 


10/14/97    11:58         TX/RX  NO. 0298         P. 067  ■ 


l  ^pflllOia  680  Chewpt»ke  Drive  Redwood  City.  CA  MM 3      (650)  S«4 -9600         FAX  (6  5  0)  364-9233 

[     A]        JCljUVia  404  N  Wlg«t  Lwie  Wtlnut  Creek.  CA  94598       (510)  MI-MOO         FAX  (510)  M&-967:! 


Analytical 


8t9  Striker  Avenue,  Suite  8     Sacramento.  CA  95834  (916)  921  9600         FAX  (916)  921-O1Q0 


SFUSD                                      Client  Proj.  ID:     West  Portal  ES  Sampled:  10/03/97  I 

'••  1551  Newcomb  Ave.,  Rm.  103  Received:  10/09/97  | 

5  San  Francisco,  CA  94124                Lab  Proj  ID.  9710477  Analyzed:  see  below  | 

i  ? 

i  Attention:      Bruce  Glannlni       Reported:  10/14/97  s 

lniis:;=~!"ri)imii'  ■  _  !<ihinIi!  -^3niiiiissii==swti====iJ!'i«ii«._  !!!Miiui»r  ' :  iiiiii  linn  nilln  I  nln   I  I   ilm         mm         ■Oil  ill 


LABORATORY  ANALYSIS 


r%*  maty  it 

Untts 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710477-15 
SamDle  Desc  LIQUID. WP  21-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-16 
Sample  Desc  •  LIQUID, WP  21-C 

Lead 

mg/L 

10/11/97 

0.0050 

0.0051 

Lab  No:  9710477-17 
Samnlp  Dpsr   LIOLilD  WP  ?2-A 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-18 
Sample  Desc  :  UQUID,WP  22-B 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-19 
Sample  Desc  LIQUID, WP  22-C 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No  9710477-20 

Sample  Desc  ;  LIQUID,WP  22-C  (duplicate) 

Lead 

mg/L 

10/11/97 

0.0050 

N.D. 

Lab  No:  9710477-21 
Sample  Desc  :  LIQUID.WP  Blank 

Lead 

mg/L 

10/11/97 

00050 

N.D. 

Analytes  reported  as  N  O.  were  not  present  above  the  stated  limit  ot  detection 


SEQUOIA  ANALYTICAL  ELAP#1210 


Page:  3 


10/14/97    11:58         TX/RX  NO. 0298 


£k\  Sequoia 
Analytical 


660  Chesapeake  Drive  Redwood  City.  CA  9406  3 

404  N.  Wiger  Lane  Walnut  Creek,  CA  94599 

8l9  Striker  Avenue,  Suite  8     Sacramento,  CA  95834 


(650)  364-9600 
(510)  988-9600 
(916)  921-9600 


FAX  1650)  J64-9J33 
FAX  (5l0t  988  9C7J 
FAX  (916)  921-0100 


xiwas^llinm-iijii^'JMilliL.j^i-iiDllinix::  :i::  i::':iiiiii,^--^v!lliiir==s^)l)iss~ii'lll]iio  _  -jLvrm,      •••flu  •"  -  ::iiMi---^^iiinn,r-^r-^iim»S':~''";iLisS55i^'|liii:,r-: ■■■ .  "illii,^-.r~'"iifn-,r-j-.<inwf^-wcL_^jiT  - 

ii'iSFUSD  Client  Proj.  ID:    West  Portal  ES  Sampled:  10/03/97  g 

ii;  1551  Newcomb  Ave.,  Rm.  103  Received.  10/09/97 

Lab  Proj.  ID:  9710477  Analyzed:  see  below  !' 


I  San  Francisco.  CA  94124 


;i.  Attention:     Bruce  Glannini  Reported:  10/14/97  S 

is— ■:  :!!uii||  i,,  ii'mmmmwi^utwB-EBmmr-b:-^^^  ■■  ■■■■■m.:.. ..  ;»mmz,  r- — !'Mtiiiis».s»:^|i«ie«s^<lf,H  mm» — '^MiPr---'mfcg 

n:ss£^8lhr^^Haiiw!;ui:u«:::.iiniH''  ..l^n.«di^»tuiJ!.^.aHHils:.     "Ml:  - » =~inii,*~~=?ii.tri3i--^ltt^^ 


LABORATORY  ANALYSIS 


Analyte 


Units 


Date 
Analyzed 


Detection 
Limit 


Sample 
Results 


UbNo;  9710477-22 
Sample  Desc  :  LIQUID, WP  Blank 


Lead 


mg/L 


10/11/97 


0.0050 


N.D 


Anafytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page: 


10/14/97    11:58         TX/RX  NO. 0298         P. 069 


Page  1 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  72  9 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  23 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  Date  Sampled  8/19/97 

San  Francisco,  CA  94124  _  .  _       .  0<oc<n, 

1  Date  Received  8/25/97 

Date  Analyzed  8/25/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
ROOM  1 
FIRST  [ 

1 

47729-01 

LINKING  FOUNTAIN 
04 

)RAW 

45.3 

1.0 

Client 
Micro 

SINK  Dl 
RM.  103 
FIRST  r. 

2 

47729-02 
LINKING  FOUNTAIN 

(RAW 

13.7 

1.0 

Client 
Micro 

SINK  Dl 
102 

FIRST  C 

3 

47729-03 
LINKING  FOUNTAIN 

>RAW 

3.1 

1.0 

Client 
Micro 

SINK  Dl 
101 

FIRST  C 

4 

47729-04 
UNKING  FOUNTAIN 

)RAW 

8.4 

1.0 

Client 
Micro 

SINK  DS 
FACUL1 
FIRST  C 

5 

47729-05 

UNKING  FOUNTAIN 

rv 

IRAW 

10.2 

1.0 

Technical  Supervisor:     ' T/        ■  —xC  —  v  ^y         ~2L 7/97  Analyst:   !Z  

Farid  Ramezanzadeh,  MS. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leatLanelysisSo-drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4  7729 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  3 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  Date  Sampled  8/19/97 

San  Francisco,  CA  94124  _ 

Date  Received  8/25/97 
Date  Analyzed  8/25/97 


Detection 


Client  Sample  ID 

Lcau   uoncenir anon 
(ppb) 

Limit 
(ppb) 

Comments 

Client 

6 

Micro  47729-06 

SINK  FAUCET 
NURSES' 
FIRST  DRAW 

4.8 

1.0 

Client 

7 

Micro 

47729-07 

12.6 

1.0 

SINK  DRINKING  FOUNTAIN 
HALL 

FIRST  DRAW 

Client 

8 

Micro 

47729-08 

15.8 

1.0 

SINK  DRINKING  FOUNTAIN 
202 

FIRST  DRAW 

Client 

9 

Micro 

47729-09 

1.0 

SINK  DRINKING  FOUNTAIN 
HALL 

FIRST  DRAW 

6.9 

Client 

1  0 

Micro 

47729-10 

6.8 

1.0 

SINK  DRINKING  FOUNTAIN 
MULT!  •  PURPOSE 
FIRST  DRAW 

~7 

Technical  Supervisor:   3  /^-*y~— .   9/7/97   Analyst:   ™ 

Farid  Ramezarizadelj,  M^. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  imSrinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992.  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  3 

MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4  7  729 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  23 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  Date  Sampled  8/19/97 
San  Francisco,  CA  94124 


Date  Received  8/25/9  7 
Date  Analyzed  8/25/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


1  1 


Micro  47729-11 

SINK  FAUCET 
KITCHEN 
FIRST  DRAW 


10.3 


1.0 


Client 


1  2 


Micro  47729-12 

SINK  DRINKING  FOUNTAIN 

OUTSIDE 

FIRST  DRAW 


7.2 


1.0 


Client 


1  3 


Micro  47729-13 

BLANK 


<  1.0 


1.0 


Client 


1  4 


Micro  47729-14 

SINK  DRINKING  FOUNTAIN 
201 

FIRST  DRAW 


24.8 


1.0 


Client 


1  5 


Micro  47729-15 

SINK  DRINKING  FOUNTAIN 
210 

FIRST  DRAW 


13.0 


1.0 


Technical  Supervisor: 


Farid  Ramezarizadeh,  MJ§. 


9/7/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 
1063  PROJECT:  Micro  Log  In    4772  9 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  2  3 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  DateSampied  8/19/97 

San  Francisco,  CA  94124  D    .  . 

'  Date  Received  8/25/97 

Date  Analyzed  8/25/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
209 

FIRST  C 

1  6 

47729-16 
LINKING  FOUNTAIN 

)RAW 

18.5 

1.0 

Client 
Micro 

SINK  Dl 
203 

FIRST  [ 

1  7 

47729-17 
LINKING  FOUNTAIN 

)RAW 

12.3 

1.0 

Client 
Micro 

SINK  Dl 
207 

FIRST  C 

1  8 

47729-18 
LINKING  FOUNTAIN 

)RAW 

18.7 

1.0 

Client 
Micro 

SINK  Dl 
206 

FIRST  C 

1  9 

47729-19 
LINKING  FOUNTAIN 

>RAW 

36.7 

1.0 

Client 
Micro 

SINK  Dl 
206 

FIRST  C 

20 

47729-20 

UNKING  FOUNTAIN 
IRAW 

48.5 

1.0 

Technical  ^^^nr   1  /i^^^—y^    Analyst:   ™  

Farid  Ramezanzatteh,  M.S>--, 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  anatysir'in  dnfiking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL    LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    4772  9 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  23 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  Date  sampled  8/19/97 

San  Francisco,  CA  94124  n  ,  _    .    .  O<oe/ft, 

'  Date  Received  8/25/97 

Date  Analyzed  8/2  5/9  7 


Detection 

Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
204 

FIRST  t 

21 

47729-21 

LINKING  FOUNTAIN 
)RAW 

26.9 

1.0 

Client 
Micro 

SINK  Dl 
203 

FIRST  C 

22 

47729-22 
LINKING  FOUNTAIN 

)RAW 

13.2 

1.0 

Client 
Micro 

SPIKED 

23 

47729-23 

47.5 

1.0 

Technical  Supervisor:    '7   ^/^r  '  9/7/97   Analyst:   E£  

Farid  Ramezahx^deh.^S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leacTanalysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  9  2  9  3 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  44 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  Date  sampled  10/5/97 

San  Francisco,  CA  94124  „  „ 

Date  Received  10/8/9  7 
Date  Analyzed  10/8/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


8A 


Micro  49293-01 

SINK  DRINKING  FOUNTAIN 
202 

FIRST  DRAW 


7.2 


1.0 


Client 


8B 


Micro  49293-02 

SINK  DRINKING  FOUNTAIN 
202 

FIRST  DRAW 


3.2 


1.0 


Client 


8C 


Micro  49293-03 

SINK  DRINKING  FOUNTAIN 
202 

FIRST  DRAW 


7.3 


1.0 


Client 


BLANK 


Micro  49293-04 
BLANK 


Client 


1  A 


Micro  49293-05 

SINK  DRINKING  FOUNTAIN 
104 

FIRST  DRAW 


1.0 


5.7 


1.0 


1.0 


Technical  gnpgrvicnr-  -±£^ —   10/13/97         Analyst:   !5  

Farid  Ftame^nzaden>M.S. 

Micro  Analytical  Laboratories,  Inc.  is  accredited  forleaa  analysis  in  drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


2 


1063  PROJECT:  Micro  Log  In    4929  3 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  44 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  Date  Sampled  1 0/5/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/97 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  Dl 
104 

FIRST  [ 

1  B 

49293-06 

LINKING  FOUNTAIN 
)RAW 

5.0 

1.0 

Client 
Micro 

SINK  Dl 
104 

FIRST  t 

1  C 

49293-07 
LINKING  FOUNTAIN 

)RAW 

15.8 

1.0 

Client 
Micro 

SINK  Dl 
103 

FIRST  C 

2A 

49293-08 
LINKING  FOUNTAIN 

)RAW 

1.3 

1.0 

Client 
Micro 

SINK  Dl 
103 

FIRST  C 

2B 

49293-09 

UNKING  FOUNTAIN 
•RAW 

1 .3 

1.0 

Client 
Micro 

SINK  Df 
103 

FIRST  C 

2C 

49293-10 
UNKING  FOUNTAIN 

IRAW 

4.9 

1.0 

Technical  Supervisor:  _  — <^ — ^-tT  10/13/97  Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for^teao0  analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 

1063  PROJECT:  Micro  Log  In    4  9  2  9  3 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  4  4 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  Date  Sampled  1 0/5/97 

San  Francisco,  CA  94124  _ 

Date  Received  10/8/97 
Date  Analyzed  10/8/9  7 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


7A 


Micro  49293-11 

DRINKING  FOUNTAIN 
HALL 

FIRST  DRAW 


7.6 


1.0 


Client 


7B 


Micro  49293-12 

DRINKING  FOUNTAIN 
HALL 

FIRST  DRAW 


3.9 


1.0 


Client 


7C 


Micro  49293-13 

DRINKING  FOUNTAIN 
HALL 

FIRST  DRAW 


7.8 


1.0 


Client 


1  4A 


Micro  49293-14 

SINK  DRINKING  FOUNTAIN 
201 

FIRST  DRAW 


3.8 


1.0 


Client 


14B 


Micro  49293-15 

SINK  DRINKING  FOUNTAIN 
201 

FIRST  DRAW 


3.9 


1.0 


Technical  Supervisor:  _  X^— ^^l— ^10/13/97         Analyst:   !* 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead-analysis  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition.  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


4 


1063  PROJECT:  Micro  Log  in    4  9293 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  44 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  Date  Sampled  1 0/5/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/97 

Date  Analyzed  10/8/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

uomments 

Client 

14C 

Micro 

49293-16 

10.6 

1.0 

SINK  DRINKING  FOUNTAIN 

m 

FIRST  DRAW 

Client 

15A 

Micro 

49293-17 

SINK  DRINKING  FOUNTAIN 
210 

FIRST  DRAW 

3.7 

1.0 

Client 

15B 

Micro 

49293-18 

1.0 

SINK  DRINKING  FOUNTAIN 
210 

FIRST  DRAW 

2.9 

Client 

15C 

Micro 

49293-19 

1.0 

SINK  DRINKING  FOUNTAIN 
210 

FIRST  DRAW 

5.5 

Client 

16A 

Micro 

49293-20 

3.8 

1.0 

SINK  DRINKING  FOUNTAIN 
FIRST  DRAW 

Technical  Supervisor: 


Analyst: 


FR 


Farid 

Micro  Analytical  Laboratories,  Inc.  is  accrediteVfoHe'ad  analysts  in  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc..  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL   LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
YICK  WO  ES 


Micro  Log  In  4  9  2  9  3 

Total  Samples  4  4 

Date  Sampled  10/5/97 

Date  Received  10/8/97 

Date  Analyzed  10/8/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppD)  (ppb) 


Client 
Micro 

SINK  D 
209 

FIRST  [ 

16B 

49293-21 

UNKING  FOUNTAIN 
)RAW 

6.0 

1.0 

Client 
Micro 

SINK  Dl 
209 

FIRST  t 

16C 

49293-22 

LINKING  FOUNTAIN 
)RAW 

6.4 

1.0 

Client 
Micro 

SINK  Di 
208 

FIRST  C 

17A 

49293-23 
LINKING  FOUNTAIN 

>RAW 

3.8 

1.0 

Client 
Micro 

SINK  Dl 
206 

FIRST  C 

17B 

49293-24 
UNKING  FOUNTAIN 

IRAW 

4.6 

1.0 

Client 
Micro 

SINK  DF 
208 

FIRST  C 

17C 

49293-25 

UNKING  FOUNTAIN 
IRAW 

10.1 

1.0 

Analyst:   ££*  

Micro  Analytical  Laboratories,  Inc.  is  accredited  foHead  analysifcSn  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


Technical  Supervisor: 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


6 


1063  PROJECT:  Micro  Log  In    492  93 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  44 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  Date  Sampled  1 0/5/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/ 8/9 7 

Date  Analyzed  10/8/97 


Detection 


Client  Sample  ID 

Lead  Concentration 
(PPb) 

Limit 
(PPb) 

Mi  m  a  r>  ♦  o 

Client 

18A 

Micro 

49293-26 

1.0 

SINK  DRINKING  FOUNTAIN 
207 

FIRST  DRAW 

3.3 

Client 

18B 

Micro 

49293-27 

3.9 

1.0 

SINK  DRINKING  FOUNTAIN 
207 

FIRST  DRAW 

Client 

18C 

Micro 

49293-28 

12.6 

1.0 

SINK  DRINKING  FOUNTAIN 
207 

FIRST  DRAW 

Client 

19A 

Micro 

49293-29 

1.0 

SINK  DRINKING  FOUNTAIN 
206 

FIRST  DRAW 

3.5 

Client 

19B 

Micro 

49293-30 

1.0 

SINK  DRINKING  FOUNTAIN 
FIRST  DRAW 

3.3 

Technical  Supervisor: 


Analyst: 


FR 


Farid  Rarnc 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leatrBnalysisJh  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  311 3B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


7 


1063  PROJECT:  Micro  Log  In  49293 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  44 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  Date  Sampled  1 0/5/97 

San  FranciSCO,  CA    94124  Date  Received  1  0/8/9  7 

Date  Analyzed  10/8/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 
Micro 

SINK  D 
206 

FIRST  t 

19C 

49293-31 
LINKING  FOUNTAIN 

)RAW 

17.8 

1.0 

Client 
Micro 

SINK  Dl 
206 

FIRST  C 

20A 

49293-32 
LINKING  FOUNTAIN 

>RAW 

5.1 

1.0 

Client 
Micro 

SINK  Dl 
206 

FIRST  C 

20B 

49293-33 
MIKING  FOUNTAIN 

)RAW 

4.3 

1.0 

Client 
Micro 

SINK  Dl 
206 

FIRST  C 

20C 

49293-34 

UNKING  FOUNTAIN 
(RAW 

17.2 

1.0 

Client 
Micro 

SINK  Dl 
204 

FIRST  C 

21  A 

49293-35 

UNKING  FOUNTAIN 
(RAW 

4.4 

1.0 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  leaTTanalysisJri^drinking  water  by  the  California  Department  of  Health  Services.  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


8 


1063  PROJECT:  Micro  Log  In    492  9  3 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  samples  44 

1551  Newcomb  Avenue,  Rm.  103  YICK  WO  ES  Date  Sampled  10/5/97 

San  Francisco,  CA    94124  Date  Received  1  0/8/97 

Date  Analyzed  10/8/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 


21  B 


Micro  49293-36 

SINK  DRINKING  FOUNTAIN 
204 

FIRST  DRAW 


3.7 


1.0 


Client 


21  C 


Micro  49293-37 

SINK  DRINKING  FOUNTAIN 
204 

FIRST  DRAW 


11.7 


1.0 


Client 


22A 


Micro  49293-38 

SINK  DRINKING  FOUNTAIN 
200 

FIRST  DRAW 


3.7 


1.0 


Client 


22B 


Micro  49293-39 

SINK  DRINKING  FOUNTAIN 

203 

FIRST  DRAW 


3.7 


1.0 


Client 


22C 


Micro  49293-40 

SINK  DRINKING  FOUNTAIN 
203 

FIRST  DRAW 


5.5 


1.0 


Technical  Supervisor: 


Farid  Ramezai 


y 10/13/97 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  irTdrthking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 
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Page  9 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063 

SFUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
San  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
YICK  WO  ES 


Micro  Log  In    4  9  2  9  3 
Total  Samples  4  4 
Date  Sampled 

Date  Received  10/13/97 
Date  Analyzed  10/8/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


SPIKE 


Micro  49293-41 


21.1 


1.0 


Client 


SPIKE 


Micro  49293-42 


21.0 


1.0 


Client 


SPIKE 


Micro  49293-43 


21.7 


1.0 


Client 


SPIKE 


Micro  49293-44 


21.0 


1.0 


Technical  Supervisor:  V    Ana|yst:   fr 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  anelysis-tr?  drinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 

5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


19; 


4:45FM 


::C.  5401     F.  9  3: 


fk\  Sequoia 
~   ~  Analytical 


610  Chewpeikc  Drive  Redwood  City.  CA  MM) 

404  M  VC'igei  Lane  Walnut  Creek.  CA  9459 B 

B19  Sinker  Avenue.  Suite  t    Sacramento.  CA  958)4 


(650)  164-9600 
(510)  98?  9600 
(916)  921-9600 


FAX  (650)  364  9233 
FAX  (5!0)  9B6-9673 
FAX  (916)  921-0100 


I!;  SFUSD 

1 1551  New  comb  Ave ,  Rm  103 
i  San  Francisco,  CA  94124 


|  Attention: 


""flir.irir'f 


Client  Pro).  ID;  Yoey 
Lab  Proj.  ID:  9708D05 


Sampled: 08/24/97  g 
Received:  08/25/97  1 
Analyzed:  see  below  § 


Bruce  Giannini 


Analyte 


LABORATORY  ANALYSIS 

Units  Date 

Analyzed 


Detection 
Limit 


Sample 
Results 


Lab  No:  9708D05-01 
Sample  Desc  :  UQUID.Yoey  Blank 

) 

r 

N.D. 

Lead 

mg/L 

08/28/97 

0.0050 

Lab  No:  9708D05-02 
Sample  Desc  :  LIOUID.Yoey  1 

Lead 

mg/L 

08/28/97 

0.0050 

N.D. 

Lab  No:  9708D05-03 

Sample  Desc  :  LIQUID, Yoey  1  Duplicate 

Lead 

mg/L 

08/28/97 

0  0050 

n.d.  r 

I  J 

Analytes  reported  as  N.D.  wore  not  prewnt  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP#1210 


Sheila  Flynn 
Project  Manager 


08/29/97  17:44 


TX/RX  NO. 9320         P. 009 


NOV.  I  1957  11:1 6AV 


::c.  6:0;   f.  4/8 


fk\  Sequoia 
~  ~  Analytical 


680  Chc»pe»lte  Drive  Redwood  Gey  CA  94063  (650)  964-9600  FAX  (650)  364. 9i i i 
404  N.  Lane  Walnur  Creek.  CA  94S9B       (510)  988-9600         FAX  (5 10)  988-967 1 

Bl9  Sif-ker  Avwut,  Sui»r  8     Sacramento,  CA  93834  (9itf)  911-9600  FAX  (916)  92 1-0 1 00 


1  SFUSD 

1 155ljNewcomb  Ave.,  Rm.  103 


San  francisco,  CA  94124 

!:: 

1  Attention.      Bruce  Giannini 


Client  Proj.  ID:  Youth  for  Service 
Lab  Proj.  ID:  9710G08 


*!  IMIIH'!  TJKOIMKS.  

!!i;!Mllmi:il.ttHrS-§-~~i--    i^'llllllllllll.  ===SPJI»ill3!:  ' 


Sampled:  10/29/97  i 
Received:  10/29/97 
Analysed:  see  below 


maam 


Reported-  11/03/97 

u.i;;r --       -     r £=_ ■i.-iii(tj:;ri.;. 


Vz~=3STI'|d„S1s£S 


:  -am 
.  isnwhE. 


LABORATORY  ANALYSIS 


Analyte 

i 

Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9710G08-01 
Sample  Desc  :  LIQUID,  1 

Lead 

i 

mg/L 

10/31/97 

0.0050 

0.026 

Lab  No:  9710G08-02 
Sample  Desc  :  LIQUID, 2 

|  Lead 

mg/L 

10/31/97 

0.0050 

N.D. 

Lab  No:  9710G06-03 
Sample  Desc  :  UQUID,3 

Lead 

mg/L 

10/31/97 

0.0050 

N.D. 

Lab  No:  9710G08-04 
Sample  Desc  :  LIQUID.4 

i 

i  Lead 

mg/L 

10/31/97 

0.0050 

0.0054 

Lab  No:  9710G08-05 
Sample  Desc  :  LIQUID,5 

Lead 

mg/L 

10/31/97 

0.0050 

0.0061 

Lab  No.  9710G08-06 
Sample  Desc :  LIQUIDS 

Lead 

mg/L 

10/31/97 

0.0050 

0.0075 

LabNo1  971DG08-07 
Sample  Desc :  LIQUID,7 

Lead 

mg/L 

10/31/97 

0.0050 

0.0052 

Vialytes  reportae!  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  -  ELAP  #1210 


11/03/97    10:14         TX/RX  NO. 0681  P. 004 


NOV.  3.  19; 7  1 1 : 16AM 

fk\  Sequoia 
~  "  Analytical 


::c.  e:o:  i 


680  Chesapeake  Drive  Redwood  City  CA  94063      (450)  »64  9600         FAX  (650)  360.923? 

404  N  Wiget  Lane  W»|nur  Creek.  CA  94 598       (5IO)9M-9600         FAX  (510)  98*  9673 

8 19  Striker  Avenue.  Suite  8    Sacramento.  CA  9583*  (916)  921-9400         FAX  (916)  911-0100 


 him  "lis  " ilium...  -  -  =;  ™"ril:ti' . 

•aiiMiaur  i  -         ""iiiin.it: . . :  .       . .;..!!Iiimht— 32 

g SFUSD 

§  1551  Newcomb  Ave  .  Rm.  103 
i  San  Francisco,  CA  94124 


 :H==~£2!iriMI  ay-'---  -  ■•HIIIHIU. 


HWNHlUiUs 


■MIIM.7-  -:-;L^--"'y-ljlWy 


"  Attention. 

-  l"'i||lliUi«5S 


Bruce  Giannini 

sarsagirwiiitif  =  ;  .i....iiiiiin;' 
"•<!illiiM.-ir.-=  ::E=;r-~'!ji'ii|iii„.rt:....:. 


Client  Proj  ID:  Youth  for  Service 
Ub  Proj.  ID:  9710G08 


-  •■inn 


Sampled 
Received 
Analyzed 


10/29/97 
10/29/97  1 
see  below  if. 


 -i=3iaiSS5-rSr--:r::  .mill  ~   .  ■.  

••nun  :  ===r=esi»"  ::«K^i:-^-"~'iiiiii„ 


Reported.  11/03/97  jjj 

"■.,-^*iijjaaaES5s=5fi'ii'aa-.;==i-..i_.;iHiiiiiiii:u:::-  ■—■■*sm»**  =  ==-;--^iiiin:..r  -  •.  .mm.!!: 
:.!"!"iiiMi,i,n^;"^,':"!rV'innm.;~-~~'jii.'iLru. .....     .  'mill  — ? ~ :*ssi  u w: .: .  --.iiunii.: 


LABORATORY  ANALYSIS 


Analvtp 

1  1  u  lilt 

1 

Units 

Date 
Analyzed 

Detection 
Limit 

Samrjle 

WSJ  IIIL7IE 

Results 

Lab  No:  9710G08-08 
Samole  Desc  ■  LIQUID  B 

1  Lead 

mg/L 

10/31/97 

0.0050 

0.0060 

Lab  No:  9710G08-09 
Sample  Desc  :  LIQUID. 9 

Lead 

mg/L 

10/31/97 

0.0050 

ND. 

Lab  No:  9710G08-10 
odinpie  ubsc  .  Lnjuiu.y-uupiicaie 

Lead 

mg/L 

10/31/97 

0.0050 

N.D. 

Lab  No:  9710G08-11 
Sample  Desc :  LlQUID.10 

i  Lead 

mg/L 

10/31/97 

0.0050 

0.0077 

Lab  No:  9710G08-12 
Sample  Desc  :  LIQUID,  11 

Lead 

mg/L 

10/31/97 

0.0050 

0.023 

Lab  No:  9710G08-13 
Sample  Desc  :  LIQUID,  11 -Duplicate 

,  Lead 

mg/L 

10/31/97 

0.0050 

0.021 

Lab  NO:  971DG08-14 
Sample  Desc  :  LIQUID. 12-Blank 

1  Lead 

mg/L 

10/31/97 

0.0050 

N.D 

Analytes  reported  as  N.D.  ware  not  present  above  the  stated  limit  of  detection. 

SEQUOIA  ANALYTICAL  ELAP#1210 

/ 


Sheila  F|ynn 
Project  Manager 


Page: 


11/03/97    10:14         TX/RX  NO. 0681         P. 005 


aTN  Sequoia 
Analytical 


680  Chesapeake  Drive  Redwood  City,  CA  94063 

404  N.  Wigec  Lane  Walnoi  Geek,  CA  94598 

8)9  Striker  Avenue,  Suite  8    Sa<r»A\enio.  CA  95894 


(«S0)  36*. 9600 
(510)  988  9600 
(916)  911  96W> 


FAX  (650)  364.9J3J 
FAX  (510)  988-967J 
FAX  (916)  921-0100 


■■ssv ■iMiHiiiiini.ngJ:— :~~~r=^~.   mi!  -i-ssssss 

■:.•==;  :  !™l,rr:"::": T :.. win:. iiiii  Hi"  ?!!."» 

! SFUSD 

1 1551  Newcomb  Ave..  Rm.  103 
;  San  Francisco,  CA  94124 

.  Attention:       BruCG  Gtannini 

'  ii-jiiiiiiinili'iT"  ■  —  :r-'-«-iiitHlilili»MM'!a!HSS=~-...:. 
=:-•  i       ilniliiiili,,,,:,,!    :  :  •-.KKSiijuiin'ini!:!. 


.  •nr---.::,^--   :  "-'•:>iiiiiiiiiui;.-..s  >---==  

::.-;:i.22~  r.7i:;\  i...  <,.■'-':  h  r.  :=  n   ' 

Client  Proj  ID:     Youth  for  Service 
LabProj.  ID:  9712590 


— •"■"minium;!.:.. 


^=.:.^.=:;^,M,.,iiiiniiiiiiii'  


„„„|i,I||iiiiiiii::'IIi, 


...  . 


.HIII!IWi|i'i;'i""' 


Sampled.  12/10/97  1 
Received:  12/10/97 
Analyzed:  see  below  jjj 

Reported- 12/17/97  1 

•:t"."":~:  l"=  ==.-.-..:'.  -   .sinUI 


™:  ,  ,..  i.„.;i:::.i!t'  .MiTnr., 


LABORATORY  ANALYSIS 


Analyte  Units 

Date 
Analyzed 

Detection 
Limit 

Sample 
Results 

Lab  No:  9712590-01 

Sample  Desc  :  LIQUID, Youth  for  Service  3-1 

Lead  mg/L 

12/16/97 

0.0050 

0.026 

Lab  No:  9712590-02 

Sample  Desc  :  UQUID.Youth  for  Service  3-2 

Lead  mg/L 

12/16/97 

0.0050 

0.025 

Lab  No:  9712590-03 

Sample  Desc  :  LiQUID,Youth  for  Service  3-3 

✓             Lead  mg/L 

12/16/97 

0.0050 

0.029 

Lab  No:  9712590-04 

Sample  Desc  :  LIQUID, Youth  for  Service  3-3  dup 

y             Lead  mg/L 

12/16/97 

0.0050 

0.029 

Lab  No:  9712590-05 

Sample  Desc  :  LlQUID.Youth  for  Service  Blank 

Lead  mg/L 

12/16/97 

0.0050 

N.D 

Analytes  reported  as  N.D.  were  not  present  above  the  stated  limit  of  detection. 
SEQUOIA  ANALYTICAL  ELAP#1210 


Sheila  Flynn 
Project  Manager 


Page 


12/17/97  09:38 


TX/RX  NO. 1451 


P. 009 


Page  1 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  -  STANDARD  METHOD  3113B 


1063  PROJECT:  Micro  Log  In    5  0  8  91 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  20 

1551  Newcomb  Avenue,  Rm.  103  YOUTH  GUIDANCE  DateSampied  1 1/22/97 

San  Francisco.  CA  94124  CENTER  Date  Received  1 1/22/97 

Date  Analyzed  1  1/22/97 


Client  Sample  ID 


Lead  Concentration 
(PPb) 


Detection 
Limit 
(PPb) 


Comments 


Client 


Micro  50691-01 

DRINKING  FOUNTAIN 
KITCHEN  AREA  •  RU  •  HALL 
■HTML 


1.6 


1.0 


Client 


Micro  50891-02 

SINK  FAUCET 

KITCHEN  AREA  -  RU  •  HALL 
INITIAL 


1.0 


1.0 


Client 


Micro  50891-03 

DRINKING  FOUNTAIN 

LOBBY  AREA  •  G2  /  COED  HALL 

INITIAL 


1.0 


1.0 


Client 


Micro  50891-04 

DRINKING  FOUNTAIN 
LOBBY  AREA  G2  /  COED  HALL 
INITIAL 


1.0 


1.0 


Client 


Micro  50891-05 

SINK  FAUCET 

KITCHEN  AREA  -  G2  /  COED  HALL 
INITIAL 


1.8 


1.0 


Technical  Supervisor: 

Farid  Rarne 

Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lea> 


1/25/97 


Analyst: 


FR 


derC 

sisSn  dunking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories.  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


Page  2 


MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  •  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  311 3B 

1063  PROJECT:  Micro  Log  In    5  0891 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  2  0 

1551  Newcomb  Avenue,  Rm.  103  YOUTH  GUIDANCE  DateSampied  11/22/97 

San  Francisco,  CA  94124  CENTER  _  .  _    .  . 

Date  Received  1  1/22/97 
Date  Analyzed  1  1/22/97 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

6 

<       1  .0 

1.0 

Micro  50891-06 

DRINKING  FOUNTAIN 
B-1/G1  -  LOBBY  AREA 
INITIAL 

Client 

7 

<  1.0 

1.0 

Micro  50891-07 

DRINKING  FOUNTAIN 
B-1/G1- LOBBY  AREA 
INITIAL 

Client 

8 

1.3 

1.0 

Micro  50891-08 

SINK  FAUCET 

B-1/G1  KITCHEN  AREA 

INITIAL 

Client 

9 

2.1 

1.0 

Micro  50891-09 

DRINKING  FOUNTAIN 
B-2  LOBBY  AREA 
INITIAL 

Client 

1  0 

<  1.0 

1.0 

Micro  50891-10 

DRINKING  FOUNTAIN 
B-2  LOBBY  AREA 
INITIAL 

Technical  Supervisor: 


Micro  Analytical  Laboratories,  Inc.  is  accredited  foHead_anaVsis-tf«rrinking  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  Amencan  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORN'A  94608  -  (510)  653-0824 


Page 

MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


3 


1063  PROJECT:  Micro  Log  In    508  91 

SFUSD  -  Asbestos  Control  Program  S.F.U.S.D.  Total  Samples  20 

1551  Newcomb  Avenue,  Rm.  103  YOUTH  GUIDANCE  DateSampied  11/22/97 

San  FranciSCO,  CA    94124  CENTER  Date  Received  1  1 /2 2/9  7 

Date  Analyzed  11/22/97 


Client  Sample  ID 


Lead  Concentration 
(ppb) 


Detection 
Limit 
(ppb) 


Comments 


Client 
Micro 

SINK  F) 
B-2  KIT 
INITIAL 

1  1 

2.4 

1.0 

50891-11 

UfCET 
CHEN 

Client 

1  2 

1.1 

1.0 

Micro  50891-12 

DRINKING  FOUNTAIN 
B-2  LOBBY  AREA 
INITIAL 

Client 

1  3 

<  1.0 

1.0 

Micro  50891-13 

DRINKING  FOUNTAIN 
B-3  LOBBY  AREA 
INITIAL 

Client 

1  4 

2.0 

1.0 

Micro  50891-14 

SINK  FAUCET 
B-3  KITCHEN 
INITIAL 

Client 

1  5 

<  1.0 

1.0 

Micro  50891-15 

DRINKING  FOUNTAIN 
B-4  LOBBY  AREA 
INITIAL 

Technical  Supervisor: 


.1/25/97 


Analyst: 


FR 


Farid  Ramezfe 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  T»acLanaJV€js  in  drinKjng  water  by  the  California  Department  of  Health  Services,  Environmental 
Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Simples  are  analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  ■  parts  per  billion. 


5900  HOLDS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  •  (510)  653-0824 
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MICRO  ANALYTICAL  LABORATORIES,  INC. 

GRAPHITE  FURNACE  AA  -  LEAD  IN  DRINKING  WATER  •  STANDARD  METHOD  3113B 


I063 

3FUSD  -  Asbestos  Control  Program 
1551  Newcomb  Avenue,  Rm.  103 
Ban  Francisco,  CA  94124 


PROJECT: 
S.F.U.S.D. 
YOUTH  GUIDANCE 
CENTER 


Micro  Log  In    5  0  8  91 
Total  Samples  2  0 
Date  Sampled  11/22/97 
Date  Received  11/22/97 
Date  Analyzed  11/22/9  7 


Detection 


Lead  Concentration  Limit  Comments 

Client  Sample  ID  (ppb)  (ppb) 


Client 

1  6 

<  1.0 

1.0 

Micro  50891-16 

DRINKING  FOUNTAIN 
B-4  LOBBY  AREA 
INITIAL 

Client 
Micro 

SINK  Fi 
B-4KIT 
INITIAL 

1  7 

1.6 

1.0 

50891-17 

MJCET 
CHEN 

Client 

1  8 

1.4 

1.0 

Micro  50891-18 

DRINKING  FOUNTAIN 
B-4  LOBBY  AREA 
INITIAL 

Client 

1  9 

<  1.0 

1.0 

Micro  50891-19 

SINK  FAUCET 
B-5  LOBBY  AREA 
INITIAL 

Client 

20 

1 .2 

1.0 

Micro  50891-20 

SINK  FAUCET 
KITCHEN  B-5 
INITIAL 

Technical  Supervisor: 


Analyst: 


FR 


Micro  Analytical  Laboratories,  Inc.  is  accredited  for  lead  analysis  to  dnnkingvwater  by  the  California  Department  of  Health  Services,  Environmental 


analyzed  by  Graphite  Furnace  Atomic  Absorption  Spectrometry  in 


Laboratory  Accreditation  Program  (ELAP),  Certificate  #1037.  Samph 
accordance  with  Method  3113B  (Standard  Methods  for  the  Examination  of  Water  and  Wastewater,  18th  edition,  1992,  American  Public  Health 
Association,  American  Water  Works  Association,  Water  Pollution  Control  Federation).  This  report  must  not  be  reproduced  except  in  full,  with  the 
approval  of  Micro  Analytical  Laboratories,  Inc.,  and  pertains  only  to  the  samples  analyzed.  Unit  explanation:  ppb  =  parts  per  billion. 


5900  HOLLIS  STREET,  SUITE  M,  EMERYVILLE,  CALIFORNIA  94608  -  (510)  653-0824 


